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PREFACE 

THIS  is  a  book  for  students  who  have  time  to  work  many  exercise*. 
Almost  every  table  of  numbers  is  supposed  to  be  worked  out  by  the 
reader  himself,  or  if  he  is  supposed  to  verify  only  some  of  the 
u umbers  he  must  use  the  table  in  working  other  exercises. 
A^  an  example  <»t'  what  I  mean,  consider  Chap.  III.,  in  which  a 
student  is  supposed  to  work  out  every  number.  If  he  is  a  hrginn«T 
who  knows  but  little  mathematics  he  will  work  mi  squared  paper, 
and  he  is  led  gradually  through  his  own  work  to  see,  not  only  the 
value  ot 'expansion  but  the  limit  to  its  value  because  of  back  pressure 
and  condensation :  he  sees  t'«>r  himself  also  the  nature  of  the  Willans 
Liw.  But  the  very  same  work  ought  to  be  done  by  an  advanced 
student,  only  he  will  probably  use  formulae  which  he  can  prove  to  be 
correct,  instead  of  squared  paper.  Now  the  knowledge  conveyed  in 
this  simple  manner  is  of  the  very  greatest  importance,  but  it  is 
usually  assumed  that  no  beginner  can  take  it  in.  Indeed  I  may  say 
that  advanced  students  have  usually  only  a  very  vague  comprehen- 
sion of  this  kind  of  knowledge.  There  is  all  the  difference  in  the 
world  between  an  attempt  to  study  by  mere  reading  and  a  real  study 
through  the  actual  doing  of  work. 

Readers  have  great  faith.  Tell  them  that  some  philosopher 
obtained  a  certain  law  of  adiabatic  expansion  of  steam  and  they  use 
that  law,  never  testing  it  for  themselves,  although  the  test  may  only 
need  half  an  hour's  work.  Tell  them  that  there  is  a  method  used  by 
everybody  for  showing  the  wetness  of  the  steam  in  a  cylinder,  on  the 
indicator  diagram,  and  they  use  that  method,  although  the  exercise  of 
a  little  common-sense  would  show  them  that  the  method  is  based  on 
a  fallacious  assumption.  There  has  been  far  too  much  of  this 
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taking  thin;,'-  l"i  -muled:  there  may  have  Keen  -oine  excuse  tor 
doing  it  in  the  pa-t.  but  then-  i-  m»  excuse  MOW,  for  through  Mr. 
M •  •l-'arlani-  dray  and  others  we  have  very  &U8y  means  of  testing 
things  f<>r  ourselves.  I  am  sorry  to  say  that  since  Kaiikine's  time, 
no  man  with  a  good  knowledge  of  physics  and  niatheniai  !<•-  -eem-  to 
have  de\,.ted  himself  to  a  study  of  the  steam  engine.  There  an 
men  who  have  done  very  useful  work  ;  the  text  books  are  filled  with 
the  name-  of  men  who  have  done  useful  small  things,  but  unfortu- 
nately the  text  books  give  as  great  weight  to  some  of  the  results 
arrived  at  logically  from  wrong  data  as  if  Rankine  himself  had  worked 
them  out.  There  is  a  man  better  equipped  than  even  Rankine  was 
for  the  solution  of  steam  engine  problems,  but  unfortunately  he 
devote-  himself  to  isolated  problems  having  only  an  indirect  bearing 
upon  steam-engine  practice. 

If  I  am  looked  upon  as  a  person  who  wishes  to  give  results  to  be 
used  in  faith  by  my  pupils,  it  will  be  very  easy  to  find  many  faults  in 
this  book.  But  I  beg  to  say  that  I  occupy  a  very  different  position. 
I  aim,  throughout,  at  showing  a  student  how  he,  himself,  may  attack 
problems  which  are,  as  yet.  only  partially  solved,  and  if  I  give  some 
of  my  own  speculations,  it  is  only  when  they  are  suggestive  and 
likely  to  incite  a  student  to  go  on  with  the  study  through  experiment 
and  calculation  along  lines  which  seem  to  me  good  ones. 

JOHN  PERRY. 

ROYAI.    CoI.I.Ki.K    OK    Sell 

22nd  Ffl>i->i'i,-,,,  1899. 

January,  1902. — I  beg  to  thank  those  readers  who  have  sent  me 
corrections,  and  espeeially  Mr.  A.  Hall,  who  has  carefully  gone 
through  the  proofs  of  this  third  edition.  Several  of  the  illustrations 
of  details  of  engines  have  been  replaced  by  others,  I  hope  to  the 
very  considerable  improvement  of  the  book. 
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THE    STEAM     ENGINE. 


CHAPTEB  I. 

INTRODUCTORY. 

1.  EVERYBODY  thinks  that  the 1 ks  he  read  ii»  his  boy  hood  were 

far  more  interesting  than  lx>ys'  books  now.  In  one  of  my  school 
books  there  was  a  story  about  people  cast  away  <>n  a  de-ert  island, 
\vh<».  d  and  made  friends  with  three  delightful  giants,  who 

actually  loved  to  do  work,  and  only  wanted  to  be  -uj,,  rintended. 
Their  names  were  "  Flowing  Water,"  "  Wind,"  and  "  Vapour." 
Nature's  stores  of  energy  are  indeed  like  helpful  giants  to  us 
but  ti  >uperinteiidence.  and  wv  need  to  .study  their  \ 

In  that  old  story  tin-  men  who  disc.. \.-ivd  and  utilixed  tin-  services 

of  th«-  g:  ra  men  who  had  r«-\  nd  wondt-r  and  an  eye 

\  of  all   kinds,  for  without  these  can   no  man  inv.-nt  :  and 

because  they  had  tht •>.-  tim-  qualities  they  ftleo  had  that   uncommon 

•all«-d  <-oninion  >«-n-c.  and  so  tln-y  knew  that  two  andthivr  make 

md  not  six  or  merely  four.     That  is,  th.-se  nu-u  could  calculat.-  : 

th.-y  had  a  quantitat:  rinn-ntal   knowlrdg.-  of  nn-ehauics  and 

•:i-s.     Without  tln'se  kinds  of  knowledge  you  cannot    und.-rstand 
^inr,  although  it  is  possible  that   you  may  get  to  be 
calle-;  are  many  children  of  CJibeon  who  can  get 

people  to  call  them  mgin. 

That  a  >tud. nt  may  be  aware  of  the  kind  of  knowledge  which 

|1  to  IK-  familiar  to  ei.  I  gi\.-  many  num.  ri.-al 

and  th.-se  ought  to  be  worked.  I  must  assume  then  that  my 
Know  something  of  applied  mechani.--.  and  how  to  calculate 
the  work  necessiry  to  be  done  in  many  common  ojierations  an<l  also 
how  to  make  calculation*  concerning  stores  of  mechanical  energy. 
Mechanical  etiergv  i>  <-..n\.-i  I  ihle  into  heat  1>\  ti  ict  i..n.  and  «•  \erybody 
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kii«>\vs  thi^.  l»ut  1  assume  that,  my  readers  have  ;i  quantitative 
knowledge  of  tin-  fact,  based  upon  their  own  experience ;  in  fact 
that  the\  have  measured  .Imilr's  equivalent  for  themselves,  and 
worked  many  numerical  exercises  on  the  conversion  of  one  form  of 
magy  into  another.  Again,  they  are  supposed  to  know  something 
«.f  ehemistry,  sufficient  to  let  them  grasp  the  idea  that  by  letting 
i in  chi-mical  substances  combine  we  can  obtain  energy:  in  the 
case  of  coal  and  the  oxygen  of  the  air,  we  usually  get  the  energy  in 
tin-  form  of  heat,  but  in  the  case  of  some  other  substances,  we  get 
tin-  energy  in  the  much  more  manageable  form  of  electrical  energy. 
M'  re  reading  and  numerical  work  and  listening  to  lectures  are  of 
themselves  of  no  use  ;  laboratory  work  of  itself  is  of  no  use;  a  wide 
and  exact  knowledge  of  this  great  subject  comes  to  us  only  gradually, 
and  it  never  comes  to  a  man  who  does  not  combine  these  various 
methods  of  study. 

We  have  first  to  recognize  Nature's  great  stores  of  energy,  and  to 
e>tiinate  their  magnitude ;  in  the  second  place  we  must  learn  how 
to  make  them  available  for  our  purposes.  In  the  following 
pages  I  shall  sometimes  assume  that  my  readers  already  know  a 
great  deal  about  the  subject,  and  at  other  places  I  shall  assume  that 
they  do  not  yet  really  know  some  of  the  most  elementary  facts  of 
heat  and  mechanics.  It  is  easy  to  make  use  of  water-power,  and  my 
readers  know  how  to  make  all  sorts  of  calculations  about  it.  It  is 
heat  from  the  sun  which  causes  evaporation  from  seas  to  form  rain 
and  waterfalls.  Wind  power  was  utilized  by  our  ancestors  before 
they  knew  the  use  of  metals.  When  we  utilize  this  gift  of  Nature 
\ve  steal  not  from  the  energy  of  rotation  of  the  earth  on  its  axis, 
but  from  the  sun's  heat.  When  we  use  fuel  we  utilize  the  energy 
radiated  in  past  times  to  the  earth,  as  heat  and  light  from  the  sun, 
and  perhaps  it  is  only  when  we  convert  the  mechanical  energy  given 
out  by  our  bodies  into  heat  by  friction  that  we  learn  how  intense  is 
the  storage  of  energy  in  a  pound  of  fuel. 

2.  Nature's  stores  of  energy  are  enormous  when  we  compare  them 
with,  say,  the  work  that  a  strong  labourer  will  do  in  a  day.  When 
a  lalxmrer  lifts  50  Ibs.,  60  feet  high,  he  does  3,000  foot  pounds  of  work. 
When  I  carelessly  run  off  a  bath  full  of  hot  water,  say  20  cubic  feet 
or  1,250  Ibs.  of  water  at  38°  C.  (or  100°  F.),  on  a  winter  day,  when 
the  supply  water  is,  say  at  2°  C.  (or  35°  F.),  the  energy  that  escapes 
is  equivalent  very  closely  to  the  work  done  by  the  labourer  in  20,000 
of  his  journeys,  or  62£  millions  of  foot  pounds.  The  energy  obtain- 
able from  the  burning  of  a  pound  of  coal  is  about  12  million  foot 
pounds,  and  from  a  pound  of  kerosene  17  millions.  Now  consider 
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ak«  the  sun  t<>  ha\e  a  surface  as  great  • 
tliat  of  tli«-  earth,  and  we  may  imagine  thai  inoiv  than  halt  a  ton 
(1,200  lb&)  of  OOal  is  burnt  completely  ..n  every  ^jiiar.-  t'.».t  of  that 
surface  every  hour  (about  n'O  times  tin-  intensity  of  tiring  in  the  beat 
factory  boiler  furnace)  [this  is  really  about  7.2">o  h-.i  r  de- 

reloped  as  heat  on  every  square  foot] :  this  will  give  us  a  fair  idea  of 
ill--  rat*-  at  which  th.-  sun  is  losing  heat;  now  imagine  that  this  en«»r- 
moii>  waste  has  been  going  on  for  1,000  million  years,  and  you  have 
some  idea  of  the  waste  of  energy  that  has  gone  on  in  our  corner  of  the 
universe.  Or  rather,  you  begin  to  see  how  hopeless  it  is  to  imagine 
the  greatness  of  Nature's  waste  of  energy.  It  is  probable  that  the 
store  of  energy  in  any  small  |>ortion  of  the  universe  in  another  form 
than  that  known  to  mechanical,  or  heat,  or  chemical  engineers,  might 
lead  us  to  figures  very  much  greater  still ;  but  it  is  not  necessary 
here  to  refer  to  this  quite  different  matter.  Nature's  greatest  stores 
of  energy  are  not  available,  possibly  through  our  present  want  of 
knowledge  ;  but  I  am  inclined  to  think  that  they  are  really  not  avail- 
able at  all.  Of  the  available  stores  the  m«>M  imj>ortant  is  that  of 
coal,  and  it  is  necessary  at  <>nc.  f,>r  u»  to  become  possessed  of  a 
definite  knowledge  of  the  value  of  coal. 

When  a  pound  of  average  coal  i-  carefully  burnt  and  all  the 
available  heat  is  measured,  we  find  that  it  gives  ..ut  about  8,500 
centigrade  or  11,700  Fahrenheit  heat  units,  and  this  is  equivalent 

1  million  foot  pounds.  This  12  million  foot  pounds  i-  a  good 
figure  to  keep  in  one's  memory  as  the  calorific  value  of  one  pound  of 

ige  coal  (see  Art.  256).  Other  good  numbers  to  remember  an 
17  million  for  a  pound  of  kerosene  and  530,000  foot  pounds  as  the 
calorific  value  of  one  cubic  foot  of  average  coal  gas  at  atmospheric 
pressure  and  0°  C.  Now  if  it  is  remembered  that  the  engineer's  unit 
of  j»ower  is 

1  horse-power  =  33,000  foot  pounds  per  minute, 

it  is  quite  easy  to  make  certain  calculations  which  engineers  require 
to  do  nearly  every  day  of  their  lives.  Thus  a  supply  of  1  lb.  of  coal 
JMT  hour  means  a  supply  of  12  million  f'>ot  pounds  ..f  energy  \»-\ 
hour,  or  200,000  foot  pounds  per  minute,  or  6  horse-]M.\v 

It  is  only  a  large  and  good  steam  engine  which  gives  out 
actually  one  useful  horse -power  for  every  2  Ibs.  of  coal  j*  r  hour  burnt 
in  the  furnace;  hence,  a  very  good  steam  engine  takes  12  h 
power  ;i>  heat  and  gives  out  only  1  horse-jniwer  usefully  mechanic- 
ally. Even  a  very  good  engine  (including  the  boiler)  therefore  tak. - 
a  Chilling,  returns  a  penny  usefully,  and  wastes  elevenpence.  In  any 

H     .' 
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machine  we  usually  mean  l>y  rf/iri,  /in/  the  useful  power  given  out 
di\ii|e<|  liy  tli,.  total  power  supplied:  we  see  that,  even  a  very  good 
>team  engine  and  boiler  has  ;(n  elHciency  of  only.  -fa.  It  will  be  found 
later  that  b<od  efficiency  is  incidental  to  all  engines  which  take  energy 
as  heat  and  give  out  mechanical  energy. 

Steam  engines  are  approaching  perfection,  and  for  reasons  to  be 
given  in  Chap.  XVI.  we  cannot  expect  much  better  results  than  the 
above.  There  is  much  better  promise  in  gas  engines.  Well-made 
large  engines  are  always  more  efficient  than  small  ones.  It  is  only 
a  large  steam  engine  of  200  horse-power  or  more  that  will  give  the 
above  result.  Even  a  large  engine,  if  it  works  on  a  varying  load  like 
the  engines  of  an  electric  or  hydraulic  company,  will  give  results  only 
one-third  as  good  as  the  above  ;  whereas  many  small  common  engines 
give  out  on  the  average  only  1  per  cent,  of  the  whole  energy  supplied 
to  them,  wasting  the  other  99  per  cent. 

Now  even  a  small  gas  engine  using  Dowson  gas,  made  from 
anthracite,  has  been  known  to  give '  out  one  useful  horse-power  for 
1  Ib.  of  coal.  This  means  an  efficiency  which  is  twice  as  great  as 
that  of  many  large  factory  steam  engines,  of  whose  performance  their 
makers  are  proud. 

If  coal  could  be  burnt  as  zinc  is  burnt  in  an  electric  battery,  and 
used  in  an  electric  engine  instead  of  a  heat  engine,  we  might  expect 
to  convert  more  than  90  per  cent  of  the  total  energy  into  mechanical 
work  instead  of  less  than  8  per  cent.  The  fuel  consumed  by 
animals  is  converted  so  largely  into  useful  work  that  we  are  perfectly 
certain  that  the  engine  of  animals  is  not  a  heat  engine,  but  rather  an 
electric  engine.  We  are  gradually  getting  some  knowledge  of  the 
animal  mechanism,  and  when  we  are  able  to  imitate  Nature's 
methods  our  steam  and  other  heat  engines  will  be  looked  upon  as 
barbarous.  In  the  meantime  we  are  improving  the  steam  engine. 
It  is  inherently  wasteful,  but  it  gives  us  great  power  with  compara- 
tively small  weight  and  size.  Every  traveller  by  land  or  water 
knows  how  easily  the  power  of  many  hundreds  or  thousands  of 
hoi  scs  is  given  out  by  a  compact  machine  under  easy  control,  and 
how  the  civilization  of  the  world  rests  mainly  upon  the  much 
maligned  steam  engine. 

3.  ]  f  a  st  u<  lent  can  easily  put  his  hand  upon  a  few  price  lists  of  the 
best  engineering  firms,  let  him  make  out  a  table  of  the  weight  and 
ind  horse-power  of  engines  and  boilers  of  various  sizes.  Some- 
times he  can  help  himself  by  drawing  curves.  Also  he  ought  to 
know  Nom.. thin^  of  the  prices  paid  for  energy.  The  price  paid  for 
work  done  by  a  labourer  is  excessive,  compared  with  the  price  paid 
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for  the  sune  ani"Uiit  of  \\,,rk  i|..ii.-  l»y  an  engine.      Wh.-n  nr 

n  largely  we  ran  understand  why  the  i  .uld  lw  hi^'h.     At 

.;  itheivd  together  ;l  f'.-w  fact-,  ,-n  tl. 
Mich  as  every  practical  man  mi^ht  to  keep  in  his  head. 

Work  done  by  a  steam  engine  where  coal  is  cheap  ia  almost 
cheaper  than  l>y  any  other  a^-nt.  \\Y  can  hardly  compare  this  with 
tin-  cost  of  energy  from  a  turbine  unless  \\«.  assume  tin-  waterfall  as 
L,'i\en  f«>r  iinthin^,  so  that  the  cost  <>t'  I-IUT^V  will  i.nly  d.-jM-nd  \\\»>\\ 
inti-rot  and  dfjnvciatinu  mi  the  cost  of  tin-  machinery  and  wages 

•tendance.     A  good  modern  en^i  no  of  about  1,000  horse-power 
working  under  a  constant  I«>ad  ni^ht  and  day,  gives  one  horse-p<»\\er 
tor  ahout  a  farthing  per  hour,  or  about  £9  pt-r  y.-ar.   in   a   country 
district  where  land,  coal,  and  wages  are  cheap.     Thi-  pnc.- 
increased  a-  the  engine  is  smaller  and  as  the  load  is  less  constai 
that  small   steam   engines   in  towns  are  more  expensive  than  small 
gas  engines.  \\ho>e  power  including  all  charges  may  l»e  put  at  l<i 
hour  per  horse-power,  being  only  half  this   when  the  engines  | 
about  100  horse-power.     For  small  j>owers,  ^as  engines  ,,r  oil  eng 
are  partii-nlaily  to  be  recommended,  principally  because  they  may  be 
so  readily  started  and  stopped  and  require  so  little  attention. 
A  horse-power  is  equivalent  to  746  watts. 

A  not  unusual  charge  of  an  electric  company  i-  .V.  p.-r  Board 
of  Trade  unit.  A  Board  of  Trade  unit  is  1,000  watts  for  one  hour, 
or  1J  horse-  power  for  one  hour;  that  is,  the  cost  is  3frf.  ]  ncal 

horse-power  hour.  This  great  charge  is  mainly  due  to  the  fact  that 
the  output  of  an  electric  station  fluctuates  very  greatly.  The  plant  i> 
there  all  the  time,  sufficient  in  si/.e  for  the  maximum  demand,  and 
yet  for  twenty  hours  out  of  the  twenty-four  there  is  a  demand  for 

little  power.     It  is  for  the  same  reason  that  the  n»t  of  a  horse- 
power hour  fn.m  an   hydraulic  company  is  '!<!.  to  4-/.      It  i-  the  threat 
comparative  ch--apne^   ,,f  power  from    well-designed   Bt< 
which   is   m  ox  t    prominent   in   all   calculations   that    we  mak- 
fn.m   coal    is   .")()()   times    as  cheap   as   pow.  r   from    the   !><>t    manual 

ir,  and   it    i->   in  consequence   of  this   fact    that    tin-re    ! 
such   an  enormous    development    of   manufactures    in    the    last    150 

4.   When  did  man  be-jin  to  mili/e  th- 

than  his  fo<Ml,  in  the  prodin-tion  of  mechanical   power  '     The  ea; 
dwellei-s  in  mountains  must  surely  have  used  the  jmteiitial   • 

'.s  \\  hen  their  foes  were  conveniently  placed  underneath  them. 
Did  ev.-n  the  early  K^yptian«-  u-e  either  \\ind  or  \\ater  JH.W. 

•dily  let  the  \\ind  piope)  small  boats.     The  military  engines  and 
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Ls  and  Romans,  wonderful  contrivances,  were  actuated 
\>\  tii.-n  .iii.l  animal-.  It  is  true  that  H.-P.  of  Alexandria,  120  B.C., 
used  steam  t<>  tin  ti..n  wheel,  and  the  Egyptian  priests  used 

tin  |uv--  .pom-.,  iii  (..-rforming  their  mysteries,  and  there  was 

Home  ki.  •  (  the  pressure  and  heat   properties  of  fluids,  but  it 

was  n<»t  till  tin-  fifteenth  (•••Mtiiry   that  we  began  to  use  Nature's 
stored  of « •!!•  •!>,' y.     Tin-  yew  bow  of  England  stored  sufficient  energy 
,iii  arrow  t..  petiet rate  light  armour.     The  cross  bow  stored 
much  in  i  in  I  knights  could  no  longer  safely  attack  the 

rank  and  til.-  ..t  an  army.  Hut  the  first  heat  engine,  a  gas  engine 
^  gun|N>wder,  a  gun.  may  In-  said  to  begin  the  history  of  our 
I),  iv  tin-  useful  energy  produced  from  heat  is  the  kinetic 
energy  of  a  projectile.  We  have 
no  more  efficient  heat  engine  for 
obtaining  ordinary  mechanical 
|)ower  than  were  even  the  first 
forms  of  guns.  If  we  could 
only  convert  kinetic  energy  easily 
into  the  other  mechanical  forms 
of  energy,  we  should  probably 
return  to  the  gun  form. 

5.  But  for  a  student  of  our 
subject  who  is  a  beginner, its  mere 
history  is  probably  one  of  the  very 
worst  of  studies.  The  student 
of  history  fails  to  notice  that 
traffic  has  always  steadily  in- 
creased on  common  roads,  and 
that  although  railway  traffic 
may  steadily  increase  it  may 
me  les>  im|K>rtant  again  than  the  road  traffic,  and  he  does 
not  not  in-  how  the  value  of  a  thing  depends  on  many  other 
thing.-.  Hero  (120  B.c.)  described  a  steam  turbine,  Fig.  1 ;  Branca 
i  I  til'! i  \.i». ).  led  steam  by  a  pipe  from  a  boiler  to  impinge  on  the 
vanes  of  a  wheel  to  drive  it  Fig  ±  Tlu-s  •  inventions  are  looked 
u|M.n  with  good-natured  contempt  by  the  man  who  speaks  of  the 
gradual  improvements  of  the  steam  engine  through  Solomon  deCaus, 
arid  that  unfortunate  victim  of  a  worthless  king,  the  Marquis  of 
WonMter,  M  well  gj  through  tin-  pumping  engines  of  Savery,  New- 
comeii  and  Watt.  (Jivat  impro\  emeiit  t  here  certainly  has  been,  but 
'  nature  I  should  prefer  the  judgment  of  the  man  who 
studies  carefully  the  latest  form  "f  the  steam  engine, and  gets  to  know 


hr  below.    The  right  )>..n.|  mipixirt  i«  a  pipe 
tuffing  box  conveying  uteam  to  the 
hollow  »pheiv. 
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its  defects  before  he  indulges  in  tin-  luxury  of  a  study  of  history. 
As  he  reads  the  hi-r..r\-  h.  will  note  that  the  nature  of  what  was 
called  improvement  depended  upon  the  environments  of  engineers,  and 
that  th-->r  ii sod  to  be  v.-ry  dinS -ivnt  from  what  they  are  now.  II.- 
will  note,  for  example,  that  th.-  m..>t  complete  drawings  of  the 
modem  steam  engine  would  have  been  worthless  one  hundred  and 
fifty  years  ago.  Why,  some  of  the  oldest  strain  l.oil.  r>  had  shells  of 
stone  with  nu-tal  plates  between  the  fire  and  water;  thru  through 
copper  and  cast-iron  they  gradually  became  of  riveted  wrought 

•  •I,  thr  improvement  not  h.-iri.g  in  our  conception  of  a  boiler,  but 
in  tods  and  methods  of  manufacture      Let  us  iviurinher  that  even 
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Watt  was  jubilant  if  his  cylinder  was  not  more  than  f  of  an  inch 
untru.-  in  its  bore.1  It  is  for  the  understanding  engineer  one 
of  his  most  instructive  l.-s-on-  to  go  through  the  historical  collection 
<>f  models  in  the  South  Kensington  Museum  ;  for  the  young  student 
it  may  not  by  any  m. -an^  be  a  good  lesson.  The  instructed  man  will 
notice  that  the  modern  type  of  engine  may  be  the  result  of  gradual 
improvement  on  the  old  Watt  pumping  engine,  but  it  is  just  possible 
that  it  has  retained  eertain  characteristics  of  the  old  pumping  engine 
wliieh  are  unnecessary  and  hurtful, and  which  would  certainly  not  be 

1  In  boring  .1  rylimliT  tin-  limit-*  <>f  cnor  now  allowed  l»y  Messrs.  Willans  and 
Kol.inson  an-  ±  »MI."I  <»f  .1  inilliiiiftri-  or-JmiN.  an-1  tlinr  is  less  error  allows  1  iiiotlit-r 
parta  of  an  engirx-.  Tin-  metric  system  of  meaaurement  is  in  use  in  these  excellent 
shops;  its  intrrxlix  tion  has  given  no  trouble  whatsoever 


8  Tin:   BTBAld    KNCIM:  CHAP. 


if  it  had  developed   i'n.ui  another   primitive  form.     In  the 
seventeenth  century  tin-re  was  one  work  to  be  done  of  enormous 
importance.  requiring  iinicli  jM)\\«T.     There  was  a  great  evil,  a  new 
i-\il.     Had  it  Keen  an  (.Id  evil  it  would  have  been  let  alone.     Mines 
ink  deeper  than  ever  the\-  had  been  before;  thousands 
of  horses  had   constantly  to  be  employed  to  keep  them  free  from 
was  the  new  evil:  everybody  saw  the  need  for  great 
jMiwer.  nobody  wanted  power  f'..r  anything  else.    Hence  the  pumping 
engine  was  developed.  and  it   was  only  when  it  showed  its  power  to 
•  !•>  other  things  ;is  well  as  pump,  that  men  ventured  to  prophesy 

"  Soon  shall  thy  arm,  unconqueretl  steam,  afar 
Drag  the  slow  barge,  or  drive  the  rapid  car." 

It  is  oaelesfl  t..  consider  what  would  have  happened  if  it  had  been 
absolutely  necessary  to  drive  great  factories  in  the  time  of  Branca. 
Why!  the  very  engine  of  Branca,  almost  without  improvement,  has 
lately  Iteen  brought  into  use,  and  already  competes  in  economy  with 
the  very  l>est  steam  engines  of  equal  power.  There  is  a  great 
deal  of  virtue  in  a  revolving  wheel.  It  may  go  at  great  speed,  and 

not  shake  the  framework  which  supports  it,  even  when  this 
framework  is  light.  The  very  earliest  engine,  that  of  Hero,  was 
really  a  iv\olving  wheel,  a  reaction  turbine,  and  as  I  write  this 
[April,  1S!»7]  I  have  received  a  letter  from  a  friend  in  Newcastle 
\  he  had  just  been  out  on  the  new  Parsons'  turbine  steam  boat 
and  that  it  proves  to  be  the  very  fastest  boat  that  has  ever  gone 
through  the  water,  although  only  100  feet  long.  And  furthermore, 
at  much  smaller  speeds,  the  very  best  other  boats  vibrate  so  much 
that  a  man  in  the  stern  can  hardly  keep  himself  upright,  even  when 
holding  on  hard,  whereas  at  its  highest  speed  the  Turbinia  has  no 
vibration.  See  Fig.  56. 

6.  The  English  railway  carnage  was  a  developed  stage-coach,  and 
consequently  even  at  the  present  day  many  of  these  carriages  have 
shapes,  ornamentation  and  uncomfortable  arrangements  of  their 
space,  which  look  ridiculous  to  a  person  ignorant  of  the  history 
of  their  gradual  development.  Use  and  wont  have  made  us  fond 
of  them,  and  in  argument  we  defend  their  every  defect  as  if  it  were 
really  a  \irtue.  The  original  steam  boiler  was  shapod  like  a  domestic 
copper  or  kettle,  and  remained  so  even  when  Hues  were  used;  when 

d  to  steamers  it  took  the  shape  of  the  steamer,  but  it  was  still 
merely  a  superior  -oil  of  kettle.  and  although  the  value  of  high  pressure 
uas  known,  high  pressures  were  not  used,  because  they  would  require 
boilers  radically  different  in  shape.  K\eti  now  the  locomotive  boiler 
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is  as  nearly  of  the  shape  used  in  St.  |»h.  nson's  Rocket,  as  it  can  be 
it  i-  <jiiite  absurd  to  think  th.it  tin-  »hap«-  would  be  chosen  by 
an  unprejudiced  engineer  (if  such  a  person  could  be  found  i  flu- were 
MI  tin-  must  suitable  fnnn  of  boiler  for  its  purpose.  I 
have,  perhaps,  no  right  in  such  a  book  as  this  to  ask  how  long  it  will 
be  before  the  locomotive  boiler  is  made  so  that  it  will  not  contain 
more  st.-am  and  water  than  an-  sufficient  for  a  few  minutes'  \v..rk  of 
the  engine,  but  it  seems  to  me  that  at  present  one  half  of  all  the 
valuable  properties  of  an  engine  are  sacrificed  to  a  dislike  for  radical 
chan. 

Throughout  appl if(l  physics  we  find  this  conservative  tendency. 
In  so  far  as  it  makes  us  cautious  and  afraid  to  adopt  new-fangled  and 
untried  notions,  it  is  useful  and  good  ;  there  is  safety  and  certainty  in 
a  well-known  tiling,  whose  defects  are  well-known,  and  have  already 
bi-t-n  guarded  against,  It  is  only  excessive  and  penfatent  •blinking  from 
all  alteration  that  I  condemn.  When  I  was  an  apprentice  I  wa- 
taught  that  there  was  something  almost  sacred  in  the  necessity  for 
beams  and  parallel  motions  in  the  best  steam  engines ;  they  were 
merely  the  lineal  descendants  of  the  beams  of  Newcomen's  engines, 
and  had  no  more  to  do  with  the  real  efficiency  or  good  working  of  the 
engines  than  the  two  hind  buttons  are  to  the  fit  or  fastening  or 
beauty  of  a  frock  coat.  These  buttons  are  the  lineal  descendants 
of  the  buttons  that  used  to  fasten  back  the  coat  flaps  of  our  ancestors. 

7.  When  Aladdin  first  discovered  the  power  at  his  command  it  is 
remarkable  how  conservative  he  was  in  his  notions.  He  made  the 
genius  brintj  him  silver  dishes,  because  he  started  in  the  silver  dish 
line,  and  there  is  one  of  the  most  interesting  of  lessons  in  the  fact 
that  although  each  of  his  silver  dishes  was  worth  sixty  pieces  of  gold, 
he  sold  each  of  them  for  one  piece  of  gold  over  and  over  again. 
Aladdin's  imagination  had  to  be  stirred  by  a  violent  emotion  before 
he  could  make  the  genius  work  in  other  ways  for  him.  Even  at  his 
best  I  believe  that  Aladdin  never  took  full  advantage  of  the  power 
of  the  wonderful  lamp.  His  finest  palace  was  probably  just  an 
ordinary  house,  made  very  large  and  stuck  over  with  precious  st..n. •-. 
as  vulgar  as  Milan  Cathedral.  The  engineer, far  more  than  Aladdin, 
needs  to  h-ive  his  imagination  developed,  berau-e  Aladdin's  power 
unlimited,  whereas,  ^ivat  as  the  stores  of  Nature  an-,  they  are 
not  all  for  the  engineer  to  develop.  It  is  possible  that  future  scien- 
tific men  may  discover  some  way  of  developing  them,  but  so  far  as 
we  can  see  there  is  no  rr,-,  ,,f  en--r^\  available  for  man  which 

is  in  anyway  comparable  with  coal. 

For  the  last  twenty  years  I  have  lifted  up  my  voice  occasionally 
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in  the  hearing  of  a  not  unbelieving  but  a  half-hearted  generation, 
to  warn  men  of  the  time  to  come,  when  their  great  stores  of  energy 
will  be  exhausted.  Tin-  chancery  law  of  England  is  destroying 
invention  in  all  but  small  details;  but  if  I  am  right  in  my  beliefs, 
it  would  he  worth  while  for  our  government  to  hand  over  a  few 
millions  ,.t  money  to  its  best  scientific  men,  telling  them  to  squander 
it  in  all  sorts  of  experiments,  in  an  intense  search  for  some  method 
bv  which  instead  of  only  from  one-twelfth  to  one-hundredth  of  the 
!  being  at  ilis,  (I.  nine-tenths  of  it  might  be  utilised.  If  I 
am  right,  almost  all  the  social  and  political  questions  which  excite  us 
now  will  be  of  small  importance  on  the  future  of  the  human  race,  for 
t  he  wild  competition  of  nations  and  people  for  luxuries  must  gradually 
during  the  next  tour  hundred  years  become  a  struggle  for  mere 

lice. 

8.  Eighteen  hundred  years  ago  Rome  had  numerous  well-to-do 
citi/ens.  aiid  was  surrounded  with  comfortable  villas;  but  throughout 
the  Roman  Empire  the  well-to-do  citizens  were  very  few  in  com- 
parison with  their  poor  dependants  or  slaves.  To-day,  every  town  in 
England  is  becoming  surrounded  with  comfortable  villas;  millions 
of  people  live  in  comfort,  hundreds  of  thousands  lead  luxurious  lives. 
But  this  is  not  only  the  case  in  England  :  throughout  France,  Ger- 
many, Italy,  America,  indeed  all  over  the  world,  we  find  signs  of 
enormous  increase  in  numbers  of  a  class  of  people  who  are  well 
beyond  the  necessity  of  working  for  their  living — people  who  are, 
we  hope,  developing  art  and  literature,  and  the  moral  instincts  of 
the  nations,  because  they  are  beyond  sordid  cares.  The  phenomenon 
is  peculiar  to  our  own  time.  It  was  never  known  before  in  the 
history  of  the  world.  We  also  see  the  general  population  of  the 
world  increasing  at  an  astonishing  rate,  and  the  proportion  of  people 
who  may  be  called  poor  is  not  only  less  than  it  ever  was  before,  but 
is  exceedingly  less.  All  the  waste  places  of  the  earth  are  beginning 
to  blossom.  Irrigation  has  changed  the  yellow  sand  of  North  Texas 
and  New  Mexico  and  Arizona,  of  New  South  Wales  and  South 
Australia  and  Queensland,  to  green  verdure,  and  they  are  filling  up 
with  people.  Much  of  this  is,  we  may  hope,  permanent ;  but  in  so 
tar  a.s  it  depends  upon  outside  demand  for  agricultural  produce,  it 
will  die.  It  would  not.be  fair  to  say  that  the  whole  phenomenon  is 
due  to  the  steam  engine.  I  take  it  that  when  a  nation  or  group  of 
nations  j-  1,-t  alone  from  outside  influence,  the  growth  of  its  wealth 
increase.,  j,v  what  we  call  the  compound  interest  law,  or  rolling  snow- 
hall  law — increased  wealth  produces  love  for  settled  government,  and 
-  t  tied  government  leads  to  increased  wealth.  But  this  sudden 
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development  is  surely  greatly  due  to  the  steam  engine.  The  poorest 
woman  can  easily  Imy  clothing  material  and  other  goods  that  used 
to  come  on  camels'  backs  in  small  quant  it  ies  from  tin-  looms  of 
India  for  the  ornamentation  and  delectation  of  emperors  and  their 
nobles  only.  Quite  common  men  live  now  in  houses  furnished  with 
luxuries  of  which  no  potentate  of  the  Middle  Ages  could  dream. 

I  think  it  to  be  evident  that  very  much  the  greater  part  of  all 
that  goes  to  make  up  our  civilisation  is  directly  or  indirectly  to  be 
traced  to  our  utilisation  of  coal,  and  it  is  just  as  evident  that 
when  our  stores  of  coal  get  exhausted  the  greater  part  of  all  this 
wealth  and  evidence  of  civilisation  must  disappear.  The  world  will 
not  be  left  in  its  old  state.  The  old  state  was  like  that  of  an  earnest 
poor  young  man  with  great  hopes,  the  new  state  will  be  that  of  the 
spendthrift,  whose  fortune  has  gone  but  whose  expensive  habits  re- 
main. Then  will  come  the  time  of  great  struggle  for  Niagara  by  all 
the  civilised  nations  of  the  earth ;  the  water  power  of  the  West  of 
Ireland  will  form  a  new  centre  of  civilisation,  as  will  the  hills  of 
Switzerland  and  all  places  of  high  tide  round  the  coasts  of  the  world. 
Then  will  be  the  time  when  men  will  try  to  utilise  the  stores  of 
energy  which  now  seem  to  be  insignificant  or  hopelessly  out  of  our 
reach :  the  direct  radiation  from  the  sun  or  the  internal  heat  of  the 
earth. 

I  am  sure  that  the  mind  of  no  engineer  ought  ever  to  be  quite  free 
from  this  incubus — that  we  are  wasting  our  coal  with  enormous 
rapidity:  that  a  heat  engine  is  essentially  uneconomical  But  this 
book  is  altogether  about  heat  engines,  and  when  in  future  I  shall 
speak  of  the  economy  of  a  steam  engine,  I  shall  compare  it — not  with 
that  of  the  perfect  engine  about  which  we  know  so  much,  but  of 
which  not  one  cheap  specimen  has  yet  been  made,  and  not  even  with 
the  most  perfect  heat  engine  imaginable — but  with  the  perfect  steam 
engine 

I  am  about  to  speak  of  the  steam  engine  as  it  is — not  even  as  I 
hope  and  imagine  that  it  may  become  before  it  finally  disappears. 
I  shall  sj)eak  of  our  best  engines  which  act  by  reciprocating  motion 
with  cylinders  and  pistons,  and  in  much  the  same  sort  of  way  whether 
we  see  them  of  many  thousands  of  horse-power,  driving  our  largest 
and  tlert.-M  >hij».  or  whether  they  are  of  the  smallest  si/.e,  driving 
a  few  printing  presses. 

9.  Thru-  is  one  part  of  my  subject  which  must  be  left  out  I 
shall  -peak  in  Chap.  XXIX  "f  the  balancing  of  engines,  l>ut  I 
shall  not  he  alili-  to  -ay  much  aUoiit  the  effect-.  <•['  want  of'  ha!. 

-'.ud\  .<t  ill.   -'.'am  engine  i>  really  a  branch  of  applied  mechanics 
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;mil  of  IK  it.  Tlii-  study  »f  vibration  is  also  a  branch  of  applied 
mechanics,  but  it  is  such  a  different  branch  that  it  goes  usually 
under  another  naim —  sound  or  acoustics;  its  special  study  in 
regard  to  steam  engine  effects  is  so  little  advanced  that  I  shall  do 
inv  best  to  avoid  mentioning  it  in  the  body  of  my  book.  In  fact,  I 
must  content  mvself  with  the  following  general  observations  on  the 
subject. 

In  (treat  Britain  an  annoying  defect  may  remain  unreformed  for 
a  century,  but  let  it  be  called  a  nuisance  by  a  chancery  court  and 
reform  is  \,T\  rapid.  Large  steam  engines  are  now  working  in 
towns — not  merely  in  the  slums,  but  in  the  districts  inhabited  by 
rich  people.  \\<  an-  first  told  that  really  we  must  produce  no 
smoke,  and  instantly  we  use  mechanical  stokers  or  better  grates 
and  tin.  >.  and  we  n-frain  from  forcing  the  fires,  and  get  rid  of  smoke, 
although  fora  hundn-d  years  every  engineer  has  declared  the  thing 
impossible.  There  is  a  vast  difference  between  being  asked  to 
try  to  get  rid  of  a  nuisance  and  being  told  by  the  policeman  that  we 
must  stop  working  if  we  create  a  nuisance.  We  find  it  necessary  to 
use  non-condensing  engines  in  towns  because  condensation  water  is 
n>ive;  and  of  course  our  blast  pipe  becomes  an  organ-pipe 
nuisance ;  we  find  that  all  window  frames  within  half  a  mile  are 
really  microphones — we  have  remedied  this  defect  of  our  engines 
because  the  only  alternative  was  to  stop  working. 

There  is  a  defect  that  is  put  up  with  in  locomotives  and  in  ships 
which  is  ever  so  much  worse  in  a  large  town,  and  it  has  been  declared 
to  be  a  nuisance.  Consequently  every  young  station  engineer  has 
already  acquired  an  astonishing  amount  of  cunning  in  diagnosing  it 
and  mitigating  its  effects.  It  is  the  vibration  produced  by  recipro- 
cating engines.  Of  course  the  only  real  remedy  is  the  use  of  a  steam 
or  gas  turbine,  sure  to  be  applied  in  the  long  run  ;  but  capital  has 
given  momentum  in  the  direction  of  reciprocating  engine  manu- 
facture, and  a  complete  change  towards  turbine  manufacture  must  be 
slow. 

Now,  in  the  old  days  of  slow  moving  engines,  the  vibrations  due  to 
masses  moving  with  aeceleratMHi  w. •!•••  u-.t  important.  The  \  ibratorv 
forces  are  quadrupled  when  the  speeds  are  doubled,  and  compact 
engines  must  run  at  high  speeds :  hence  our  troubles. 

\\'e    notice   that    rotating  masses   may   be   perfectly    balanced 

quite  easily.     But  it  is  a  very  different  thing  with  reciprocating 

masses:  to  balance  them  needs  careful  study,  and  in  many  cases  it 

seems  almost  impossible.     I  have  stood  on  the  frames,  or  rested  my 

a   pencil   touching  the   frames   of  the  best  balanced 
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-  n.iw  in  the  in;irk<  i.  ;ui«l  ••••nM   in.  I  (|,i,<-t  ,ui\   \ibratiini;  ami 
yet   \\heii  two,  three,  ..r  m..iv  Mich  •  iiv  working  in  on.-  Mation. 

their    slight  906   ami    there     may    be     \>TV    considerable 

\il»ratimi  of  the  ground.      Indeed.  it  may  be  OOQttdenbie  in  one  part 
of  the  station  ami  hardly  not  iceahle  in  another  part.     Again,  I   have 

•  •\amin.  'd  Beta  of  Hats  in  a  large  mansion  near  a  central  -tation.', 

my  "  tromometer,"  which    i-    \<  TV  -en-it  i\v  ;   1  have   gone    from  room 
feO  room,  getting  small    indications  of  motion,  and  I  have   found  that 

•  me  room  was  in  considerable  vibration  \\hen  its  surrounding  neigh- 

bour-   \\elV  <|!lite  ijlliet. 

The  ^tiid.  nt  of  acoustics  does  not  need  to  be  told  that  this  room 
was  really  accidentally  tuned  to  the  vibration,  and  just  as  one  string 
of  a  pianoforte  will  respond  to  a  suitable  faint  note,  just  as  a  ship 
will  roll  dangerously  if  the  waves  are  in  tune  with  it,  so  this  room 
responds  to  the  faint  impulses  produced  by  distant  eng: 

A  householder  lays  his  complaint  :  the  flowers  on  his  dining-table 
are  quivering  always;  the  glass  and  metal  ornaments  are  always 
nulling.  The  cunning  young  station  engineer  comes  to  inspect  the 
quivering  room:  he  >ays  nothing  at  first;  he  goes  about  observing, 
touching,  listening,  and  he  finds  some  opportunity  of  slyly  moving 
the  heavy  piano.  No,  he  declares,  he  feels  no  vibration.  Curiously 
enough,  thecomplainer  also  feels  none,  nor  perhaps  is  he  likely  to  do 
>o  until  he  moves  that  piano  exactly  into  the  same  spot  again.1 

When  vibratory  impulses  act  upon  a  thing,  we  speak  of  its  forced 
vibration  and  also  of  the  natural  vibration  which  it  has  of  its  own. 
Its  forced  vibration  will  be  small  or  great,  depending  upon  whether 
the  frequency  of  the  forced  vibration  is  far  different  from  or  is  nearly 
equal  to  the  natural  frequency. 

Young  engineers,  spurred  by  necessity  —  the  mother  of  all  reform 
—  know  a  great  deal:  they  would  know  ever  so  much  more  if  they 
studied  acoustics  a  little,  and  more  particularly  if  they  studied  the 
simpler  parts  of  the  mathematics  of  vibration.  The  engineer  who 
^ood  mathematician  will  >tudy  Lord  Rayleigh's  Theory  of  Sound. 
I  believe  that  a  study  of  my  own  books  The  t'ufculusfor  Engineer* 
and  Applied  Mechanics  will  give  to  the  observant  young  engineer  tin- 
sort  of  mathematical  knowledge  that  he  want-,  and  he  will  be  fairly 
well  fitted  to  fight  the  new  nuisance  if  he  adds  a  knowledge  of  some 
such  book  as  Tyndall's  $,>n,f/. 

1  It  is  intoriv-t  \\  tin-  viln.-itii.n-  nulin-.-.l  in  a  rough  iwxlrl  of  u  ship 

pended  by  springs  by  nnnK-l  engines  placeil  <»»  it  in  various  jn>-u  nm-.      \\  .   .ui^ht  to 

be  able  to  balance  the  engines  more  or  less,  and  to  change  their  sequence.     The 

effect  oi  synchronism  of  the  engine  jM-rio.!*  ami  the  natural  vibration  of  the  ship,  the 

•  tin  ii.-i.il  IH,  mis,  4c.,  can  only  be  studied  in  this  way. 
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When  the  p itching,  rocking,  and  tugging  vibrations  of  a  locomo- 

piis.-  ;il«.ii'4  M  train,  nobody  complains:  everybody  feels  that  dis- 
c.,mf..rt  i-  part  o|  what  h«-  ha.-  paid  f«.r.  Tin-  railway  shareholders 
poy  a  larger  coal  bill,  and  find  it  impossible  to  exceed  certain  speeds, 
that  i.-  all.  When  tor  every  instant  during  the  twenty-four  hours, 

-;  state  room  on  a  passenger  steamer  is  shaking,  not  merely  on 

int    of  the   racing  of  the  screw,  but  on  account  of  the  badly 

balanced  engines,  as  no  chancery   court  has  declared   the  thing  a 

nui-  iM-ct  to  find  this  vibration  on  every  ship  that  floats. 

•re  the  time  of  Charles  the  Second  people  did  not  know  how 
mi-erable  they  ought  to  feel  with  unlighted  streets;  and  folk  who 
live  with  pitfs  in  mud  cabins  are  proverbially  oblivious  of  their 
miser  \ . 

1O.  Having  now  vented  all  my  anger  upon  the  defects  of  the 
steam  engine,  it  becomes  my  business  to  incite  students  to  the  study 

of  It. 

It  is  my  intention  to  make  this  elementary  account  of  our  subject 
one  which  will  be  really  useful  to  the  practical  engineer.  But  I  warn 
my  reader  that  he  must  do  some  work ;  he  must  try  to  get  exact 
ideas.  It  is  all  very  well  for  men  and  women  who  trifle  with  a 
subject  and  call  it  study,  to  frankly  skip  the  dry  part  (or  worse,  to 
pretend  to  understand  it),  but  the  practical  engineer  knows  that  his 
ideas  must  become  exact,  he  must  be  able  to  make  calculations. 
Hi>  life  is  a  war  with  Nature;  he  wants  to  coerce  Nature  in  all 

>  of  ways.  The  careful  training  in  calculation,  what  is  it  but  a 
>hai  jM-ning  of  one's  weapons  ?  I  suppose  that  in  the  old  days  it  was 
rather  a  nuisance  to  have  to  mend  one's  armour,  to  sharpen  one's 

:•«!,  to  rnend  the  spring  of  one's  cross-bow.  Preparatory  work  of 
this  kind  must  always  have  been  a  bore;  but  the  man  who  neg- 
lected it  got  knocked  on  the  head.  I  must  therefore  ask  the  student 
to  work  steadily  through  the  examples  in  arithmetical  and  graphical 
computation  on  mechanical  and  heat  energy  and  to  begin  these  at 
once.  The  more  difficult  exercises  are  in  smaller  type. 

[Added,  1901. — On  one  square  foot  of  Egypt  the  heat  energy 

received  in  one  year  from  the  >un  is  about  10 9  foot-pounds  or  500 

III'  II..IM--      We   now  get  1  actual  H.P.  for  20  Ib.  total  weight  of 

a   turbine  and  boiler,  and  for  such  a  special  use  as  that  of  a 

flying  machine  \\r  might  get  it  for  8  Ib.] 


CHAPTER  IL 

THE  COMMONEST  FORM  OF  STEAM  ENGINE. 

1 1.  IT  is  difficult  at  first  to  take  in  the  idea  that  fluids  act  on 
the  solid  bodies  which  they  touch,  with  great  force.  The  atmosphere 
through  which  we  move  so  easily,  presses  with  a  force  of  15  Ib.1  on 
every  square  inch  of  our  bodies;  but  tin -re  is  a  balancing  pressure 
t'nnii  the  inside  of  our  bodies,  and  so  we  do  not  feel  the  pressure  as  a 
load.  A  boy  who  experiments  with  a  sucker,  and  who  uses  more 
scientific  methods  of  exhausting  the  air  from  a  space,  so  that  the 
pressure  due  to  the  outside  atmosphere  becomes  more  evident  in 
various  ways,  will  gradually  get  to  know  something  about  the 
pressure  of  fluids.  Lectures  and  reading  tc.u-h  almost  nothing 
unless  we  also  see  and  make  experiments. 

I  have  sometimes  closed  a  very  small  strong  vessel  with  water  in 
it,  put  it  over  a  gas  flame,  and  stood  at  a  distance  t..  \\atrh.  or  rather, 
to  hear  it  explode,  when  the  pressure  of  the  steam  l>e.-ame  great 
enough.  It  is  said  that  the  great  force  which  stoam  may  exert 
became  known  to  Watt  through  the  behaviour  of  his  mother's  kettle. 
I  doubt  this.  Steam  escapes  too  easily  from  a  kettle.  K\vn  neglected 
boilers  fail  to  explode  in  ninety-five  cases  out  of  one  hundred,  because 
even  carefully  riveted  joints  give  way  and  leak  rapidly. 

When  water  is  boiled  in  a  kettle,  its  tenij>erature  is  always 
about  100°  C.  (or  212°  F.),  because  it  is  under  atmospheric  pre> 
Giving  more  heat  to  the  water  does  not  raise  its  temperature,  it 
only  causes  some   more  water  to  boil   away.     Up  a  mountain   it> 
temperature  is  less,  because  the  atmospheric  pressure  is  less;  and 

1  Really  1 1  7  IK  p«T  square  inch,  or  2,116  Ib.  per  square  f<><>t,  is  what  we  take  to  be 
the  standard  pressure  of  our  atmosphere.  The  real  pressure-  of  tin-  atmosphere  varies 
from  day  to  day. 
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th,.  |o\\,r.d  t.-m|ierature  <>f  1  Milling  water  is  often  noted  by 
as  indicating  the  height,  of  a  mountain. 

When  we  u>e  a  sh-iing  kettle  or  boiler  which  is  closed  up,  we  may 
get  verv  much  higher  temperatures  and  pressures.  When  we  know 
•,  uij..  nitiuv  \\e  know  the  pressure.  Students  will  do  well  to 
trv  this  f.,r  themselves  in  the  way  described  in  Art.  179.  Boilers 
(see  Chap.  \  I  >  are  so  constructed  that  (1)  they  may  be  able  to  with- 
stand the  very  great  pressures  usually  employed;1  (2)  large  quan- 
tities of  coal  may  be  rapidly  and  completely  burnt  in  them,  its  heat 
being,  to  as  great  an  extent  as  possible,  given  to  the  water.  We  par- 
ticularly want  from  a  boiler  steam  which  is  dry;  it  must  contain 
a-^  little  water  as  possible  (a  cloud  consists  of  drops  of  water,  so  does 
the  visible  stuff  which  has  come  from  the  spout  of  a  kettle  ;  we  want 
on i-  steam  to  be  transparent,  to  have  no  condensed  steam  present). 
There  are  drops  of  \vaterin  the  steam  of  the  boiler,  because  of  the 
spray  due  to  the  violent  ebullition  which  is  always  going  on  ;2  this  we 
call  "  priming,"  and  by  careful  ways  of  taking  the  steam  into  the  steam- 
pipe.  we  greatly  get  rid  of  it.  Again,  unless  the  steam-pipe  from 
the  boiler  to  the  engine  is  well  covered  with  a  non-conducting 
covering,  some  steam  will  condense.  The  electric  companies  by 
better  clothing  their  steam-pipes  have  greatly  diminished  their  coal 
consumption.  We  often  give  the  condensed  steam  a  chance  of 
set  t  ling  bypassing  it  through  a  separator  (Figs.  3  and  4) ;  but  do  what 
we  will,  we  find  that  the  steam  reaching  the  engine  contains  some 
water.  The  .steam  supply  to  the  engine  is  controlled  by  the  stop  or 
regulation  valve,  the  hand  wheel  of  which  may  be  turned  by  the 
engine  driver.  There  is  also  in  many  engines  a  throttle  valve,  which 
pt  closing  or  opening  more  or  less  by  the  governor  of  the  engine. 
The  governor  admits  more  steam  if  the  engine  is  going  too  slowly, 
and  closes  off  the  steam  a  little  if  the  engine  is  going  too  quickly. 

Many  of  the  small  engines  on  board  ship  are  supplied  with  steam 
from  the  main  boiler  through  reducing  valves.  Steam  from  the 
Belleville  boiler  is  always  supplied  to  engines  after  a  reduction  of 
about  60  Ibs.  per  square  inch  in  pressure  by  a  reducing  valve  to  dry  it. 

1  Pressures  of  •_>.->(  >l»m.  to  the  square  inch  are,  not  yet  common,  but  pressures  of  200 
in  conipomul  and  triple  expansion  engines  are  quite  common.  Even  pressures  so 
great  as  165  have-  long  been  common  in  locomotives,  and  yet  in  these  there  is  usually 
no  compounding.  Single  expansion  engines  seldom  use  a  higher  pressure  than  110  Ibs. 
per  square  in.  li. 

'  A  pound  of  Iow-pre8.su  IT  M« MIM  is  of  very  great  volume  compared  with  a  pound  of 
lireasure  utt-nin  ;  hen.  e  violent  ebullition  and  priming  are  more  usually  found 
mm  Uilers.     ]{,,t   it  is  for  this  very  reason  that  artificial  help  to  the 
Utioii  i«  more  needed  in  high-pressure  boilers 
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In  passing  tlir.nigh  valves,  strain  loses  pn— HIV,  lierau-.-  .pi'  friction, 
but  it  has  a  t.-nd.-nry  to  become  drier.  This  tendency  to  super- 
hrat  i>  M.. t  very  great,  however,  under  ordinary  circa  instances.  In- 

:<1   of  ivl\  ing   upon   thro tiling,  it 
is  far  1).  tt.-r  to  let   a   part  of  the 

m-pipe  !)••  kept  heated,  cither 
by  tin-  hoi  furnaee  gases  or  by  a 
special  furnace,  in  nun -condensing 


O 

Fio.  8.— SEPARATOR. 

Wet  steam  enters  at  A  and  dry  stenm 
leave*  at  C.  Centrifugal  force  an.«isU 
in  tho  separation,  and  the  water 
collect*  in  lower  part,  and  la  let  out 
at  D.  Tho  gauge  glaaa  shows  how 
much  water  ii  present. 


H 


Fio.  4. — SEPARATOR. 

Wet  steam  enters  at  A  and  travels  round 
the  central  pipe  E,  the  water  leaving 
by  centrifugal  force,  and  the  dry 
steam  escaping  from  D  through  tho 
central  pipe  E.  Tho  water  collects  in 
the  lower  part  B. 


Separators  are  sometimes  provided  with  floats  which  rise  when  tho  accumulation  of  water  is  too 
great,  and  open  a  valve  which  lets  the  water  escape.  Ordinary  steam  traps  act  in  much  the  same 
way. 

t-nginrs  \vh. -iv  ue  do  not  mind  if  air  and  other  gases  get  mixed 
with  th.-  -t.-a.iii.  it  is  Ix-ttt-r  t.»  have  a  gas  jet  burning  inside 
tin-  steam-pip-'.  IM  ing  supplied  with  air  and  gas  under  pressure. 
Wln-n  l>v  any  means  w»-  not  only  remove  all  water  from  the  steam, 
but  raise  the  steam  to  a  higher  temperature  still.  \\.  >a\  that  it  is 
superheated. 

Many  men  have  the  notion  that  if  one  part    in   ten  of  the  stuff 
i    -Nam    engine    i.s    water,   it  only    means  a    !o>t    effect  of 

C 
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HI  percent     This  is  very  \\rong.     He  mi^ht  as  \\vll  say  that  if  one 
mail  amoMLj  j,.,,  .sailors  entering  a  ship  lias  cholera,  it  only  means  a 
l»ss  ,,f  the  lal>our  of  one  man  in  ten.     The  fact  is,  the  condensation 
ami  consequent  waste  going  on  in  a  steam  engine  cylinder  would  hardly 
have  a  chance  of  beginning  if  the  entering  steam  were  dry.     The 
formation  ,,f  a  skin  of  water  on  the  metal  inside  the  cylinder  is  of 
enormous  importance  in  causing  more  steam  to  condense  there,  and 
so  destroying  the  efficiency  of  the  steam  engine  (see  Chap.  XXXV.). 
Anyhow,  it  is  very  important  that  the  supply  of  steam  to  an  engine 
should  !).•  dry,  and  even  thai  it  should  be  more  than  just  dry,  that  is, 
superheated.     It  will  be  noticed  also  in  all  the  figures  of  the  best 
cylinders  in  this  book  that  not  only  are  they  well  covered  with  non- 
conducting felt  and  wood,  but  there  is  also  a  well-drained  steam 
jacket.     This  jacket  communicates   freely  with   the  boiler,  and  it 
'.;i\vs  so  much  heat  to  the  outside  of  the  cylinder  that  no  skin  of 
water  is  likely  to  form  itself  on  the  inside  surface.    In  three-cylinder 
engines  all  the  cylinders  and  receivers  are  jacketed ;  the  student  will 
see  that  if  all   the  jacket  steam  comes  from  the  boiler,  the  low 
pressure  cylinders  have  a  better  chance  of  keeping  dry  than  the 
high  pressure. 

I  feel  sure  that  it  is  very  important  to  show  a  beginner  by  direct 
experiment  how  great  may  be  the  force  exerted  by  steam.  Various 
experiments  may  be  suggested.  If  there  is  an  experimental  boiler  in 
the  laboratory  with  a  large  safety  valve,  loaded  with  a  dead  weight, 
(aa  i;i  Fig.  181),  or  even  by  a  weight  acting  through  a  lever  (as  in 
Fig.  182),  the  student  may  get  to  know  of  these  great  forces  by 
noting  the  force  required  to  keep  a  valve  closed.  I  have  sometimes 
used  a  piece  of  apparatus  like  a  small  Bull  engine  (Fig.  21),  lifting 
a  weight. 

12.  Ordinary  Steam  Engine.— Steam  engines  have  been  of 
many  forms,  but  the  simplest,  the  direct-acting  form,  has  survived  the  . 
others.  Forty  years  ago  this  sort  of  engine  was  thought  unsuitable 
where  economy  of  energy  was  important.  It  was  used  in  locomotives 
because  it  was  simple  in  construction,  and  not  liable  to  get  out  of 
order.  It  was  getting  to  1>«  used  in  ships,  partly  for  the  same 
reason,  but  mainly  because  it  occupied  less  space  than  the  then 
preferable  beam  engines,  with  their  parallel  motions  and  other  com- 
plicated contrivances  for  lessening  frictional  and  other  losses.  But 
when  a  large  factory  engine  was  required,  nobody  dreamt  of  using  a 
direct-acting  engine.  Later  when,  at  length,  it  was  recognised  that 
there  were  far  more  serious  losses  in  engines  than  those  saved  by 
parallel  motions,  direct-acting  engines  were  used  even  in  factories, 
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hut  valve  iii<>ti»n>  worked  l»y  ta|»i».-t-  «>r  e,,rli-»  ••!•  oth.-r  complicated 

a  were  n>.-d  with  tin-in,  anil  th«-  l«» I.,M\.-  type  of  engine  was 

still  scornfully  thought  t«.  l»-  suited  only  for  \.-ry  small  powers. 
.\o\\-.-t-il.i\-  u  i-  iveojrnised  that  the  Dimple  const ruction  of  the  loco- 
iiintiv.-  engine  ami  tin-  -imple  |or,>m.,r ive  slid.-  valve  motion  maybe 
employed  in  tin-  very  largest  wln-r.-  we  aim  at  tin-  \vry 

hiidie-t  e.-o ni.my.  ami  hence  it  i-  that  the  old  despised  type  of 
engine  is  not  only  tli  to  describe, but  the  most  important  for 

students  t.)  undiTstaiid. 

13.  Fig.  5  shows  a  small  stationary  engine,  whose  cast-iron 
cylinder  A  B  is  closed  at  the  ends  by  castings  E  and  F  bolted  on. 
It  has  no  strain  jacket,  and  the  lagging  of  felt  and  wood  which 
M>d  for  clothing  it  and  keeping  it  warm  is  not  shown.  This 
cvlinder  is  very  can-fully  bored  out  to  be  exactly  circular  in  section. 
\V  are  so  particular  about  this  that  if  a  large  cylinder  is  to  lie 
horizontally,  we  bore  it  in  the  horizontal  position,  and  if  it  is  to  be 
vertical,  we  lioiv  it  in  the  vertical  position.  The  boring  of  a  large 
cylinder  in  the  shops  ought  to  be  observed  by  a  student,  who  must 
note  not  only  the  mechanical  arrangement  of  cylinder  and  boring 
bar,  but  also  the  speed  of  cut  and  the  rates  of  feed  both  in  roughing 
and  finishing. 

The  shapes  of  some  cylinders  are  shown  in  other  figures. 

There  are  two  flat  openings  or  ports  at  the  ends,  hardly  visible 
in  the  figure,  through  which  steam  may  be  admitted  or  exhausted. 
In  our  engine  the  steam  exhausts  or  rushes  off  when  released, 
to  the  atmosphere,  because  Figs.  5  or  15  is  evidently  what  is  called 
a  non-condi •n^ing  engine.  In  a  condensing  engine  the  exhaust 
is  to  a  condenser,  a  vessel  kept  in  a  cold  and  nearly  vacuous 
condition.  In  many  cylinders  there  is  only  one  port  for  each  end, 
see  C  and  C  in  Fig.  5,  whereas  in  others,  such  as  Fig.  23,  the 
steam  is  admitted  and  exhausted  from  each  end  by  separate  ports, 
called  the  admission  and  the  exhaust  ports.  This  is  much  better, 
because  the  exhaust  steam  is  much  lower  in  temperature  than  the 
ring  steam,  and  the  entering  steam  tends  to  condense  on  the 
surface  metal  of  these  passages,  a  much  more  >.-rious  matter  than 
it  may  seem  to  be.  What  we  call  the  valve  motion  is  simply  the 
contrivance  which  automatically  admits  steam  into  the  cylinder 
on  one  or  the  other  side  of  the  piston  at  proper  times,  allowing 
it  to  escape  at  proper  times.  In  Fig.  5  no  valve  motion  is  shown 
The  student  must  assume  that  there  is  a  boiler  which  gem  i 
high  pressure  steam  as  fast  as  it  is  needed,  and  that  this  steam 
is  brought  through  a  supply  pipe  to  the  steam  chest  or  valve  chest, 

o  2 
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limited    lo  either  end   of   tin-    cylinder  through   some   kind 

of    \al\e. 

14.  The  piston  shown   in   Fig-  •">   i-  much    thicker  and  more 

.•lnin-.v  than  is  n-.nal  in  larger  specimens  of  engine.     Other  forms  are 


shown  in  our  figmvs.  and  there  also  we  see  how  the  piston  is  made 
in-tight.  What  is  wanted  is  that  if  there  is  high  pressure  steam, 
-ay  m  A,  fcig.  ">.  ami  nn-rc  exhaust  juvssiirc  in  B,  the  steam  from  A 
shall  not  pass  tin-  piston,  into  B.  The  Gist-iron  Mock,  which  is  the 
main  portion  of  the  piston,  is  a  MTV  slack  tit  for  the  cylinder;  three 
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cast-iron  pad  -    ar<-  -h«>\vn   upon   it      Tin-so  split  rings  are 

sprung  n.  D  tin-  l>l«>ek,  ami  are  alua\-  trying  to  got  larger 

ami  press  gently  outwards  all  round  against  the  cylinder'-.  surface  so 
as  to  -  littli-  friction  a-  po—iMi-.  and  yi-t  to  remain  steam- 

tiu'ht.     In  Fijj.  2S  th-  thr.-.-  rin^s.  and   it   will  IK-  seen  that, 

what  with  their  nice  tilting  iji  the  grooves,  and  tin-  places  of  split 
being  fa  afMurt,  tteam  htt  difficulty  in  getting  past  the  piston.  In 
large  pi-tons  like  Fi<j.  (>.  trie  .springiness  of  the  i  not  alone 

relied  upon.  Notice  the  \ariou<  \\.iy-  that  an-  taken  by  different 
niaki-r>  to  product-  tin-  11.  •  ithout  too  much 

friction.1  In  spit.-  of  all  efforts  even  in  the  most  elaborate  construc- 
tion ..f  pistons,  such  as  ar«-  >hown  in  Fi^s.  6,  28,  29,  &c.,  there  can 
!)••  no  doubt  that  considerable  leakage  takes  place.  If  the  engine  i- 
held  fast  in  a  particular  position,  and  if  high-pressure  steam  is  ad- 
mitted to  one  end  and  the  other  is  open  to  the  exhaust,  th.iv  is  >u<-h 
good  packing  of  the  piston  in  good  engines  that  the  leakage  is  so 
small  as  to  be  very  difficult  to  measure  ;  but  unfortunately  there  can 
>  doubt  of  a  pretty  considerable  leakage  past  the  piston  when  it 
is  in  motion.  It  seems  that  the  leak  is  a  leak  of  water;  the  steam 
condenses,  comes  past  the  piston  as  water,  and  evaporates  on  the 
oth.-r  side,  and  this  state  of  things  is  mainly  due  to  the  piston  in  its 
motion  passing  over  parts  of  the  cylinder  metal  which  are  sometime- 
hot,  sometimes  o,ld. 

The  student  will  notice  that   there  are  many  shapes  of  piston. 

The  conical  shape  of  body  of  Fig.  6  is  adopted  for  large  pistons  as 

being  thought  better  for  strength  and  lightness.     Later  on  it  will  be 

seen  that  lightness  is  a  very  necessary  quality  in  the  moving  parts 

igines.     As  to  the  strength,  let  the  student  think  of  the  great 

s  due  to  steam  acting  on  a  piston.     Even  a  locomotive  piston 

su.-h  as  Fig.  59  is  often  18  inches  in  diameter.     Consider  one  only 

12  inches  in  diameter.     Let  the  pressure  on  the  side  to  which  steam 

is  admitted  be  only  100  Ibs.  per  square  inch  in  excess  of  what 

the  exhaust   >ide.      The   total    resultant    force   in   the  direction    of 

motion  of  the  piston  is  100  Ibs.  x  the  area  of  a  circle  12  inches 

diameter,   or   100  x  112,  or    11,200  Ibs.     A  total   force  of  5  tons! 

ident    who   ha>    experimented  with  a  model  of  the  Bull  engine 

>ho\vn  in  Fiij.  '2\  .  may  perhap^    und.-r>tand   how  great  such  a  force 

_rnifi.-anec  of  its  greatness,  and  yet  our  piston  is  small 

1    1  li.ivt-  pi.>v,-.l  in  my  lx,..k  i  M.  .  li.unr*.  that  tho  usual  method  of  con- 

•ri  rm^s  is  i|tiitr  wn-iiv'.  Th«-  ring  ought  to  be  cut,  clamped  smaller, 

•I-M,  turn-  ;!i.   .\liiuler,  and  if  so  made  it  will  prem 
uniformly  all  round,  not  otherwise. 


Till.    STEAM    ENGINE  CHAP. 

.•mil  tli.-  -team  pn-.ssinv  m.xlerate.  I  have  known  men  who  could  lift 
Hi...  with  t w.i  hands.  I  can  readily  lift  a  man  (with  both 
hand-)  uhose  w.-ight  is  i;,o  Il,s.  Think  of  a  force  which  is  75  times 
-hi-.  Ami  notice  that  the  steam  will  exert  it  even 
\\hni  tin-  pist.m  move-  ver\  rapidly,  if  the  boiler  will  only  generate 
steam  fast  enough  and  it  the  pipes  and  opening  into  the  cylinder 
are  lai-.  . nough.  The  pi-ton  nxl  R  is  very  firmly  fastened  to 
th.-  |iist..n.  Tin-  natniv  of  this  fastening  will  be  gathered  from 
Figs.  (J  and  86  lv-'r\  one  knows  how  apt  some  part  of  one's 
bioyde  u--.|  to  get  loose  in  spite  of  the  great  experience  of  manu- 
facturer- Ha\eyou  rverlieen  t  loiibled  with  a  shoe-tie  getting  loose  ? 
I  ha\r  It. -.  n  tormented  with  the  tying  of  the  load  of  a  packhorse 
getting  l(K)se.  All  kinds  of  lock-nuts,  and  locking  arrangements 
have  been  invented  because  a  fastening  is  so  apt  to  get  loose,  even 
when  the  load  on  it  is  not  great,  if  the  load  keeps  altering.  Now 
th.-  fastening  of  the  piston  and  its  rod  has  to  stand  pushes  and  pulls 
each  of  5  tons,  altering  twice  or  many  more  times  every  second, 
sometimes  as  in  marine  engines  for  months,  and  it  must  not  get 
loose.  Then-ton-  you  must  treat  with  great  respect  the  style  of 
fastening  which  ha-  lie.-n  found  to  stand  such  trials.  Figs.  6  and 
-how  some  kiiul-  of  fastening  which  are  found  to  last  well.1 
In  most  cases  before  the  piston  has  travelled  over  the  whole 
stroke  the  admission  of  steam  is  stopped;  the  steam  already  admitted 
must  expand  ami  it-  jn-e— un-  gets  less  than  it  was  originally  ;  but 
tin-re  is  nothing  very  wrong  just  now  in  supposing  that  the  steam  is 
admitted  freely  at  lOOlbs.  pressure  to  the  end  of  the  stroke.  At  or 
a  little  befoiv  the  end  of  the  stroke  it  is  allowed  to  escape  to  the 
exhaust,  and  high  pressure  steam  is  admitted  on  the  B  side  of  the 
piston,  arid  consequently  there  is  a  force  of  5  tons  (leaving  the  small 
area  of  the  piston  rod  out  of  the  calculation)  forcing  the  piston  back 
again. 

1   I'.i  iti-h  engineers  deserve  their  great  success.     Their  work  is  tested  not  merely 

ajijM  ar.iTH  .  of  goodness  such  as  a  fraudulent  plumber  is  quite  able  to  give  to 

the  worst  of  jobs.     (Jood  work  is  the  result  of  honest  earnest  effort,  such  as  lias 

•  •n-ised   in  any  profession   in   the  whole  history  of  the  world. 

Users  of  the  Willans  engines  tell  me  that  they  will,  run  for  many  months  continu- 
with  no  other  one  than  proper  lubrication.  Mr.  Crompton  told  me  this 
morning  (.July,  1MW).  that  an  engine  had  just  been  opened  at  Kensington  for  the  first 
time  after  a  •_']  iimnt  h-'  nin  (during  lighting  hours),  and  it  was  found  not  only  to  need 
no  renewal  of  any  |>ait,  luit  no  sign  of  wear  eould  U-  detected  any  where,  and  the 
1-ngiin- wji*  started  without  anything  being  done  to  it.  Surely  this  reputation  of 
Knglixh  entfinwiiti);  i>  worth  maintaining.  It  may  !•<  in  the  power  of  foreigners  to 
obtain  m<  ip>  and  engines,  but  it  is  our  boast  that  when  work  is 

ordered  it  is  well  done. 
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15.  < 'oil-id. •,•  then  this  foroe  of  ."•  t.. us  alternately  pushing  and 
pulling  the  pi-i«.n  rod.  changing  100  or  possibly  400  times  per  minute, 
th«  uhole  mass  of  piston  and  MM  I  start  ing,  getting  up  speed,  stopping, 

and  coming  back  again  in  the  same 
fashion  with  great  rapidity,  and  you  will 
Bee  why  it  is  that  we  have  a  very  power- 
ful agent  to  deal  with.  The  piston  must 
be  strong,  its  fastening  to  the  piston 
mi  I  must  l>e  stn.iig.  and  the  rod  itself  must 
be  strong.  The  m<l  passes  steam  tight 
through  the  cylinder  end  ^because  of 
the  steam  tight  packing  of  the  stuffing 
IM > x  and  gland  G.  In  small  engines  the 
stuffing  box  as  Fig.  7  is  filled  with  rope 
yarn,  or  asbestos  rope,  which  the  studs 

and  nuts  of  the  gland  G  keep  squeezing  so  that  it  presses  gently 
out  against  the  rod.  Sometimes  in  such  a  case  a  very  thin  sheet 
of  brass  or  copper  is  between  the  packing  and  the  rod,  and  this 
keeps  the  rod  polished. 

In  the  figures  we  see  in  how  many  different  ways  different 
manufacturers  pack  their  stuffing  boxes.  Thus,  for  example,  in  Fig.  9 
we  have  one  form  of  metallic  packing  used  in  very  large  marine 
engines.  HH  are  half  rings  of  white  metal  squeezed  between 
bronze  rings  J,  a  number  of  springs  in  the  frame  K  at  the  end  main- 
taining  the  pressure.  The  white  metal  is  squeezed  against  the  rod 
A  keeping  it  steam  tight.  The  gland  F  is  forced  by  four  studs  and 
nuts  CO  to  compress  ordinary  packing  of  asbestos  in  the  stuffing  box 
FG,  and  that  these  may  never  be  tightened  up  unequally,  each  nut 
has  a  spur  pinion  as  part  of  it,  gearing  on  a  central  spur  ring ;  turn- 
ing one  nut  means  turning  all  four.  F,  G,  and  the  bush  at  the  inside 
are  bronze.  Ordinary  stuffing  boxes  have  merely  a  brass  neck  bush 
at  one  end  and  the  gland  is  either  of  brass  or  cast-iron,  faced  with 
brass  (see  Fig.  7).  Packing  for  pump  rods,  &c.,  is  of  gasket  (inter- 
\vo\en  -trand- of  hemp  and  cotton)  or  an  elastic  core  of  india-rubber 
surrounded  by  canvas.  For  steam  rods  asbestos  rope  is  generally 
used. 

16.  We  see  then  that  the  piston  rod  is  pushed  and  pulled  alter- 
nately with  great  forces,  and  that  by  means  of  the  connecting  rod  L 
and  the  crank  MN  the  crank  shaft  is  kept  rotating.  The  fly-wheel  R 
keyed  ujK.n  the  crank  shaft  keeps  the  m  tion  -teady.  If  any  student 
ha-  difficulty  m  seeing  how  the  reciprocating  motion  of  the  piston  rod 
Mid  cross  head  //  is  converted  into  rotatory  motion  by  a  connecting 
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rod  and  crank,  let 
him  examine  any 
sewing  machine,  or 
foot  lathe,  or  an  ..rdi- 
nary  cycle.  He  will 
also  Irani  t'n.m  the-r 
things  the  steadying 

•t  of  the  tly- 
\\heel. 

The  piston  and 
it-  rod  move  with  a 
motion  of  mere  trans- 
lati<>n.  That  is,  every 
point  has  a  path  of 
the  same  length  as 
and  parallel  to  that 
of  any  other  point. 

This  is  what  we 
mean  by  our  rough 
and  ready  statement, 
"  the  piston  moves  in 
a  straight  line."  It 
is  very  important 
that  the  end  of  the 
rod  should  be  guided 
so  as  to  move  in  a 
straight  line  and  so 
it  terminates  in  H 
the  cross  head.  The 
nature  of  the  guid- 
ance is  evident  in 
Figs.  5, 15, 43, 47,  &c., 
which  show  many 
forms  of  slides  and 
slippers  fastened  to 
ends  of  piston  rods, 
also  of  their  «,niid-  -. 
The  arrangement  dif- 
fer- in  ditf.T.-Mt  forms 
-f  .-n^ine  ami  must  ho  studied  in  eoniieetion  \v 
frame,  \otx-e  m  this  example.  Fig.  5,  how  the 
to  the  frame  P,  and  the  -liape  of  the  guide-  K I. 


ith  the  shape  of  the 

cylinder  is  fa-t,  ned 

The  cross  head  is 


N 
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pin  connecting  //and  tin-  '-ml   of  the  connecting  rod  HM, 
the   <>thcr  ''inl  being  tin-  cnmk  pin  M,  the  crank  MN  being  fixed 

..M  tin-  n-v. living  crank  shaft  on  which  the  fly-wheel  R  is  keyed. 

17.  The  nature  .if  th«'  i txnprocating  motion  of  H  and  the  piston 

when  .17  revolves  uniformly 
is  well  known.  It  is  evi- 
dently necessary  for  HM  to 
keep  as  nearly  constant  in 
length  as  possible,  and  the 
student  must  ask  himself 
th'-se  questions:  1.  The 
ends  of  the  connecting 
rod  must  fit  the  pins  at  H 
and  M  always  nicely,  but 
there  must  be  wear;  how 
are  the  end  fittings  adjusted 
so  that  the  distance  be- 
tween the  pins  keeps  con- 
stant ?  2.  The  forces  at 
these  pins  alter  quickly  in 
high  speed  engines ;  in 
fact,  blows  may  be  said  to 
take  place ;  how  are  the 
keys,  cotters,  and  other 
fittings  of  the  ends  pre- 
vented from  shaking  loose  ? 
The  figures  tell  this 
story  themselves.  Thus 
Fig.  10  shows  half  in 
section  and  half  in  eleva- 
tion the  end  of  a  rod,  fit- 
ting the  steel  crank  pin  A. 
The  gun-metal  "brasses" 
or  steps  BC,  are  kept  tight 
on  the  pin  by  the  key  H 
and  cotter  G,  which  fasten 
the  strap  SF  to  the  butt 

H.     This  kind  of  rod  used  to  be  common ;  it  is  not  suited  to  with- 

-t:md    the    loosening   .u-ti<.n    which    occurs    in    modern   high  speed 

engii 

N.IW  lix.k  at  l'i-  \-l  ..i  the  i,,d  i,f  Fig.  11,  whose  "big  end"  fits 

the  crank  pin  and  whose  small  forked  or  "gudgeon"  end,  with  two 
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brasses  of  gun-metal,  fits  the  cross  head  with  its  slipper  blocks  shown 
in  Fig.  8  upon  tin-  jiiston  rod  end.  Notice  how  the  crank  pin 
brasses^ cylindric  out  ami  in,  are  lined  with  whit.-  metal  because  of 
the  excessive  friction,  ami  how  they  may  be  adjusted  by  filing  the 
distance  pieces.  Notice  how  the  cap  and  jaw  are  fastened  together. 
Bolts  are  thinned  down  to  have  a  less  section  than  at  the  screw 
thread,  except  where  the  bearing  surfaces  are ;  they  stretch  there- 
mstead  of  fracturing  at  the  thread.  Span  l>ra-s.>  are  usually 
carried  mi  >hips,  so  that  if  heating  has  occurred  and  the  white  metal 
has  "  run"  it  may  be  replaced.  It  is  as  common  to  shrink  the  end  of 
the  rod  upon  the  pin  or  gudgeon,  and  the  head  of  the  piston  rod 
is  forged,  part  of  the  piston  rod  becoming  a  slipper  slide  whose  base 


Pio.  10. — CONNECTING  ROD  END.    For  slow  speed*,  with  steel  looae  strap  FS,  held  by  gib  G  and 

cotter  II. 

carries  a  gun-metal  slipper  faced  with  white  metal.  A  slide  often 
has  a  guide  only  on  one  side  of  it.  The  hollow  space  in  the  guide 
has  cold  water  circulating  in  it  for  coolness  in  many  large  marine 

ties. 

18.  In  small  engines  we  have  all  sorts  of  frames  and  guides. 
The  frame,  all  our  ranting,  of  which  four  views  are  shown  in  Fig.  48, 
ha>  li.'ivd  guides  BG.  There  are  two  bearings,  BB,  on  the  frame,  for 
tin  -crank  >haft,  and  the  Hy- wheel  would  be  overhung,  as  shown  in 
I .").  This  form  may  be  used  vertically  as  a  wall  engine.  Fig.  44 
shows  the  "girder-frame"  of  a  larger  engine  (up  to  pistons  of  12" 
diameter)  also  with  bored  guides.  Fig.  47  >ho\vs  the  cast  iron  frame 
of  a  large  \ertieal  engine  with  two  flat  guides 

The  cart-  ful  student  will  notice  if  In-  examines  old  types  of  engines 
that  an  important  change  has  been  going  on  in  the  arrangement  of 
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metal  in  tin-  frames  of  engines,  ^>  that  by  it-  mere  inertia  it  shall 
t.-n.l  better  t«»  prevent  vibration  of  the  ground,  and  also  that  the 
whole  tram.-  -dial!  art  rather  M  a  li.-  r.nl  «.r  a  strut  than  as  a  bracket. 

19.  Tlu'  crank  shaft  .V  and  crank   with   the  crank  pin  M,  are 
shown  in  The  pedestals  (or  pillow  blocks)  are  very  much  like 

stals  of  ordinary  >haft  ing.  except  in  this — the  loads  on  ordinary 
shafting  an-  usually  nn-n-ly  \t-rtical  loads.  On  a  crank  shaft  there 
aiv  hon/.oiital  forces,  due  to  tin-  pushing  and  pulling  forces  of 
the  connecting  v<*\,  and  consequently  the  cap  is  not  always  placed 
vertically  al)o\r  tin-  journal. 

In  fche  ti-iiiv  I  show  an  ov.-r-hung  crank,  one  bearing  of  the  shaft 
is  on  the  frame,  the  other  detached  from  the  frame  would  be  sup- 
ported beyond  the  fly-wheel.  Fig.  15  shows  a  crank  between  the 
two  bearing,  the  tly-\vheel  bring  over-hung.  The  reason  why  the 
part  awav  from  the  crank  pin  is  often  made  massive  is  because  a  lop- 
sided mtnting  thing  is  out  of  balance.  Let  a  student  illustrate 
this  for  himself  with  the  following  piece  of  apparatus.  Arrange  a 
dis.-  of  wood  which  may  be  revolved  at  a  high  speed,  and  let  there  be 
a  piece  of  lead  fastened  to  it  somewhere,  so  that  the  centre  of  gravity 
of  the  rotating  part  is  not  in  the  axis  of  rotation.  It  will  be  found 
that  the  frame  and  indeed  the  table  on  which  it  rests,  gets  into  a 
state  of  vibration,  and  it  is  evident  that  this  is  due  to  the  un- 
balanced centrifugal  force  of  the  lead.  Now  place  an  equal  piece  of 
lead  exactly  opposite  to  the  first,  and  just  as  far  away  from  the  axis, 
and  we  find  on  rotating  the  disc  that  there  is  balance.  Such  experi- 
ments as  this  are  very  instructive.  We  can  make  a  small  body 
balance  a  much  larger  one  by  placing  it  further  away  from  the  axis. 
There  is  much  more  than  this  to  be  said  about  the  subject  of  bal- 
ancing. A  rotating  mass  is  not  in  balance  unless  its  centre  of 
gravity  is  in  the  axis  of  rotation,  but  this  is  not  always  the  sufficient 
condition  for  balance,  and  students  must  refer  to  Chap.  XXIX.  They 
will  there  find  that  rotating  masses  may  be  perfectly  balanced  ; 
that  is,  there  need  be  no  vibratory  forces  acting  in  the  framework 
of  the  machine.  Again,  it  is  found  that  an  engine  like  those  shown 
in  Figs.  5  or  15,  sets  the  engine-bed  and  foundations  and  the 
ground  in  vibration  because  of  the  reciprocating  motion  of  some  of 
its  parta  It  is  found  that  we  get  a  fair  approximation  to  the  actual 
state  of  things  if  we  suppose  the  piston,  piston  rod,  cross  head,  and 
half  connecting  rod  to  move  with  a  reciprocating  motion  in  the 
centre  line  of  the  engine;  these  I  shall  call  the  reciprocating  part; 
the  forces  on  the  framework  due  to  this  can  only  be  balanced  by 
another  reciprocating  part  moving  exactly  in  the  opposite  way.  It  is 
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in  indeed  that  we  find  the  reciprocating  parts  of  an  engine 
balanc.  -d.  ami  this  is  why  in  certain  parts  of  London  the  electric 
light  companies  have  h.-.-n  compelled  to  replace  reciprocating  engines 
by  steam  turbines.  A  rotating  part  may  be  made  to  balance  a 
reciprocating  part,  but  this  introduces  reciprocating  forces  in  a 
•  lin-ction  at  right  angles  to  the  first.  This  is  how  the  endlong 
forces  are  balanced  in  a  locomotive.  There  are  up  and  down  or 
pitching  f,,iv,-»  uiiKilamvd  in  the  best  locomotives,  but  the  endlong 

I  are  balanced,  and  these  are  more  important  than  the  others, 
because  when  they  are  not  balanced  the  locomotive  tugs  at  the  train 

id  of  drawing  it  steadily.  A  very  badly-balanced  locomotive 
l»urn*  so  much  more  coal  per  train  mile  that  even  the  ordinary  poor 
sort  of  balancing  is  of  considerable  importance.  The  bad  balancing 
of  the  engines  on  a  torpedo  catcher  or  any  other  modern  swift  vessel 
greatly  aggravates  the  annoyance  due  to  vibrations  produced  in 
other  ways,  as  for  example,  from  the  propeller  (because  it  has  not 
many  blades)  or  from  the  action  of  the  sea  upon  the  hull  of  the  vessel. 

20.  Knocking  or  Backlash. — It  will  be  noticed  that  however 
good  may  be  the  fit  of  a  brass  to  a  pin,  when  the  forces  between  them 
are  suddenly  reversed,  there  is  a  blow ;  this  is  of  course  greatly  in- 
creased by  bad  fitting,  as  when  brasses  get  worn.     Hence  it  is  worth 
while  sacrificing  other  advantages  if  by  so  doing  we  can  be  certain 
that  the  forces,  however  they  may  vary,  never  change  in  direction ; 
that  is,  if  it  is  invariably  one  side  of  a  brass  which  is  always  acting  on 
its  pin  or  journal.     It  will  be  seen  in  Art.  65,  that  when  steam  is 
only  allowed  to  act  on  one  side  of  a  piston,  and  if  there  is  plenty  of 
cushioning,  the  piston  rod  may  never  be  required  to  exert  a  pull ;  it 
may  always  be  kept  exerting  a  pushing  force  at  every  part  of  the 
revolution  of  the  engine,  and  it  is  mainly  for  this  reason  that  single- 
acting  engines  are  in  use.     When  a  single-acting  engine  is  vertical 
as  the  Willans  engine  (Art.  236)  for  example,  the  mere  weight  of 
the   moving  part    is    important  in  preventing   backlash.      In   this 
engine,  however,  the  reciprocating  forces  are  so  great  that  ordinary 
cushioning  has  to  be  supplemented  by  an  air-cushion. 

21.  It  is  to  be  noticed  that  we  cannot  be  absolutely  certain  of  the 
length  of  the  connecting  rod ;  also,  other  parts  of  the  engine  alter 
slightly  in  length,  because  of  unequal  expansion  by  heat,  and  hence 
it  is  necessary  to  allow  of  a  little  clearance  at  both  ends  of  the 
cylinder.     The  actual  volume  of  the  clearance,  that  is,  the  volume 
which  must  be  filled  by  fresh  steam  at  the  very  end  of  the  stroke, 
may  sometimes  be  approximated  to  if  we  have  the  working  drawings 
of  the  engine ;  but  I  prefer  to  measure  it  by  placing  the  engine  in 
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tin-  dead  |x.iiit  p.  .-it  ion,  (,,  fill  up  th.-  <-|,  -a  ranee  space  with  water, 
ami  then  t«»  run  off  this  water  and  m<  a-mv  it. 

22.  It    i-    to  be  noticed  that    the  -team  acts  not    only  on  the 
!i.  l»nt  al-o  Mil  th.-  end  of  tin-  cylinder.     Tin-  cylinder  is  bolted 

to  the  engine-bed,  and  this  is  held  down  to  concrete  or  briek-worfc 

or  masonry  fou m la ti ons.     Great  stitVn.  ded  in  these  pan 

with-tand  the  effects   of  such   rapidl .  --d   great    forces.       In 

marine  engines  the  power  is  transmitted  by  the  crank  shaft  to  the 
propeller.  In  locomotive-  it  is  tran>mitt«-d  b\  tin-  crank  shaft,  and 
through  the  driving  wheels  to  the  places  where  these  touch  tin-  rails. 
Tin-  friction  mu-t  exceed  the  pulling  force,  else  there  will  be  slipping. 
In  fictory  engines  th<-  fly-wheel  is  often  a  great  spur  wheel,  driving 
a  >mall«T  m<>rti.-e  spur  wheel.  In  this  case  the  fly-wheel  is  always 
built  up  of  many  parts,  keyed  and  bolted  together,  because  a 
single  casting  so  large  would  not  be  true  enough.  In  the  smaller 
i\  engines  the  fly-wheel  is  used  as  a  drum,  from  whose  rim  the 
power  is  taken  off  by  a  belt  or  by  ropes,  as  shown  in  Figs.  15  or  144. 
Many  -pecial  machines,  such  as  dynamo  electric  machines,  are 
driven  direct;  the  engine  and  dynamo  are  on  the  same  bed-plate, 
and  the  four  sets  of  brasses  for  the  four  bearings  (two  for  the  engine 
and  two  for  the  dynamo)  are  bored  out  at  one  operation,  great  care 
being  taken  to  get  them  exactly  in  line. 

23.  Fig.  12  shows  a  skeleton  drawing  of  Figs.  5  or  15.     If  a 
student  thinks  for  himself  he  will   see  that    if  P  is  pushed  in  (In- 
direction of  the  arrows,  the  cylinder  is    pushed  l»ack.     This  is  why 
the  cylinder  and  the  crank  shaft  must  be  firmly  held  on  one  tram.  - 
work  or  en^ine-l>ed.     Of  course  if  the  bed  were  to  yield  in  its  length 
ijnite  readily,  there  would  be  no  turning  of  the  shaft.    The   skeleton 
drawing  brings  home  to  us  also  the  fact  that  the  end  of  the  piston 
rod   or  cross  head  H  ought  to  be  guided;   for  the  pushing  force 
of  five  tons  in  Pis  resisted  l»y  the  push  in  C,  and  it    is  obvious  that 
guides  for  H  are  needed  u   upward  guiding  force,  such 

shown  l»y  the  arrow  head.  The  slide  is  pushed  downward 
<>n  the  guide.  Now  let  the  student  make  another  skeleton  drawing 
like  I  .Inch  i-  merely  what  Fig.  \'2  becomes  when  the  rrank 

:aade  half  a  revolution  further.  The  pi>t..n  rod  i>  now  pulling 
the  -tide,  and  the  connecting  rod  pulls  the  slide  also  in  its  resistance 
to  motion.  -,,  tl  :cc  of  the  guides  on  the  sliding 

bl«M'k  i-  upward.  Hence  if  we  an-  >uiv  that  the  direction  of  motion 
shall  always  be  the  same,  a  closed  slide  with  '-m-  -lipper  rubbing  on 
one  stout  guide  may  take  the  place  of  the  two  or  four  guide  bars 
which  we  see  in  Figs.  5,  47  or  62.  Just  as  C  pushe-  //  so  it 
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push.*  tl,,.  cnmk  ].in  A':  the  pu-h  in  r/  multiplied  by  the  perpen- 
dicular distance  IV.. in  A'  to  UK  a  what  we  call  the  turning  moment 
on  tin-  crank  .shaft. 

34.  It  is  of  very  great  importance  for  a  student  to  study  (not  so 

much  with  mathematical  exactitude  as  to  have  working  notions)  this 

turning  moment  for  every  position  of  the  piston.     It  may  be  done, 

ip>.  by  making  many  skeleton  drawings;  but  it  is  far  better  to 

barea  working  sectional  model  such  as  is  shown  in  Fig.  101.     If 

!,-  is  a  workshop  available,  a  student  will  very  readily  make  a 

sufficiently  good  model  for  himself  with  a  few  laths  of  wood  and  wood 

I  myself  have  used  with  students  a  large  model  in  which  the 

distance  from   J  to  A'  is  6  feet.      It   has  a  connecting  rod  which 
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may  be  lengthened,  the  distance  from  K  to  A  also  being  altered  ; 
the  distance  of  the  piston  P  from  the  end  of  its  stroke  may  be 
measured  with  great  accuracy,  and  also  the  angle  turned  through 
l»y  the  crank  from  0  0,  its  dead  point  position.  First,  we  study  the 
mechanism,  noting  how  travel  of  piston  and  angle  of  crank  are  related 
to  one  another  (see  Art.  67).  Second,  we  study  the  forces  acting 
in  the  several  parts,  and  particularly  the  turning  moment  on  the 
k  shaft.  Thinl,  we  notice  that  the  weight  of  the  conducting  rod 
must  modify  our  calculations  a  little,  but  not  much.  Fourth,  we 
notice  that  the  forces  must  be  rather  different  at  one  speed  of  rotation 
of  the  shaft  from  what  they  arc  at  another,  because  it  requires  force 
to  set  a  body  in  motion,  and  to  stop  it  an  opposite  kind  of  force. 
Notice  i  ditVe renco  between  this  and  the  previous  effect  due 
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tn  in. -iv  Wright  uf  connecting  I'm  I.  It  may  In-  Mttd*tha1  all  thi>  i>  a 
mere  matter  of  calculation.  Now  it  i-  tnu-  that  \\ecan  learn  a  . 
deal  by  mere  mathematics,  but  what  we  often  learn  is  merely  how  to 
initiations;  it  is  a  student's  business  to  learn  to  think, and  he 
max l>e  quite  smv  that  he  will  never  really  think  about  or  understand 
tin-  steam  engine  till  he  has  experimented,  observed,  and  handled 
either  real  parts  uf  engines  or  -uch  a  model  as  I  have  described. 

25.  Ho\\ever  great  the  pushing  OT  pulling  fbfUe  On  tin-  piston  or 
connecting  md  may  he.  there  an-  two  positions,  tin-  two  ends  of  the 
stroke,  in  which  then'  is  no  turning  moment  mi  tin-  crank  shaft. 
These  arc  tin;  depd pouit*.  wdl  known  to  all  ladies  who  work  sewing- 
machine-,  and  to  nidi  who  work  foot  lathes  or  bicycles.  And  the  turn- 
ing moment  varies  greatly  during  a  revolution.  Hence,  to  equalise 
this  and  also  to  make  sure  that  we  can  start  an  engine  from  any 
position  whatsoever.it  is  usual  to  duplicate  everything,  there  being 
two  engines  working  the  flame  shaft,  their  cranks  being  ai  nght  angles, 
so  that  when  one  i-  at  its  dead  point  the  other  cannot  be  so.  When 
three  cylinder-*  work  the  same  crank  shall  their  cranks  usually  make- 
angles  of  li>O  \\ith  one  another. 

Fig.  (>'2  i-  an  example  of  the  coupled  engines  of  a  locomotive, 
the  crank>  being  at  right  angles.  Donkey  engines  used  for  crane 
work  on  Ixiard  ship  have  two  cranks  at  right  angles  and  no  fly-wheel, 
so  that  they  may  be  easily  stopped  and  started  from  any  position. 
Any  person  who  watches  such  an  engine  working  must  see  how 
important  i^  the  steadying  function  of  the  rly-wheel  of  an  ordinary 
engine.  Engines  in  hydraulic  power  stations  are  often  stopped  and 
started  automatically  by  the  rising  and  falling  of  the  accumulator 
weight  acting  on  a  throttle  valve,  and  this  needs  coupled  engines. 
Some  of  our  figures  show  three  crank-  mi  the  same  >haft.  Not  only 
do  we  in  th>  get  a  more  uniform  turning  moment  on  our 

shaft,  luit    we  rind   it   ea>ier  to  balance  the  forces  which  act  on  our 
framing  and   foundations.     This    is  one    reason   why   triple   cylinder 
nee  are   now  so   largely  u-ed.  but    it  is  not    the   most  important 
•  n. 

36.  We  see  that  if  steam  is  in  A,  Fig.  5,  at  great  pressure  coining 
from  the  boiler,  and  if  the  steam  has  escaped  from  B  to  the  atmo- 
sphere or  to  a  condenser  so  that  the  pressure  in  /,'  is  small, the  piston 
is  being  pushed  from  left  t..  right  and  the  crank  turns  in  the  direction 
of  the  hands  of  a  watch.  The  fly-wheel  ha>  great  inertia,  and  so  the 
•  •rank  niov.-s  beyond  the  -  dead  point  position.  If  now  steam  is 
admitted  to  the  /.V-ide  of  the  pi-ton  and  e\hau-N  from  the  A  side, 
the  pi-ton  i-  moved  from  right  to  left.  We  sec  then  that  a  great 
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force  act>  mi  thf  piston  in  tin-  direction  of  its  motion  if  steam  is 
projMTlv  admitted  ami  exhausted  to  am!  fn>ni  the  A  and  //  >nl«-s 
alternately,  tin-  crank__moving  uniformly  if  the  fly-wheel  is  large 
enough. 

.  e  said  that  the  pressure  is  calculated  on  the  cross  section  of 
th.-  i  -vlindt  -r  .and  does  not  depend  upon  the  mere  shape  of  the  surface 

exposed  to  the  steam.  The 
student  ought  to  be  quite 
sure  that  this  is  so.  Neg- 
lecting friction,  due  to 
motion  of  the  fluid  (quite 
negligible  here),  a  fluid 
presses  at  right  angles 
everywhere  to  any  surface 
as  shown  in  Fig.  14.  But 
it  will  be  found  that  all 
the  lateral  pressures  balance 
one  another,  and  the  result- 
ant force  on  the  piston 

is  just  the  same  as  if  it  were  quite  flat.  Perhaps  this  will  be  the 
more  evident  if  we  imagine  the  piston,  say  that  of  Fig.  14,  to  be 
weightless  and  frictionless,  and  that  steam  of  the  same  pressure  is 
admitted  on  both  sides  of  it.  Although  one  of  these  is  flat  and  the 
other  is  not,  we  cannot  imagine  that  the  piston  will  tend  to  move. 
The  proof  is  given  in  books  on  applied  mechanics.  See  also 
Art.  113. 

87.  We  have  not  spoken  yet  of  the  effect  of  the  piston  rod.  Let  the 
student  work  these  exercises. 

KXERCISE  1.  The  absolute  pressure  (pressure  above  that  of  a  perfect  vacuum 
is  said  to  be  absolute)  in  the  space  A,  Fig.  5,  is  167  Ibs.  per  square  inch,  and  the 
absolute  pressure  in  B  is  17  Ibs.  per  square  inch  ;  the  cylinder  12  inches  in 
diameter  (112  square  inches  in  cross  section),  and  the  piston  rod  is  2J  inches 
in  diameter  (2J  x  2\  x  '7854,  or  4  square  inches  in  cross  section).  What  is  the 
resultant  force  on  the  piston  ? 

Atuwer.  The  force  on  the  A  side  is  112  x  167,  or  18704  Ibs.  The  force  from 
the  B  side  is  (112  -  4)  x  17,  or  1836  Ibs.  on  the  piston  itself,  and  if  we  take  the 
atmospheric  pressure  outside  to  be  14'7  Ibs.  per  square  inch,  as  this  acts  on 
tin-  piston  rod,  there  is  also  a  force  resisting  the  motion  of  4  x  14*7,  or  59  Ibs., 
so  that  the  resultant  force  is  18704  -  1836  -  59,  or  16809.  Our  rough  and  ready 
calculation  when  we  neglected  the  area  of  the  piston  rod,  gave  us  16800  Ibs.,  and 
ao  was  in  error  to  only  a  very  small  extent. 

KXERCISE  2.  Steam  in  K  is  at  167  Ibs.  per  square  inch,  and  there  is  exhaust 

in  A  at  17  Ibs.  per  square  inch,  take  the  same  sizes  as  before.     Here  the  resisting 

•  'ii  the  A  side  in  17  x  1  12,  or  1904  Ibs.    Steam  in  R  acts  on  the  annular  area 

1  1-'      4,  or  108  square  inches,  the  force  being  108  x  167,  or  18036  Ibs..  together 

with  the  atmospheric  pressure  on  the  piston  rod  of  14'7  x  4,  or  59  Ibs.     Thus  the 
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resultant  force  from  right  to  left  is  10191  H>s. 
Nnti'-r  that  it  is  the  area  of  the  piston  rod 
\\liii-li  li.i-  OMUed  tin-  ;i)'ovc  rough  and  ready 
\ver  to  be  too  great  by  nearly  4  per  cent. 
It  is  usual  to  neglect  the  area  of  the  piston 
KM!  in  such  calculations. 

28.  It  is  the  function  of  a  valve  gear 
to  admit  and  exhaust  steam  to  and  from 
t  he  spares  A  and  11  at  the  proper  instants. 
We    might    imagine     four    valves— one 
•admitting  steam  from  the   boiler  to  A, 
another  exhausting  it,  and  a  similar  pair 
to  and  from  li.     Thus  in  Fig.  23  there 
are  the  two  steam  valves  A  and  B  which 
admit  steam  from  the  space  F  to  which 
it  comes  from  the  boiler  and  another  two, 
C  and  D,  which  release  steam  to  the  ex- 
haust  spare  E,  which  communicates  with 
the  atmosphere  or  a  condenser.  The  valves 
are  cylindric,  filling  cylindric  seats,  and 
it  is  the  very  effective  but  complicated 
Corliss  gear  which  gives  them  their  proper 
motionsT" 

29.  In  a  very  great  many  engines  a 
slide  valve  is  used  like  SV,  Figs.  15 and 
16,  the  face  of  the   valve   and  its   seat 
being  plane.      The  eccentric   disc  E  is 
keyed   on   the   crank  shaft  so   that   the 
straps  and   rod  ER  cause  the  valve  to 
get  a  reciprocating  motion,  a  thing  easy 
enough  to  understand  when  seen,  and  not 
to  be  easily  understood   without    being 
seen.     Fig.    20  shows  in    13   views   the 
motions  of  the  piston  and  valve.     Steam 
is  admitted  to  the  steam  chest  SC  all 
round  the  back  of  the  valve,  which  slides 
steam   tight    on   the   seat.     In    Fig.    15 
steam   is  rushing  from   SC  through  the 
left-hand  port  to  the  space   to   the  left 
of  the  piston,  whereas  any  steam  which 

nia\  .  xi<t  in  f>i  is  free  to  escape  by  the  right-hand  port  to  the 
e\hau-t  passage,  which  is  cast  as  part  of  the  cylinder.  Another 
•ion  ..!'  tlie  cylinder  and  valve  through  this  exhaust 
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It  >hown  in  Fig.  18.      L«-t  the  student  examine  and  A 
and   draw  a  n-al    \al\v.       I   have  attempt  »-d   to  give  an  idea  of  it- 
shape  in  Fig.  I'1      <  >i.    -ii'      ilv.-  .seat    there  are  three  openings  or 


17.  —  8L1DK  VM\>.    v\i.  - 


In  the  position  shown,  »teai.  mi  space  8  through  A  t<i  the  *pacc  Q;  any 

•team  in  l<  _•  through  1: 

tin-  fiids  of  passages.  Tin-  narrow  I\  leads  to  one  end  <>t'  th»-  cylinder. 
the  narrow  Pz  to  the  other  end,  and  the  broader  middle  one  E  to  tin- 
•  •xhaiiM.  Lxiking  down  on  the  back  of  the  valve,  Fig.  16,  when  it 
•n  its  seat,  we  see  how  as  it  moves  it  uncovers  and  covers  up 
again  the  ports  Pl  and  Py  so  that  steam  may  get  into  them  or  get 


Ki...    1» 
I'orapective  of  Mcti  :<r  through  exh*uat 

.»WQ. 


m  ••• 


l-lc     T»1VU     liftCll       . 

and  I1*  and  exbaunt  «p*c«  E  which  it  usually 


••in  .«rt'.  and    und.-nn-ath    the    val\.  1»\    tin-    -.f,-n,,n     I •'._     Is. 

tchefl  K  tn.m  /',  «.r  /'.  \\hi-n    :  .•xhan-t, 

IT    \\ill   !•••   t'..nnd   l»y    Fi^.  '!".  \    and   '2,  it'  w.    ki-.-p  ..nr  -\.    ,,n   what 

occurs  in  th.  th«-  I-  tt  of  tin-  iii-toii  /'  that  >t.-am  i-  admitted 
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In-  Iv  a>  the  piMon  travels  from  K-ft  to  light  until  in  3  we  see  that  it 
•  it  A-  tli«-  pi-ton  travels  rm  and  no  more  steam  is  admitted, 
as  the  volume  <>(  the  steam  gets  larger,  its  pressure  gets  less,  and  it 
(•«mt iimes  to  get  less  till  \ve  have  the  position  shown  in  G  or  7. 
Hen-  the  -team  is  ,;l,n*, ,1  and  begins  to  rush  away  to  the  exhaust, 
in  s  we  may  imagine  that  even  if  the  time  is  short,  so  much  steam  has 
iway  that  the  piv— UP-  i>  practically  the  same  as  in  the  exhaust. 
Now  the  piston  begins  to  turn  back,  to  move  from  right  to  left,  and 
as  it  moves,  the  left-hand  space  is  freely  open  to  the  exhaust,  and  the 
pre--ure  in  it  i-  low  and  ivmains  so  till  we  get  to  11.  The  exhaust 
now  closes,  and  what  is  called  cushioning  begins.  As  the  piston 
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Pio.  30.—  RKLATIVZ  Pnemoro  OF  ECCCTTRIC  SLIDE  VALV*  AXD  PISTOW. 

An  the  crank  M  turn*  clockwise,  through  one  revolution,  the  valve  and  piston  take  these  positions. 
The  position  of  the  crank  M  is  shown  for  each,  and  X  shows  the  position  of  the  eccentric,  which,  as  in 
Fig.  15,  works  the  valve  directly.  X  in  ahead  of  M  by  an  angle,  which  is  90*  +  the  anylt  of  oJro»«. 
In  this  case  the  angle  of  advance  is  80*. 

makes  the  space  smaller,  any  steam  in  ti  «  gets  to  have  a 

higher  and  higher  pressure  until,  in  the  position  of  12,  ti--h  steam 
is  admitted  just  before  the  beginning  of  the  new  stroke.  This 
cushioning  and  admission  before  the  end  of  the  stroke  are  just  as 
important  in  high-speed  engines  in  bringing  the  massive  recipro- 
cating piston,  &c.,  to  rest,  as  a  thick  feather  bed  would  be  in 
preventing  one  getting  hurt  in  jumping  from  a  window. 

3O.  To  ensure  the  study  of  the  diagrams  of  Fig.  20  let  the 
student   draw   upon   paper  a  curve  showing   his   notion  of  how  the 

-are  alters  in  the  left-hand  space.  If  he  will  measure  the 
distance  of  the  piston  (any  point  of  it )  fn»in  the  end  of  its  stroke  and 
call  it  jc  at  any  instant,  and  at  the  corresponding  time  try  to  get  a 
notion  of  tin-  strain  pressure  in  the  -pa«-r.  he  will  see  that  the  follow- 
ing unmix  i-  .11.  al»otit  rii,dit.  I  tak«-  th<-  t-ntrrin.L,'  st.-am  to  1 
tin-  absolute  piv^mv  of  100  ll».  |x-r  square  inch,  and  the  exhaust 
.Meant  at  17  11)-.  per  -juare  inch  (as  if  it  were  a  non-condensing 
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engine,  the  exhau-t  In  IIILJ  a  little  greater  in  pressure  than  the  atmo- 
-|.h.T. •).  If  the  crank  of  an  actual  engine  made  one  turn  in  about 
i\v..  iniinit. •».  an<l  it  we  had  u  pressure  gauge  to  show  the  pressure  in 
A,  we  could  observe  these  pressures.  But  in  truth  they  were 
in.  asuivd  in  a  vi -ry  different  way  on  an  engine  making  100 

•  lutions  per  minute. 

Students  will  note  for  themselves  how  reasonable  it  is  to  assume 
that  the  pressures  are  fairly  correct.  I  take  the  length  of  the  crank 
to  be  0'5  feet. 

F..I:\\  uu>  STROKE. 


X 

0 

o-i 

0-2 

n  •;{  u-4 

0-5 

0-6 

0-7 

0-8 

0-9 

1-0 

p 

1UO 

100 

100 

100  100 

100 

97 

85 

63 

50 

23 

BACK  STROKE. 


X 

I'll  ll'.l 

0-8 

0-7 

«  ni 

0-5 

0-4 

0-3 

0-2 

o-i 

005 

o-o 

p 

23   19 

18 

17 

17 

17 

17 

17 

17 

19 

28 

100 

The  student  will  now  plot  X  and  p  as  the  co-ordinates  of  points  on 
squared  paper  to  any  scale  he  pleases,  and  see  what  sort  of  figure  he 
obtains.  He  will  note  that  the  points  of  admission,  cut  off,  release, 
and  compression  may  not  seem  to  be  very  distinctly  marked :  this  is 
because  the  pivxmvs  were  measured  on  a  quick  moving  engine 
whose  valves  closed  comparatively  slowly.  The  best  kinds  of  valve 
gear  close  the  valves  very  quickly.  We  have  an  instrument  called 
an  indicator,  which  draws  such  a  curve  as  this  for  us,  showing  the 

-sure  on  either  side  of  the  piston  for  all  positions  of  the  piston, 
even  when  the  engine  revolves  at  350  revolutions  per  minute ;  it 
is  e;vsy  to  understand  that  it  is  of  great  use  to  the  engineer  whose 
slide  valve  and  piston  are  out  of  sight.  For  one  thing,  it  enables 
him  to  see  if  his  valve  is  admitting,  cutting  off,  releasing,  and 
allowing  oomprearion  to  begin  just  at  the  right  periods. 

Notice  in  the  above  that  the  distances  does  not  exactly  represent 
tin-  volume  of  the  steam  to  scale,  because,  even  when  x  is  o  and  the 
pi-ton  is  at  the  end  of  its  stroke,  the  space  has  some  volume  which 
we  call  the  clearance.  We  cannot  let  the  piston  come  quite  up  to 
the  cylinder  end,  and  besides  the  passages  have  some  volume.  We 
try  to  get  the  volume  of  the  clearance  space  as  small  as  possible  (and 
of  as  little  surface  as  possible  because  of  condensation  when  fresh 
in  is  admitted),  but  in  the  following  approximate  calculations" 
(chap.  III.)  T  shall  assume  no  clearance. 


l» 
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Kl'i.  '.'l.  —  Ul  LL»   PUMFINU    < 


Heavy  pump  rod*  D,  attached  by  pUton  rod  C  to  piston  in  cylinder  A,  lifted  up  by  itoaiu  prewure 
vacuum  utainUined  above  pUton,  and  produced  below  it  in  de«cent  by  the  pipe  coixtauer  P  in  the 
i old-water  tank  X  and  air  pump  L.    The  lever  H  enable*  weight*  to  be  adjusted  and  alw  drive*  air 
rod  J  M,  which  aUo  U  a  plug  rod  regulating  the  valve*. 
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FlO.  22.— WoRTUISliT'lN 

HTRAM  PUMP. 

In  this,  as  in  the  many 
copies  of  it,  the  steam 
and  pump  pistons  are 
on  one  rod.  As  used 
now,  it  is  double,  that 
is  there  are  two  rods, 
two  steam  cylinder*, 
and  two  pumps.  The 
rod  of  one  moves  an 
arm  F,  and  this  works 
the  slide  valve  E  of  the 
other,  BO  that  there  is  a 
pause  at  the  end  of  each 
stroke,  allowing  the 
pump  valves  to  open 
and  close  gradually. 
The  pump  has  a  liner 
II,  which  maybe  thick 
or  thin  for  high  or  low 
lifts.  Water  is  pumped 
from  C  to  D. 


•  u.i.MiKK  OK  KNUINF.  WITH  COKLISS  UKAB. 

Showing  the  liner  steam  jacket,  steam  ports  A  ami  R  and  exhaust  ports  C  and  I)  .Steam  enters 
at  F,  and  is  exhausted  at  E.  The  valves  are  cylimlric  Nliiles  rotated  by  rods  from  a  wristplate. 
The  governor  disengages  the  •dmisoion  valves,  so  that  they  shut  off  quickly,  earlier  or  later  in  the 
•>tr»kc  di-jK  ii'ling  on  the  work  beiiiK  <l<>nu  l>y  tin-  engine. 

Holt.—- When  A  is  open  C  should  be  shut  not  as  shown. 
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Fio.  34. 

Pintoti  with  hollow  caat-iron  body  ;  with  tingte  packing  ring  B,  prmed  out  with  many  ipring*. 
Junk  ring  R  is  fa*tcned  down  by  the  pin*  C.    D  Li  the  tongue. 


J/f. 


I  ; 
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Fio.  27.— PISTON  PACKINO 


Two  ring*  A  and  B  are  preMed  outward*  and  apart  by  a  continuous  spiral  spring  C  all  round. 
TUU  U  to  prevent  the  usual  leakage  at  the  top  and  bottom  flat  surfaces  between  the  ring  and  piston 


»,.-!. 


Fio.  28.— PISTON  PACKING. 

The  junk  ring  is  screwed  down  so  that  the  piston  rings  just  nt  the  grooves,  and  the  nuts  fastening 
it  in  position  are  secured  by  split  pins. 


An  elaborate  piston  packing  for  the  high-pressure  cylinder  of  a  marine  engine. 
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Pios.  80  and  81  show  a  ncctional 
elevation  of  the  Edward*  Air  Pump. 
"In  this  pump  foot  and  bucket 
valves  are  entirely  dispensed  with. 
The  condensed  steam  flown  contin- 
uously by  gravity  from  the  condenser 
•ho  base  of  the  pump.  Upon 
the  descent  of  the  bucket  the  water 
is  projected  silently  and  without 
shock  at  a  high  velocity  through  the 
ports  into  the  working  barrel.  The 
air  has  a  perfectly  free  entrance  into 
the  pump,  and  the  action  of  the 

\v.,:,  r  :.  D  '.-  : 1,1]  NSJ  :t.  it  V,r.  I  Iv 

in  the  barrel  and  to  entrain  or  carry 
in  more  air  with  it,  thus  increasing 
the  efficiency  of  the  pump  (see  Fig. 
81).  The  ruing  water  is  followed 
by  the  rising  bucket,  which  closes 
the  ports,  and,  sweeping  the  air  and 
water  before  it,  discharges  tlu-m 
through  the  valves  at  the  top  of  the 
barrel." 

••  advantages  claimed  for  the 
Edwards  pump  are  :— 

"(1)  Simplicity  of  design  and  re- 

n  in    tli.-    number   of    valves 
red. 

:>  Increased  efficiency.  The 
water  flows  to  the  pump  fcy  ffrarily 
and  is  there  dealt  with  mechanically, 
and  is  in  no  way  dependent  upon 
pressure  in  the  condenser  to  force  it 

.••  I'lini]! ;  thus  it  becomes  pos- 
sible to  obtain  a  higher  vacuum  than 
would  otherwise  be  the  case. 

"(8)  Free  air  inlets;  there  being 

no  foot  and  bucket  valves  to  obstruct 

the  entrance  of  the  air  to  the  pump. 

•  >  A  regular  quantity  of  water 

Icalt  with  at  each  revolt  f 
the  pump.     Thi*  is  a  very  important 

more  particularly  with  high- 
speed piiini-.  ' 

(The  blocks  for  Pigs.  80  and  81 
were  lent  by  Messrs,  the  Edwards 
Air  Pump  Syndicate.) 


: 


K:         : 
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FIG.  32. 


Fios.  32  and  S3  give  sectional  elevation  and  end  view  of  a  petrol  engine  or  explosion  engine  using 
the  light  petroleum  spirit  called  petrol. 

14  is  an  induction  valve  which  opens  on  the  down-stroke  of  piston  6  when  pressure  in  cylinder  '2 
in  IBM  than  that  in  pipe  16,  admitting  air  and  petrol;  29  is  the  clearance  space  into  which  ih, 
mixture  IB  compressed  to  about  65  Ibs.  per  square  inch.  The  charge  is  then  fired  by  an  electric 
•park  from  ignition  plug  30.  The  piston  is  driven  forward;  on  the  return  stroke  tin-  \M!\T  i  •,  i~ 
opened  by  cam  88  and  the  contents  of  cylinder  exhausted.  The  cam  33  is  on  t-liaft  -J*>.  which,  through 
the  spur  wheels  26,  revolves  at  half  the  rate  of  the  shaft  11  of  engine,  so  that  exhaust  takes  place 
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«M»  every  two  revolution*.    At  the  contact-maker  for  electric  spark  is  also  on  abaft  25  (?tiiti.>n 
takes  pUcc  once  in  two  r> 

The  cylinder  2  and  its  cover  10  are  made  of  close-grained  oast-iron  aud  in  ribbed  to  allow  sufficient 
radiation  to  keep  cylinder  cooL    The  body  8,  containing  •baft,  Ac.,  in  of  aluminium.     Valv. 
are  of  steel,  and  connecting-rod  9  is  a  steel  forging  with  gun  metal  bushes  at  it*  < 

The  crank  is  formed  by  means  of  a  fixed  pin  Joining  the  two  fly-wheel  discs  12  at 

The  main  shaft  1 1  has  gun  metal  bushes  for  bearings. 

(These  figures  are   taken   from    Motor    VAidtt  and   Motort,   by   special   immlsslm  of  Mr. 

I1..  mm  i,:  ) 
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Kio.  a;.— COVKR  K>R  HIOH-PRHBURB  CVI.ISWCR. 

•  corer  to  generally  of  cant  «tocl  mil  \*  ix>t  n>un<l.  i«it  form*  one  »idc  of  the  ntcam  port  ;  and 

in  order  not  to  break  thin  large  j»mt  nmiv  fr.-.j'i.  ntly  titan  can  he  helped  there  to  a  uiiaUcr  central 

piece  D,  carr  f  valve  V,  which  may  be   i  lor  require*  examination. 

valre  V,  the  ipring  to  omitted,  aa  alim  are  the  nioatm  of  lotting  away  water  and  uteani. 

l>e  relief  valre*,  on  V,  at  the  top  and  bottom  of  all  cylinder*,  but  *ometirr*«  they  are 

:  iced  at  the  top  of  the  hioh-preMure  cylinder  and  the  bottom  of  the  other  main  cylinder*. 

How,  (team  rtrcolatinff  around  A.  forming  an  end,  or  cover,  utoam  Jacket.     Ii  I 

•0m ttia packing  iMtwwa  ft* ttMraalB   \j,   r  •boll,  of    ,Und«  •    pnmntVmtam   • 

of  unequal  expansion  of  liuer  and  »h«U     P.P.  to  the  *pa<x  :  M  ring*  or  packing. 

I 
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Flo.  37.— Hit;H-PRES8URE  CYLINDER  STUFFING  Box. 


In  'nrge  cylinder*  the  whole  stuffing  box  is  made  separate  from  the  cylinder  shell 
ted  fn>m  tin;  inside  tcp  a  circular  recess  by  a  number  of  screws.     A  and  B  are  gu 


Hing  wit  >i>ns.  a        s     e      up     y      e  coar     an    pns     .          en  pn    u 

each  of  the  others  It  turned  the  same  amount  by  the  toothed  ring,  and  the  adjustmen 
Wlu-n  this  in  a*  desired  the  gland  is  further  secured  by  bringing  down  the  locknuts  L.N. 


t  is  uniform. 
on  the  other 


1111-;  CUMMUMX1    KORM  01    -II.  INK 


51 


Fro.  89.— FASTKJCWO  or  Lntot  TO  CYLINDER 
SHELL. 

Showing  how  the  liner  C.  L.  is  fastened  by 
being  screwed  firmly  to  the  cylinder  base 
C.B.,  while  at  the  top  the  ring  R  in  acre  wed 
down  so  ns  t<>  hold  some  asbestos  packing  in 
the  recess,  thun  forming  a  stuffing  box,  and 
allowing  the  liner  to  expand  and  contract 
within  the  shell. 

Fig*.  t$,  8.  9,  11,  28,  29,  86-80,  41,  4S. 
are  copied  from  complete  drawings  of  a  four 
r  triple  expansion  marine  engine  of 
the  largest  i>txc,    lent   me   by  • 
i  tiding  and  EnginoerinK  ' 

1  hare  Dot  shown   on    the   drawings  the 
•'/  fin,-t>n>i  >•<!••  which  aritnlt  Hteani 
direct  from  the  steam  pipe  t<>  • 

•••rmcdlatc  or  low-pressure   piston  at 
will.     Pou-Volr**  admit  steam  may  t.>  tin- 
raceirer  spaoea;  they  are  freer  from 
the  engineer,  but  slower  in  .-u  ti.m.    N 
I  shown  bow  water  is  drained  away  from  the 
Jackets  to  the  condenser,  that  the  engineer 
in  charge  <mn  see  in  the  gUss  tube  ••(  th.- 
water  collector  whether  steam  U  blowing 

*  1 . :  •  • ;  „• ! . . 


I  -    -  <   ,  :  i  -. :  i  i . 

SHELL. 

TliU  is  for  an  inter- 
mediate  pressure  cylin- 
der.  The  door  carrying 
tho  stumng  box  is  not 
fihiiwn,  but  the  position 
r  A  ..  t  -.  m  m  •  wBf 
seen  by  reference  to 
Fig.  87  of  a  stuffing  box. 
The  manhole  U  at  D,  the 
M  ..!  i.  :  i..  kH  •!.  •••  :. 
The  valve  seat  is  of  hard 
cast  iron  or  steel,  and 
is  fastened  down  with 
countersunk  gun  metal 
screws,  being  well  re- 
cessed so  as  to  hold  oil 
which  serves  to  lubricate 
the  valve  face.  Cast  in. n 
Is  found  better  than 
gun  metal  for  the  valve 
scat.  The  liner  C.L.  is 
also  made  of  bard  cast 
iron,  and  the  remainder 
<>f  the  cylinder  of  soft 
cast  if'.n 
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Fio.  40.— FASTENING  or  LINER 
TO  CYLINDER  SHELL. 

Expansion  may  be  allowed  for 
by  using  a  copper  ring1  having 
one  row  of  screws  in  the  cylinder 
shell  and  the  other  row" in  the 
cylinder  liner. 


FIG.  41.— MARINE  ENOINE  CYLINDER. 

Showing  the  steam  jacket,  double  ported  valve  with  balance  piston  and  relief  frame.  The  shell, 
a  complicated  canting,  the  liner  and  the  cover  are  the  three  important  parts  of  a  cylinder.  The 
cover  and  shell  are  of  soft  cast  iron,  and  the  liner  is  of  hard  cast  iron. 

Tail  rod* — continuations  of  the  piston  rods — extending  through  the  cylinder  cover  are  getting  to 
be  thought  unnecessary  and  objectionable  in  vertical  engines. 

Drain  cock*,— not  shown  in  figure,— from  the  bottoms  of  all  the  cylinders  and  valve  chests  are 
worked  by  levers  from  the  starting  platform  and  discharge  into  the  condensers, — not  into  the  feed 
tank.  Two  manholes  are  shown  one  above  and  one  below  the  piston,  the  manhole  covers  are  omitted 
ir  the  figure.  Safety  valves  ami  pressure  gauges  are  fitted  to  all  receivers. 


II 


Till;  COMMONEST   FORM   OF  STEAM    ENGINE 


53 


42.— CojoncnriNo' ROD  K 

The  end  of  this  connecting  rod  i»  made  T-shaped,  and  the  braa*  l»  reoewn-.i  into  it.     II.  --.v . 
hnuuc*  in  a  •  ftcii  accompanied  by  thin  sheet*  of  brmM  or  ttn, — and  adjustment  for  wear 

U  made  >«v  i  -•*  •  -f  the  liner.    There  is  a  plate  or  cap  at  the  outer  end,  and  long 

bolU  hold  tba  whole  together  a*  shown. 


6.G. 


.-KKAM*  roR  HMALL  E 
With  bond  guide.    Cylinder  (not  -shown)  ovcrhunx     Hy  wheel  oTcrhung. 
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-MALI.  BROTHERHOOD  STEAM  BXUINE. 
There  are  three  •ingle-acting  cylinders  with  trunk  pUtous,  driving  the  Mine  crank.    The  valre 

•  •:.!,;.!.    :  -!••..•.],. 
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17.— MARINE  ENOINK  FRAME. 

Thin  shown  the  ronimon  arrangement  of  the  frame  in  marine  engine*.  It  rest*  upon  the  ship 
frame  8.  K.  It  ha*  open  slide  bearings  suitable  for  the  double  tlipprr  ilide  S  nhown  in  figure,  P.  R.  being 
the  pinion  rod,  the  other  end  of  which  In  secured  to  the  piston  working  in  the  cylinder  which  rest* 
ii|...u  the  t<>n  of  the  frnnif,  >>ut  to  not  shown  in  figure.  Water  initially  circulate*  underneath  the 
guide  U  which  to  in  uac,  and  alao  water  can  be  sent  to  the  bearing*  if  neccwary.  The  bottom  braa*e*  of 
the  main  bearing*  may  be  easily  removed  by  taking  off  the  cap  I ,  and  top  bran,  when  they  will  rotate 
and  may  bo  lifted  off  without  dinplacing  the  shaft. 

Three  or  four  pump*  like  A. P.  (air,  force,  cin-uhitiii^,  and  bilge)  are  worked  from  one  croaahcad 
by  linlu  aa  1-,  and  lever*  an  A.  B.C.  Many  engineer*  prefer  an  independent  engine  to  drive  the  centri- 
fugal circulating  pump*,  which  are  of  gun  metal  with  lignum  vita)  bearing*,  and  alao  Independent 
feed  and  bilge  pump*.  The  surface  condenser  to  in  the  space  C. 

Another  common  form  of  frame  to  like  half  the  above  (only  one  guide)  with  a  steel  stay  bar  in 
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Fio  48.— MARINE  ENGINE  CRANK. 

In  a  I  live  marine  engine  crank  shaft  the  pins  and  shaft  are  hollow.  A,  the  annular  lubricator, 
— scuds  oil  out  by  centrifugal  force  through  the  tube  B  to  the  bearing  surface  through  the  holes  D. 
ThU  system  of  lubrication  is  adopted  in  most  modern  cntrm-  - 

Ilalauce  weights  are  never  now  fitted  to  the  cranks  of  large  marine  engines  to  balance  the  rotating 
parts,  la  torpedo  destroyers  and  other  quick  engines,  however,  the  cranks  are  balanced. 

The  crank  shafts  of  marine  engines  are  usually  made  in  parts,  the  part  for  each  cylinder  being 
one  solid  forging,  and  these  parts  are  connected  by  flanged  couplings  forged  on  solid. 

In  smaller  engines  the  crank  shaft  is  forged  all  in  one  piece  as  in  a  locomotive.  Many  engineers 
build  up  each  port  by  shrinking  the  webs  on  to  the  shafts  and  the  pins  into  the  webs,  driving  or 
•  screwing  .small  pins  into  the  joints. 
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Fio.  50.— CROSS  SECTION  or  TWIN  SCREW  STEAMER. 
Showing  position  i if  shaft*  and  engines  in  the  hull.     In  *hips  of  war,  coal  bunker  protection. 
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Fio.  62.— SCREW. 

The  figure  shows  a  four-bladed  screw,  the  blades  B  being 
made  of  manganese  bronze,  and  secured  by  bolts  to  a  cast  steel 
hub  A,  which  in  its  turn  Is  secured  to  the  conical  end  <>f  ;ii. 
propeller  shaft  by  two  keys,  a  cup  nut,  end,  and  keep  plate,  and 
to  protect  it  from  sua  water  there  is  a  conical  tailpiece  over  alL 
The  propeller  shaft  posses  through  a  gun-metal  stern  tube,  which 
la  fitted  into  the  ship  builder's  stern  tube  fixed  to  ship  frame. 

There  is  a  stuffing  box  where  the  sliaft  leaves  the  inner  end, 
the  rubbing  surfaces  being  of  lignum  vitae.  Each  blade  is  re- 
ceased  into  the  boss,  and  all  the  bolts  are  made  flush,  with 
keep-plates  to  lock  them.  There  are  often  means  of  slightly 
altering  the  pitch  by  changing  the  angle  of  the  blades  by 
making  the  bolt  holes  a  little  large.  Everything  is  of  gun- 
metal  or  manganese  bronze. 
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D  Museum,  ma  cut  into  to  show  coturt  ruction. 

Sto»m  rnU-r*  at  •  i-  '.vn  t)in»iK'li  j.  ;..    .\.     At  U  the  Mtcam  to  guided  through 

one  or  more  mouth  piece*,  to  impinge  on  And  pan*  tbruugh  the  vancn  of  the  wheel  to  the  ezhaiMt  C. 
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Flo.  64. 
Section  showing  mouthpiece  and  vanes  of  wheel 


A   1 


,.    VERTICAL  SECTION  OK  DK  LAVAL'S  TI:RIUNK 


Steam  coming  down  K  finds  its  way  through  the  chamber  S  to  the  ni(iutl>i>i<ve  .1  J,  where  it 
impinge*  on  the  wheel  W,  n»  shown  in  Fig.  54,  and  is  then  exhausted  through  the  rli:imher  E. 

A  60-hone  power  Laval  turbine  at  lr.,000  revs.  i>cr  minute  is  said  to  have  used  less  than  20  lb.. 
of  itoam  per  brake  hone-power  hour. 
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FIXED  BLADES. 

S_ 


MOVING  BLADES. 


FIXED  BLADES. 


MOVING  BLADES. 


Fio.  M — PAIMOS'B  AXIAL  FLOW  STKAM  Truant. 

The  axial  flow  turbine*  of  "  The  Turblnla  "  are  of  about  3,100  hone-power,  with  a  probable  consumption 
of  141  It*,  of  (team  per  horse-power  1. 

Steam  enter*  through  the  valre  V,  and  1*  led  to  the  turbine*  flowing  axially  along  the  aerie*  and  U 
exhau*t«d  throogh  C.  It  cuntinually  enteni  moring  blade*  from  fixed  blade*,  and  Axed  blade*  from 
moYing  blade*,  each  pair  being  *haped  on  the  well-known  principle*  of  construction  of  an  axial  Bow 
turbine.  The  diameter  get*  greater  a*  the  prowure  get*  U**.  There  are  int*re*ting  arrangenieot*  for 
diminiahing  Motion  and  taking  up  end  thnut. 
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Fin.  57.— PARSON'S  TURBIVE  (RADIAL  FLOW). 

Steam  enters  through  the  valve  V,  and  is  led  by  passages  to  the  centre  of  the  first  turbine ; 
baring  panned  through  outwards,  it  is  led  on  to  the  centre  of  the  second  one  A,  and  again  to  a  third 
one  B,  until,  having  passed  through  a  series  of  these  turbines  which  are  fastened  to  the  shaft,  it  is 
at  or  below  atmospheric  pressure  and  is  exhausted.  In  its  radial  passage  the  steam  is  guided  by 
fixed  vanes  into  moving  ones,  and  left  behind  by  these  to  flow  again  through  fixed  ones,  so  that  each 
radial  passage  in  itself  means  a  passage  through  many  turbines.  The  shapes  of  the  fixed  and 
moving  vanes  are  well  known  to  the  student  of  radial  now  turbines.  Revolving  discs  on  the  left 
take  up  the  end  thrust.  Speed  5,000  revolutions  per  minute. 

Concentric  sleeves  on  the  left  have  oil  circiUating  between  them  pumped  in.  The  governing 
is  by  longer  or  shorter  gusts  of  steam  being  supplied.  From  Prof.  E wing's  tests  I  find  W  =  480 
*- 177  E  if  W  is  total  feed  in  Ibs.  per  hour  and  E  is  the  electrical  horse-power  given  out  by  the 
driven  dynamo ;  the  highest  E  being  137,  and  the  highest  gauge  steam  pressure  being  103  Ibs.  per 
square  inch  slightly  superheated.  The  air  pump  was  driven  by  a  separate  engine.  Some  measure- 
menu  made  (18W)  on  a  1200  Kilowatt  Turbine  Electro-generator  gave  a  consumption  of  19-38  Ibs.  of 
steam  per  Kilowatt  hour. 
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In  an  ouUide  cylinder  engine  the  driving  nxlr  in  ntrnit;lit.  the  crank*  l>eii)K 
cheat*  are  aeparmte,  and  the  frame*  are  of  quite  a  different  shape  front  those  of  an  inside  cylinder  engine. 


CRANK    AXI.K  AMD 
DRIVING  WHEEL*. 


niuk   axle    Ui    made 

all    in   •  •!,• 

the  rranka  being  utrvngth- 
euedby  nhrinkiiiK  ir»n  h,,,|.- 
u|»1i  tlicm.     In  iuiliii-rliifilit.il 
i«  tfivrn  t..  the  wel> 
i-mk    liy   making  it 
circular  instead  of  oval.  The 

--.  .  1    .1.1    ''..  .:  '     -. 

tvren  ;  now  umu 
thick  nn<l  even 
nuit.it  lie  single  f 
engine.  11ic<-l,|  i 

ii>.    .-iily    iwed 

•peciiil    strength  U  needed, 
and  luw  6  or  8  Journal*  on  the 
axle    beside*   four 
•»,    and     in 

The    single  frame    haa   one 
axle  box  for  each  wheel. 
!l"'  'Iriving  whwln  :  the  valve 
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The  haUac*  on  a 
kwomotiTe  driviiik' 
wheel  in  a  weight 
spread  or PT  «  nuniU-r 
•Ice*  and  cant 
with  the  rv»t  ..f  the 
wheel.  The  . 
rod  pin  is  carried  in 
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CHAPTER  III. 

THE   VALUE  OF   EXPANSION. 

3 1 .  BEFORE  studying  carefully  the  various  forms  of  valve  gear 
which  are  in  use,  the  student  must  get  to  know  what  it  is  that  we 
want  the  gear  to  effect.  Let  him  imagine  four  cocks,  A^  and  E^ 
to  admit  steam,  and  exhaust  it  on  the  side  A,  Fig.  5,  A2  and  Ez  to 
admit  and  exhaust  on  the  side  B.  Imagine  changes  to  occur  slowly, 
so  that  we  may  consider  what  is  occurring  at  our  leisure. 

1.  EI  closed,  Al  open,  A2  closed,  Ez  open,  and  let  us  for  simplicity 
call  the  pressure  in  B  zero,  as  if   the  exhaust  were  to  a  perfect 
vacuum.     Let  there  be  steam  pressure  of  100  Ibs.  per  square  inch 
in  A ;  cylinder  1  foot  in  diameter,  or  area  of  piston  112  square  inches, 
so  that  the  total  force  on  D  is  five  tons.     If  D  moves  through  2  feet 
under  this  force,  the  length  of  the  crank  being  1  foot,  the  work  done 
upon  D  is  11,200  Ibs.  x  2  feet  or  22,400  foot  pounds.     If  we  neglect 
friction  and  loss  of  energy  by  concussion,  &c.,  this  energy  is  given 
to  the  crank  shaft. 

2.  A)  closed,  E1  open  so  that  all  the  valuable  100  Ib.   steam 
nishes  off,  and  the   pressure   in  A   is  0 ;   E2  closed   Az    open,  so 
that   the   pressure   in  B  is   100.      As    the   piston  moves   over  a 
distance  of  2  feet,  the  work  11,200  x   2,  or  22,400  foot  pounds, 
is  again  done  on  the  piston,  and  communicated  to  the  crank  shaft. 
Hence  in  one  revolution  we  have  44,800  foot  pounds  given  to  the 
crank  shaft. 

Now,  some  men  who  know  very  little  of  applied  mechanics l  seem 
to  think  that  somehow  the  angularity  of  the  crank  causes  this  work 

1  Muscular  exertion  and  fatigue  occur  when  a  man  merely  supports  a  load  without 
doing  work  in  lifting  it  higher.  Any  person  who  confounds  such  fatigue  with  what 
we  call  irork  in  our  calculations  is  sure  to  get  misleading  notions.  An  iron  column 
may  support  a  load  and  nobody  thinks  that  work  is  being  done. 
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to  be  greatly  wasted.  In  so  far  as  it  causes  friction  and  shocks,  there 
is  some  loss,  an<l  \\\>-  loss  due  to  friction  and  shocks  is  serious  enough, 
but  this  is  \.  iy  <liff«-ivnt  from  the  imaginary  loss  of  which  some  men 
speak.  Except  for  friction,  the  work  done  upon  the  piston  is  all  commu- 
nicated to  the  crank  shaft,  and  is  given  out  by  the  crank  shaft.  The 
work  done  upon  the  piston  per  minutr,  and  therefore  the  horse-power, 
may  be  calculated  if  \\v  know  the  pressures  of  the  steam  on  the  two 
si«lfs  of  the  piston  at  i-v.-ry  instant  during  a  revolution  of  the  crank. 
This  jHiwrr  is  called  the  indicated  horse-power,  from  Watt  having 
in\«  lit.  «1  an  instrument  called  an  indicator,  to  register  the  pressures. 
The  power  given  out  by  the  crank  shaft  may  be  measured  by  a  brake 
or  d\  naiimint  -I«T.  The  brake  horse-power  is  generally  about  0-85  of  the 
indicated  power  in  a  good  engine  working  at  its  best  load,  so  we  see 
that  the  loss  due  to  friction  and  shock  seems  large.  The  loss  of  energy 
by  friction  is  often  great  at  slide  valves.  Observe  that  we  imagine 
our  engine  to  go  slowly,  the  four  cocks  being  turned  at  the  proper 
instants  by  a  boy.  The  indicator  would  tell  whether  the  boy  per- 
formed his  work  properly.  If  he  failed  to  close  two  and  open 
another  two  exactly  at  the  end  of  a  stroke,  the  indicator  would  act 
as  a  tell-tale. 

32.  Let  us  suppose  now  that  the  boy  cuts  off  steam  before  the 
j«i>t(»n  gets  to  the  end  of  its  stroke.  There  will  be  less  work  done  on 
the  piston.  But  let  us  see  exactly  what  will  happen.  Suppose  he 
cuts  off  steam  at  half  stroke,  only  allowing  half  the  quantity  of 

•11  to  be  used.  Notice  that  this  steam  at  100  Ibs.  per  square  inch 
is  not  all  thrown  away  when  cut  off  takes  place,  it  continues  to  act 
on  the  piston,  although  with  less  force.  Its  pressure  per  square 
inch  will  van'  in  some  such  way  as  this :— 


Travel  of  piston  in  feet  .    . 
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The  steam  thrown  away  then  is  only  50  Ibs.  steam,  and  we  have 

had  far  more  work  out  of  our  steam  per  cubic  foot. 
Suppose  the  boy  cuts  off  at  one-third  of  the  stroke,  we  shall 

find  that  the  i>n->iiiv  fall*  in  sum,.  Mich  way  as  this: — 


'  Travel  of  piston  in  feet  . 
I'reswurv 
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Here  we  have  only  admitted  one-third  of  the  quantity  of  steam, 
and  yet  a  fairly  good  force  has  been  acting  on  the  piston  during  the 
whole  stroke,  for  the  steam  thrown  away  at  the  end  still  has  a 
pressure  of  33  Ibs.  a  square  inch.  Surely  a  student  must  see  already 
what  it  was  that  Watt  discovered  in  his  use  of  expansion.  The  thing 
to  study  is  evidently  "  how  much  work  is  done  per  cubic  foot  of 
steam  ?  "  We  know  that  it  is  greater  as  we  cut  off  earlier ;  but  how 
much  greater  is  it  ? 

33.  If  we  could  only  tell  in  all  such  cases  as  the  above  what 
is   the   average   pressure    during    the    stroke,   we    should    quickly 
know  what  we  want.      But  the  student,  who  has  worked  exercises 
like  those  of  Chap.  XV.,  already  knows  how   to  find   the   average 
pressure    in    the    above    cases.      Let    him    take    them    as    exer- 
cises,  drawing  curves   to  show  p  the   pressure   for  each   point   of 
the  travel.     Now,  the  average  represents  the  work  done  in  a  stroke, 
because  it   has   only  to  be  multiplied  by  112  square  inches,  and 
by  2  feet  for  the  answer  to  be  in  foot  pounds.     I  have  done  the 
exercise  myself,  and  I  find  the  following  results  : — The  student  must 
do  it  himself.     The  volume  of  the  cylinder  is  2  x  112  -j- 144  or  T56 
cubic  feet. 

1.  No  expansion.     1'56  cubic  feet  of  steam  used  in  one  stroke. 
Average  pressure  100  Ibs.  per  square  inch.     Work  done  in  one  stroke 
100  x  112  x  2  =  22,400  foot  pounds,  or   14,400   foot   pounds  per 
cubic  foot  of  steam. 

2.  Cut  off  at  half  stroke.    078  cubic  foot  of  steam  used.    Average 
pressure  85  Ibs.  per  square  inch.     Work  done  85  X  112  x  2  =19,040 
foot  pounds,  or  24,400  foot  pounds  per  cubic  foot  of  steam. 

3.  Cut  off  at  one-third  stroke.     0'52  cubic  feet  of  steam  used 
Average  pressure  70  Ibs.  per  square  inch.     Work  done  70  x  112  x  2 
=  15,680  foot  pounds,  or  30,200  foot  pounds  per  cubic  foot. 

The  three  answers  you  have  obtained  show  then  that  by  cutting 
off  steam  at  half  stroke  we  get  70  per  cent,  more  effect ;  by  cutting 
off  steam  at  one  third  stroke  we  get  110  per  cent,  additional  effect 
to  what  we  get  with  no  expansion. 

34.  Now,  the  figures  I  have  given  only  illustrate  the  good  effects 
of  expansion.  There  are  several  reasons  why  they  are  to  be  looked  upon 
with  suspicion.     In  the  first  place  the  fall  of  pressure  after  cut  off  is 
assumed  to  be  according  to  this  law ; — when  steam  has  double  the 
volume  it  has  half  the  pressure,  or  pressure  x  volume,  keeps  constant. 

What  right  have  I  to  assume  any  such  law  of  fall  of  pressure  ? 
My  right  will  be  discussed  later.  It  is  sufficient  to  say  that  when  a 
steam  engine  cylinder  has  a  steam  jacket,  the  pressure  does  not 
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diminish  so  quickly  :  \vh.-n  a  cylinder  is  only  partially  protected  from 
cooling,  wr  may  timl  that  tin-  pressure  diminishes  more  rapidly,  but 
this  is  often  not  the  case,  and  the  above  law  gives  a  fairly  good  average 
rate  of  fall  during  expansion.  As  a  matter  of  fact  I  use  it  because  it  is 
to  remember,  and  gives  results  which  are  not  very  different  from 
tho>«-  \\hich  we  obtain  when  we  try  to  get  laws  which  are  more 
suitable  for  particular  classes  of  engines. 

Again,  I  took  no  back  pressure.     This  means  that  I  took  an 
whose  exhaust  was  a  perfect  vacuum.    Now,  if  the  engine  was  a 
condensing  engine,  the  back  pressure  would  probably  be  3  Ibs. 
-quare  inch  ;  subtract  this  therefore,  and  instead  of  the  average 
-.100,  85,  70,  we  ought  to  take  97,  82,  and  67.   It  is  evident 
that  this  will  make  no  great  difference  in  our  notions  of  the  value 
of  expansion  ;  but  a  student  ought  to  work  out  the  actual  figures. 

Again,  if  the  engine  is  non-condensing,  it  exhausts  into  the 
atmosphere,  whose  pressure  is  14'7.  Inasmuch  as  the  passages  are  not 
large  enough  to  allow  infinitely  rapid  escape  of  the  exhaust  steam, 
w.-  must  take  a  back  pressure  greater  than  147.  In  practice  we  find 
that  16'5  in  slow  moving  engines  and  18  in  very  high  speed  engines 
are  common;  let  us  therefore  take  17  Ibs.  per  square  inch  as  the  usual 
back  pressure  in  non-condensing  engines.  The  average  pressures  in 
the  above  three  cases  now  become  100  —  17,  or  83,  85  —  17,  or  68, 
ami  70  —  17,  or  53  Ibs.  per  square  inch.  Let  therefore  a  student 
work  out  the  figures  in  the  following  table. 

If  he  will  work  out  exactly  in  the  same  way  what  occurs  when 
we  cut  off  at  one-fifth  and  one-tenth  of  the  stroke,  he  can  complete 
the  table  as  I  give  it.  Also  I  have  a  reason,  for  giving  the  fourth 
column  of  numbers;  it  is  this; — 

35.  Engineers  are  much  too  apt  to  speak  only  of  indicated 
power  and  work.  We  shall  see  presently  that  it  is  very  easy  to 
measure  with  more  or  less  accuracy  the  true  pressure  of  steam  on 
the  piston  of  an  engine  by  means  of  the  indicator,  and  from  this 
to  calculate  the  indicated  power.  But  the  power  actually  givm 
out  by  the  engine  is  !•  s^  than  this;  hence  a  man  who  sells  engin- - 
is  not  -o  anxious  to  talk  of  their  brake  pow. T.  the  power  actually 
given  out  which  might  be  measured  by  a  brake  or  any  other  form 
of  (Iviiamom.  t.T.  Also,  it  is  much  more  troublesome  to  measun 
the  power  actually  given  out,  especially  in  large  engines.  But  tin 
student  cannot  keep  too  well  be  ton-  his  «-y«-s  the  fact  that  it  is  energy 
artuallv  gi\rn  out  liy  th«-  m^inr.  which  it  is  of  most  important-.-  to 
iiid- .  Now,  the  friction  of  the  m^im-  may  \»-  -aid  (see  Chap. 

\  V  1  i   to  art  .-\actly  in  thr  sum-  \\a\  M  .1  kn-k  |>r>-»iiv.  ami  as  a  til>t 


76 


THE   STEAM   ENGINE 


CHAP. 


approximation  we  may  take  the  friction  to  be  represented  by  a  back 
pressure  of  10  Ib.  per  square  inch  on  the  piston,  in  addition  to  the 
real  back  pressure  as  shown  on  an  indicator  diagram.  This  is  what 
I  have  done  in  column  4,  subtracting  27  Ibs.  per  square  inch  from  100, 
85,  70,  52,  and  33,  which  are  the  average  pressures  as  computed  on 
the  assumption  of  no  back  pressure. 


No  cut  off  

» 

WORK  DONE  PER  CUBIC  FOOT  OF  STEAM. 

No  back 
pressure. 

Back  pres- 
sure 3  Ibs. 
per  square 
inch. 

Back  pres- 
sure 17  Ibs. 
per  square 
inch. 

Back  pres- 
sure 27  Ibs. 
per  square 
inch. 

100 
85 
70 
52 
33 

14400 
24400 
30200 
37300 
47400 

13900 
23600 
28900 
352W 
43100 

11900 
19500 
22800 
25100 
23000 

10500 
16700 
18500 
18000 
8600 

Cut  off  at  half  stroke  

Cut  off  at  one-third  of  the  stroke 
Cut  off  at  one-fifth  of  the  stroke  . 
Cut  off  at  one-tenth  of  the  stroke 

Column  pm  gives  the  mean  pressure  during  the  stroke,  assum- 
ing no  back  pressure.  From  this  each  back  pressure  must  be  sub- 
tracted, to  get  the  true  average  pressure  which  must  be  multiplied 
by  the  area  of  the  piston  (112  square  inches)  and  the  length  of  the 
stroke  (2  feet).  This  is  the  work  done  by  the  steam  admitted. 
When  we  cut  off  at  one-fifth  of  the  stroke,  the  volume  of  steam 
admitted  is  one-fifth  of  the  whole  volume  of  the  cylinder,  The 
volume  of  the  cylinder  is  2  x  112 -r- 144  cubic  feet. 

36.  It  is  often  assumed  that  an  elementary  student  can  under- 
stand quite  easily  all  sorts  of  abstruse  principles  of  thermodynamics 
and  other  parts  of  physics,  whereas  the  simplest  calculations  of  the 
above  kind  are  looked  upon  as  belonging  to  the  higher  study  of  the 
steam  engine. 

But  this  book  is  written  to  guide  a  teacher  who  wishes  to  make 
his  students  really  think  about  the  fundamental  facts,  and  I  wish 
it  to  be  understood  that  the  average  student  has  no  difficulty 
whatsoever  in  making  the  above  simple  calculations  if  he  knows 
about  force  and  work;  that  is,  if  he  has  studied  a  little  applied 
mechanics.  When  there  are  a  number  of  students,  let  them  be 
divided  into  sets  of  three  or  four.  One  set  of  men  takes  the  initial 
pressure  of  the  steam  as  50,  the  next  as  100,  the  next  as  150,  the 
next  as  200  Ibs.  per  square  inch,  and  instead  of  cutting  off  merely  at 
one-half,  one-third,  &c.,  there  ought  to  be  cutting  off  at  all  sorts 


ill 
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of  other  periods  of  tin-  stroke,  so  that  all  tin-  stu«l.-n»>  may  help  in 
producing  a  table  of  numbers  giving  valuable  information.  I  have 
found  this  exercise  one  of  enormous  value.  The  drill-sergeant  kind 
of  teacher  \\ill  gi-t  possession  of  some  such  very  complete  table,  and 
show  it  to  students  who  have  not  calculated  it.  It'  my  system  takes 
root  I  can  imagine  text  books  written.  1»\  the  mere  reading  of  which  a 
man  will  In-  .supposed  to  study  the  subject.  He  will  look  at  some 
sueh  elaborate  table;  he  will  even  think  that  he  understands  it 
perfectly,  ami  unfortunately  it  will  be  difficult  to  prevent  his  passing 
written  examinations.  It  is  truly  wonderful  what  difficult  looking 
iju.-stions  men  may  answer,  and  get  full  marks  for  in  examinations, 
when,  all  the  time,  they  have  no  real  knowledge  of  the  most  elemen- 
tary facts  about  the  subject. 

37.  The    student    will   now   examine   his  results.     He  will  see 
that  in  : 

I.  Condensing  engines.     The  indicated  energy  per  cubic  foot 
of  steam  is  greater  and  greater  with  more  expansion,  as  far  as  the 
above  table  goes.     He  will  notice  also  that  in  every  case  the  con- 
densing engine  has  an  advantage  over  a  non-condensing  engine. 

II.  Xon-condensing  engines.     The  indicated  energy  per  cubic 
foot  of  steam  is  greater  when  we  cut  off  at  |  than  when  we  cut  off  at 
tV  of  the  stroke,  and  indeed  there  is  no  great  difference  between 
eutting  off  at  £,  ^,  or  ^  of  the  stroke. 

III.  Xon-condensing  engines.     The  brake  energy  per  cubic  foot 
mi  is  not  very  different  for  cutting  off  at   i,  or  J,  or  }  of  the 

stroke,  but  is  decidedly  less  when  we  cut  off  at  -fa  of  the  stroke ;  in 
fact,  less  than  if  we  had  no  expansion. 

IV.  Notice  that  what  I  say  about  indicated  energy  in  non-con- 
densing must  be  pretty  much  the  same  as  for  brake  energy  in  con- 
densing engine.     Indeed,  taking  14  Ibs.  as  the  extra  or  frictional 
back  pressure  in  a  small  condensing  engine  is  probably  taking  too 
little.  IM muse  the  driving  of  the  air  and  feed  and  circulating  pumps 

•h  an  engine  is  a  large  addition  to  the  resistance. 
Wh.ii    therefore    the    student    hears    some    foolish    unpractical 
man  talking  of  the  \irtue>  of  unlimited  expansion,  let  him  cite  some 
-such  tigi;1  have  given  above.      Don't   let  anyone  talk  of  the 

pan >i  theory  and   practice  when  what  he  calls  his  theory  i< 

based  on  no  natural  facts.  The  old  Cornish  pumping  engine,  which 
is  still  found  to  work  satisfa.-torily,  seems  not  to  have  ever  cut  off 
earlier  than  ]  of  the  .stroke,  and  Watt  himself  usually  cut  off  at  from 
J  to  3  of  the  stroke. 

38.  But  it  will  be  found  in  Chapter  XVII.  that  there  are  three 
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other  dra \\harks  upon  the  numbers  (like  those  #ivcii  in  the  second 
column  of  our  table),  often  cited  as  exhibiting  the  virtues  of  great 
expansion,  and  these  are  : — 

First.  By  greater  expansion  it  may  be  that  we  do  get  greater 
work  per  cubic  foot  of  steam  ;  but  we  are  using  a  large  cylinder  (and 
therefore  a  large  engine)  for  comparatively  little  total  power.  Surely 
mere  economy  of  steam  is  not  the  whole  of  the  economy  which  ought 
to  be  studied.  Interest  and  depreciation  on  cost  of  an  engine 
are  important. 

Second.  The  actual  quantity  of  fresh  steam  entering  the  cylinder 
is  greater  than  what  we  stated  above,  because  of  the  clearance 
space. 

Third.  When  we  cut  off  at  £  or  \  of  the  stroke,  the  quantities 
of  steam  used  are  really  not  represented  by  \  and  \  of  the  cylinder 
volume.  When  we  have  greater  expansion  our  cylinder  is  colder 
before  steam  is  admitted,  and  a  good  deal  of  the  newly  admitted 
steam  is  condensed  in  heating  up  the  cold  cylinder.  When  therefore 
we  indicate  less  steam  we  are  actually  wasting  more,  and  thus  there 
are  two  reasons  for  the  percentage  loss  being  greater  As  Watt  knew 
very  well,  this  condensation  of  steam  entering  the  cylinder  is  the 
most  serious  trouble  before  the  maker  of  steam  engines.  It  depends 
upon  the  range  of  temperature  or  the  difference  in  temperature 
between  admission  and  exhaust  steam  and  upon  the  time  that 
elapses  before  cut  off,  and  its  effect  is  less  at  higher  speeds ;  engines 
going  at  400  revolutions  per  minute  have  only  about  half  the  relative 
condensation  of  engines  going  at  100  revolutions  per  minute.  To 
diminish  the  range  of  temperature  it  is  thought  well  to  let  the 
steam  expand  in  two  or  three  cylinders.  Thus  in  Fig.  65  we 
have  a  triple  cylinder  engine.  The  steam  admitted  to  IT,  the  high 
pressure  cylinder  is  at  200  Ibs.  per  square  inch,  and  the  exhaust 
is  about  75.  This  exhaust  steam  enters  a  receiver,  A,  a  mere  space 
kept  warm,  as  indeed  the  cylinders  also  are,  by  steam  jackets.  In 
the  most  recent  engines  the  volumes  of  the  connecting  pipes  are 
thought  to  be  sufficient  receiver  volumes  as  shown  in  the  figure.  In 
each  receiver  the  pressure  varies  somewhat,  depending  upon  the 
size  of  the  space.  Steam  leaves  A  and  is  admitted  to  a  second  or 
intermediate  cylinder  /  at  70  and  exhausts  from  /at  about  27  Ibs. 
per  square  inch  into  another  receiver,  B.  Steam  leaves  B  and  is 
admitted  to  a  third  or  low  pressure  cylinder  L,  at  25  Ibs.  and  exhausts 
to  the  condenser.  One  cubic  foot  of  steam  admitted  to  H  becomes 
16  cubic  feet  before  it  is  released  from  L.  Expansions  of  1  to  20 
are  common  and  the  volumes  of  the  three  cylinders  are  usually  as 
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1:2*7:7.  It  tlii-  ^ivaf  (  Apan-i-.n  ..,-<-m  i,  .1  in  only  one  cylinder 
it  would  in-  an  a  \.-r\  ^i.a!  raiix.-"t  t.lnji.-ral  UP-  of  tin-  cylinder. 
and  then-top-  much  condensation  ,,f  t'n-li  >t.-am  every  time  of 
admission. 

Any  stu»K-nt  who  wishes  at  thi»  early  stage  to  get  a  rough 
approximation  to  the  effect  of  condensation  in  a  \\.  11  -arranged 
cylinder,  thai  i>.  a  steam  jacketed  cylinder  working  under  \.-ry  good 
conditions,  at  100  revolutions  per  minute,  will  find  that  it'  he  assimu-s 
that  condensation  produce-.  pretty  much  the  -a  i  n-  effect  as  if  we  had 
a  back  pre»mv  of  10  Ibs.  per  square  inch,  in  addition  to  the  above- 
mentioned  back  pressures,  he  will  arrive  at  numerical  results  which 
do  not  badly  represent  the  results  of  experiments.  I  need  hardly  say 
that  this  is  given  as  only  a  very  vague  direction  to  students,  because 
the  condition-  u  well-arranged  jacketed  cylinders  vary  very 
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Plan  of  modern  three  cylinder  vertical  engine,  working  three  cranks,  120*  apart.  The  pUton», 
Ac.,  are  of  the  same  maun. 

Steam  cornea  from  the  boiler  by  S,  and  is  admitted  by  a  piston  valve  II  V  t<>  the  "  high  "  rylin.U-r 
H.  exhausting  by  the  pi|«  A.  Thin  steam  from  A  in  admitted  by  a  double  ported  slide  val  . 

" 


the  "  intermediate  "  cylinder  I,  exhausting  by  the  pipe  II.    This  steam  from  B  is  admitted  by  the 
li.mMe  ported  slide  valve  I.  V  to  the  "  low      cylinder  L,  exhausting  by  the  pipe  C  to  the  condenser. 


_rr«  •  itly.  It  will  be  worth  while  for  students  to  complete  the  above 
table  by  adding  a  new  column  of  numbers  labelled  "  Back  pressure 
37  Ibs.  per  square  inch,"  as  giving  a  fairly  good  general  notion  of  the 
brake  energy  per  cubic  foot  of  steam,  when  condensation  in  wvll- 
arran^i-d  cylinders  is  taken  into  account  in  non-condensing  engii 

39.  Now  let  a  student  imagine  himself  to  be  the  boy  who  is  in 
charge  of  the  four  cocks.  Unless  the  engine  moves  slowly  he  will  be 
•  |uite  unable  to  open  and  close  the  cocks  exactly  at  the  right  times. 
But  let  us  consider  what  are  these  right  tim«--. 

II     is  told,  let  us  suppose,  to  cut  off  steam  exactly  at  one-third  of 
the  stroke.      Notice  that  he  ought  to  cut  oft'  with  great  quickness 
when  the  proper  time  arrives.     Why  >.     Because  it  may  be  shown  1>\ 
calculation  that  he  ought  to  be  admitting  steam  either  at  its  full 
steam  chest  or  boiler  •  or  not  at  all,  and  if  he  closes  the  cock 

slowly  the  steam  w  ill  be  wire-drawn  as  it  is  called.  It  is  for  the 
same  reason  that  the  steam  pipe  and  passages  must  be  wide. 
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Again,  a  boy  of  judgment  would  admit  steam  just  a  little  before 
the  «-ii'l  "I  tin  stroke,  because  his  passages  are  not  infinitely  large  ; 
he  would  release  steam  also  before  the  hypothetical  time,  because  at 
the  very  end  of  the  stroke  the  back  pressure  ought  to  be  as  small  as 
possible,  and  the  exhaust  passages  are  not  infinitely  large.  It  is 
exactly  for  this  reason  that  if  a  theatrical* performance  is  to  occur 
exactly  at  7  o'clock  the  doors  must  be  opened  well  before  7,  and  if 
everybody  is  to  be  out  of  the  theatre  at  11  o'clock  they  must  begin 
to  go  well  before  11  o'clock.  And  the  quicker  the  speed  of  the 
engine  the  earlier  must  the  admission  and  release  take  place  and  the 
more  sharply  must  the  boy  cut  off  his  steam.  There  is  much  judg- 
ment required  also  in  regard  to  the  closing  of  the  exhaust.  At 
a  certain  period  in  the  back  stroke  the  steam  is  no  longer  allowed  to 
escape,  the  exhaust  valve  is  closed ;  what  steam  remains  in  the 
cylinder  is  squeezed  smaller  and  smaller,  and  it  therefore  increases  in 
pressure  and  acts  as  a  sort  of  cushion,  which  helps  very  materially 
in  bringing  the  massive  piston  and  other  moving  parts  to  rest,  for  it 
is  to  be  noticed  that  the  piston  is  at  rest  at  the  ends  of  its  stroke 
and  is  moving  very  quickly  in  other  positions,  and  in  Chapter  XXIX. 
it  will  be  found  that  the  bringing  of  these  parts  to  rest  so  quickly  is  a 
serious  tax  upon  the  strength  of  the  fastenings,  &c.  Now  a  cushion 
of  steam  at  the  end  of  the  back  stroke  is  a  wonderful  help.  Besides, 
if  the  cushion  of  steam  could  only  be  squeezed  up  to  the  pressure  of 
the  entering  steam,  it  is  to  be  noticed  that  the  clearance  space  would 
not  cause  the  loss  that  it  usually  causes  in  needing  to  be  filled  with 
fresh  high  pressure  steam. 

If  he  thinks  of  one  side  of  the  piston  only  it  is  quite  enough  for 
one  boy.  He  must  think  of  doing  four  things  exactly  at  the  proper 
instants,  and  these  four  things  may  be  called  :  Admission  just  before 
the  beginning  of  the  stroke.  Cut  off  to  be  very  quick  and  at  the 
right  instant.  Eckase  well  before  the  end  of  the  stroke.  Compression 
or  cushioning  to  begin  well  before  the  end  of  the  back  stroke. 

About  160  years  ago,  when  the  oldest  Newcomen  pumping  engine 
moved  very  slowly,  boys  did  perform  the  proper  operations,  and  there 
is  a  story  told  (it  is  probably  untrue,  but  this  is  of  no  consequence  to 
my  present  purpose)  about  a  boy  named  Humphrey  Potter,  who, 
when  in  charge  of  the  engine-room,  much  desired  to  play  marbles 
upon  the  engine-room  floor,  which  was  well  suited  to  that  interesting 
game.  A  friend  used  to  come  and  jeer  at  him,  playing  marbles  in 
his  sight.  Thereupon  he  invented  the  first  valve  motion.  His 
master  one  day  entered  the  engine-room  and  saw  the  guileful 
Humphrey  playing  marbles.  His  first  duty,  that  of  punishing 
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Humjiliivy.  \\.i>  strenuously  performed,  ami  only  then  did  he  observe 
that    tin-  engine   \\.IN    faithfully   JM-I  (..niun^    it^  duty   and    that   the 
.     II  .     ;  hud  so  arranged  certain  stieks  and  strings  that 

tli.  \alvcs  were  opened  and  closed  at  the  projier  periods  by  the 
Automatic  action  of  the  engine,  Ask  not  how  the  inventor  was  re- 
warded. Had  he  not  already  had  all  the  reward  that  a  true  inventor 
ever  gets,  the  swelling  emotion  <.f  seeing  his  invention  a  MK-cess  ? 

4O.  Four  cocks  or  valves  were  employed  in  the  old  engines, 
and  they  are  employed  still  in  the  best  stationary  engines  for  this 
reason;  the  strain  passage  and  valve  ought  not  to  be  the  same  as 
tht  e  \hau-t  passage  and  valve,  because  the  surfaces  are  pretty 
large,  and  they  are  greatly  heated  by  the  incoming  steam,  and 
greatly  cooled  by  the  exhaust  steam.  There  ought  therefore  to  be  a 
steam  passage  and  steam  valve  for  each  end  of  the  cylinder,  and  also 
an  exhaust  passage  and  an  exhaust  valve  for  each  end  of  the  cylinder, 
if  \\v  aim  at  greatly  reducing  cylinder  condensation,  and  if  we 
do  not  mind  extra  expense,  and  when  we  use  expensive  Tappet 
motions,  and  Corliss  and  other  trip  gears  we  can  perform  the  four 
operations,  admission,  cut  off,  release,  cushioning,  with  great  ac- 
curacy in  the  ways  most  desired. 

One  of  the  most  important  things  to  notice  about  a  four  (mush- 
room) valve  arrangement  is  this,  that  the  leakage  of  steam  past 
the  valves  must  be  exceedingly  small  compared  with  what  it  is  past 
a  moving  slide  valve.  It  is  almost  certain  that  much  of  what  is 
called  the  missing  water  in  a  cylinder  using  a  slide  valve  is  really 
direct  leakage  past  the  valve  as  well  as  past  the  piston,  and  not 
condensed  water  as  is  usually  supposed. 

41.1  have  said  that  it  is  sufficient  for  many  purposes  to  say 
that  the  friction  of  the  steam  engine  and  also  the  effect  of  con- 
densation and  leakage  may  be  represented  by  a  back  pressure. 
M\  justification  for  this  is  given  in  Chap.  XVII.  If  the  student  is 
satisfied  later,  with  the  correctness  of  these  assumptions,  let  him 
note  the  great  simplicity  which  they  introduce  in  considering 
what  is  the  most  economical  ratio  of  cut  off.  They  are  sufficiently 
correct  f"f  us  to  say  in  general,  that,  considering  them  as  part 
of  the  total  back  pressure,  the  best  value  of  r,  the  total  ratio  of 
expansion  is 

Initial  prev.  am 

Total  I »ark  pressure 

and  this  is  true  for  single  or  double  or  triple  expansion  engines,  if  r 
is  the  total  ratio  of  expansion. 

Q 
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Tin-  more  usual  ways  of  dealing  with  friction  and  the  mi>-in;_: 
•  piantirv  will  !><•  drx.-nL'il  in  <  'liaji.  XVII. 

42.  Important  exercise.  Tin-  student  knows  how,  by 
actually  drawing  a  hypothetical  diagram  of  pressure,  to  find  the 
average  or  effective  pressure  pe  during  the  stroke.  Thus  when  cut 
off  is  at  one-third  of  the  stroke  he  found  that  pm  is  70  per  cent,  of 
the  initial  pressure,1  and  he  subtracts  the  back  pressure  from  this 
to  get  the  average  pressure.  Let  him  work  the  following  exercise 
very  carefully. 

An  engine  whose  piston  is  12  inches  diameter  or  112  square 
inches  in  area,  has  a  crank  1  foot  long.  The  steam  is  always  cut  off 
at  one-third  of  the  stroke.  The  back  pressure  is  17  Ibs.  per  square 
inch.  Sometimes  the  boiler  pressure  is  low,  sometimes  it  is  high  ; 
take  the  following  as  the  initial  pressures  of  steam  in  the  cylinder, 
140,  120,  100,  80,  60,  40  Ibs.  per  square  inch.  The  engine  goes  at 
100  revolutions  per  minute.  Find  in  every  case  the  hypothetical 
horse-power  /  and  the  weight  W  of  indicated  steam  per  hour. 

The  student  is  still  neglecting  cushioning  and  clearance,  but  he 
is  about  to  obtain  results  which  are  of  great  practical  use  when 
we  compare  them  with  one  another,  although  they  differ  in  obvious 
ways  from  the  results  of  actual  trials.  The  volume  of  the  cylinder  at 

112 

cut  off  is  -  -  x  2  -r-  3  or  0'52  cubic  feet.     I  have  taken  from  the 
144 

table,  Art.  180,  the  volume  u  in  cubic  feet  of  1  Ib.  of  each  of  the  kinds 
of  steam  we  here  deal  with,  so  that  we  calculate  easily  the  weight  of 
steam  used  per  stroke,  as  there  are  100  x  2  X  60  strokes  per  hour, 
and  so  we  calculate  W  the  weight  of  steam  per  hour.  The  average 
pressure  multiplied  by  112  x  2  is  the  work  done  in  one  stroke. 
Multiply  by  200  and  divide  by  33,000,  and  we  find  the  horse-power 
done  on  the  piston. 

Now  plot  W  and  /  on  squared  paper,  and  see  if  you  obtain  such 
a  law  as 

W  =  14-2  I  +  400. 

Our  hypothetical  conditions  are  different  in  many  ways  from  actual 
conditions.  The  most  important  is  that  there  is  great  leakage  past 
a  slide  valve  or  a  piston  when  it  is  in  motion ;  also  there  is  much 
condensation  going  on  before  cut  off  in  a  cylinder,  also  there  is  loss 
due  to  the  clearance.  It  is  then  quite  a  wonderful  thing  that  when  we 
regulate  in  the  above  way,  letting  the  initial  steam  pressure  alter, 
but  not  altering  the  cut  off,  the  weight  of  steam  per  hour  and  the 

1  He  took  an  initial  pressure  of  100  ;  he  must  prove  that  this  is  so  for  any  initial 
pressure. 
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Km-  iii  i  -rraiidit  line.  This  i>  ill  Willans'  law,  which  i>  found  to 
hold  in  HIIL;!.-  cylinder,  and  in  compound  and  in  tri|>l<-  cylinder 
engines,  condensing  and  non-condi-n>in^.  single  or  double  acting, 
with  and  without  strain  jacket^.  It  is  a  law  of  great  practical  value 
to  us  in  our  calculation-. 

Thi-<  calculation  is  one  which  ought  to  be  made  by  the  very 
beginner,  and  he  ought  to  repeat  it  for  a  back  pressure  of  3  Ibs.  per 
square  iiK-h.  so  as  to  be  able  to  compare  condensing  and  non-con- 
.•iiL,rm>->.  S,-,-  Arts.  I.">,Sand  161. 


Pi  the  initial 
preMure. 

pmOT 
0-7  pi- 

JWOTJH,  -  IT, 
the  »venge 
effective 
prctsuru  <lurmg 
the  stroke. 

/.the 
indicated 
bom 
power. 

M,  the  volume 
in  cubic  feet 
of  one  pound 
•  •i  steam. 

Weight 

••(    stl-  Illl 

u*«d  in 
one-stroke. 
Ib. 

IT.  Weight 

•  •(  -t^.n.i 

•Md  I»  r 

hour 
Ib. 

140 

98 

81 

110 

.'{•_' 

0  162 

l.'.MiO 

190 

M 

67                    91                    :{  7 

0-140        1,690 

100 

7"                 53                     7-J                    4-4 

0-118    ,    1,400 

n 

:,ti 

39 

.V.-, 

0-006 

1,150 

60 

4'J 

34 

7-0 

n  -117-1 

BBO 

40 

28 

11 

15 

10-3 

0-051 

610 

If  the  student  will  add  to  this  table  another  column  showing 
W  -r  /,  he  will  see  why  it  is  that  such  an  engine  is  less  efficient 
when  its  load  is  light. 


CHAPTER  IV. 

THE   INDICATOR. 

43.  IN  Art.  30  we  showed  how  we  imagined  that  the  pressure  of 
steam  might  alter  during  the  motion  of  a  piston.  We  desire  to  know 
how  the  pressure  of  the  steam  does  alter  in  an  actual  engine  and 
so  we  use  the  indicator,  which  is  just  as  important  in  giving  us 
information  about  what  goes  on  inside  a  cylinder  as  the  physician's 
stethoscope  about  the  inside  of  a  patient's  body.  Before  Watt  in- 
vented it  (keeping  it  secret  for  a  long  time)  he  had  already  used  a 
pressure  gauge  on  the  cylinder,  and  his  engines  moved  slowly  enough 
for  him  to  observe  with  his  eyes  how  the  pressure  altered  as  the 
piston  moved ;  but  modern  engines  revolve  so  fast  that  a  self-record- 
ing instrument  is  absolutely  necessary.  The  indicator  has  a  little 
barrel  or  cylinder  like  Cy  of  Fig.  73,  which  communicates  with  the 
main  engine  cylinder  through  a  short  pipe  from  B.  The  pressure  of 
the  steam  causes  the  piston  P  to  rise  by  an  amount  which  is 
determined  by  the  stiffness  of  a  spiral  spring  because  there  is  always 
atmospheric  pressure  above  it.  The  piston  rod  acts  on  the  lever  F.  P  P, 
and  hence  the  rise  of  the  pencil  P  P  indicates  the  pressure  of  the 
steam  to  scale.  It  is  interesting  to  watch  the  jerky  up  and  down 
motion  of  the  pencil  P  P  when  it  is  indicating  the  pressure  in  an 
ordinary  steam  cylinder.  The  barrel  I),  on  which  a  piece  of  paper 
has  been  wrapped,  rotates  for  about  f  of  a  revolution  and  back  again, 
as  the  cord  or  cat-gut,  which  is  wound  round  it  near  the  bottom,  is 
pulled  and  let  go  again,  and  so  we  see  that  if  the  end  of  such  a  cord 
gets  a  miniature  motion  of  the  piston  of  the  steam  engine,  a  pencil 
line  is  drawn  upon  the  paper  like  that  which  we  see  in  Figs.  66  and  70, 
up  and  down  position  indicating  pressure  at  any  instant,  horizontal 
position  indicating  position  of  the  piston  of  the  steam  engine  at  that 
instant.  A  diagram  is  usually  from  2£  to  3£  inches  long  and  about 
1J  inches  high.  Before  one  little  sheet  of  paper  is  replaced  by  a 
fresh  one,  the  indicator  cylinder  at  B  is  made  to  communicate  with 
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the  atmosphere  so  that  the  pencil  may  draw  a  straight  line  like  A  A 
of  Fig.  66.     This  line  is  called  the  atmospheric  line.     It  tells  us 
the  position  of  the  pencil  when  tin 
j.n  >-MI.-  was  atmospheric,  and    \\- 
know  that  pressure  is  to  be  measured 
at  right  angles  to  it. 

Figs.  67  and  68  show  two  ways 


FlO.  M.— IXDICATOK  DlAflKAM.  COKDKKSITO  KtiCINK, 


Fio.  67.— METHOD*  or  CONNBCTINO  THE 

iM'I'  ATOK. 


in  which  the  indicator  i>  usually  connected  to  the  cylinder:  ui 
we  are  sure  that  the  load  is  very  steady,  two  indicators  must  be 
••i 1 1 ployed.      Places  too    close   to   steam   ports   are   to  be  avoided. 

Plugs  are  screwed  in  the  holes  when 
the  indicator  is  not  being  used.  In 
Fig.  69  one  indicator,  EPDt  is  placed 
so  that  by  means  of  the  three-way 
cock  C  (shown  also  at  C  and  D  Fig. 
73)  it  may  communicate  by  the  pipe 
CG  to  one  end  of  the  cylinder,  or  by 
the  pipe  C  H  to  the  other  end,  or  else 
with  the  atmosphere.  These  pipes  must 
not  be  less  than  \  inch  internal 
diameter. 

Now  in.isinuch  as  the  pipes  CG  and 
C  H  are  of  some  length,  and  as  condensed 
water  sometimes  gets  entangled  in  them, 
we  do  not  altogether  like  this  arrange- 
ment because  of  the  greater  chance   of 
error.     It    is,  however,  very  convenient, 
because  we  get  diagrams  from  the  tw., 
•t  th.    rvlimlrr  <>i\  one  sheet  of  paper,  as  shown  in  Fig.  70 
rs  for  example.1 

1  Let  a  stu.l.  nt  think  tins  inattrr  out  for  himself      Suppose  there  i*  a  long  tube, 
part  of  whi.l,   i,  tiil.-.l   with   water.     Say  the  length  A  is  steam  whose  pressure  u 


1  :  .    •  v 
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A  (Fig.  73) shows  the  outside  appearance  of  a  Crosby  Indicator, 
MI,. I  /;sho\\>  ii  in  section  ;  D  also  seen  in  Fig.  A  is  a  hollow  brass 
c\ -Mndcr  on  which  a  sheet  of  ]>.I]MT  may  !><•  < pi ickly  placed  or  taken 
away,  and  >tu«l«  nts  ought  to  practise  doing  this.  It  will  be  noticed 
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that  by  pulling  the  cord  B  A,  Fig.  69,  and  letting  it  go  again,  the  paper 
revolves  under  the  pencil.  Now  BA  is  pulled  by  some  part  of  the 
engine  which  gives  to  the  paper  an  exact  representation  of  the  motion 
of  the  piston  of  the  engine.  Thus  in  Fig.  69,  B  is  a  point  in  a  lever, 

rapidly  altering  ;  the  length  B  is  water ;  the  length  c  is,  say  air.  Note  that  the 
rapidly  altering  pressure  of  A  is  not  at  any  instant  the  same  as  the  pressure  of  c  at 
the  same  instant, and  hence  if  it  is  c  thftt  oomnranicatefl  with  the  indicator  the  record 
must  l>e  wrong.  There  is  less  likelihood  of  tliis  happening  if  the  pipes  li.-ive  sufficient 
slope  to  let  all  water  drain  Kaek  easily  from  them  into  the  cylinder.  It  is  easy  for 
a  teacher  to  arrange  an  apparatus  to  illustrate  this  source  of  error. 
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the  lower  end  of  which  F  gets  the  horizontal  motion  of  the  cross 
head  JC,  while  it  moves  up  and  down  a  little  in  a  slot,  the  end  J 
being  fixed.  Again  by  the  method  of  Fig.  71,  A  is  pulled  by  a 

point  B  of  the  lever  DBF, 
I>  moving  about  a  fixed  cen- 
hv,  and  /'  getting  motion 
ti<>m  the  crosshead  E  by 
means  of  the  rigid  rod  E  F, 
or  as  in  Fig.  72  E  is  the 
trunk  end  of  the  piston  of  a 
gas  engine  moving  F  in  the 

Flo.  70.— SPECIMEN  CARD  NOX-COSDKXWKO  Kjconnt.        direction  E  F.      The    point    B 

pulls  the  cord    B  A.     Other 

ways  of  giving  to  the  paper  barrel  a  motion  which  is  very  nearly  a 
miniature  of  the  motion  of  the  piston  of  the  engine  will  strike  the 
thoughtful  student,  and  he  will  find  it  an  excellent  exercise  to  test 
by  skeleton  drawing  what  is  the  amount  of  inaccuracy  in  each 
method. 

If  the  student  will  reflect  a  little  he  will  see  that  the  effect  of  the 
spring  D  S,  which  causes  the  paper  cylinder  to  come  back  when  the 
string  allows  it,  together  with  the  inertia  of  the  cylinder,  causes 
the  pull  in  the  string  to 
vary  a  good  deal,  and 
therefore  the  string  alters 
in  length;  consequently 
the  paper  does  not  get  a 
true  imitation  of  the 
motion  of  the  piston. 
This  is  one  of  many 
defects  of  the  indicator, 
and  students  will  find  it 
instruct i  re  to  1  ry  a  rather 
yielding  kind  of  string 
so  as  to  exaggerate  the 
evil.  In  practice  some 
people  now  use  steel  wire 
or  steel  strip  instead  of 
string  or  catgut. 

44.  The  student  might  to  make  a  study  of  any  indi.-ator  which  ho 

liav,    opportunity  to  examine.      If  he  has  a  ehoiee.  let  him  choose 

forms  suitable  for  use  \\ith  engines  running  at 

high  *!*••          ,    snob  an  instrument  i-  capal.le  of  showing  pressure 
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to  a  good  scale,  at  high  speeds,  the  very  greatest  care  must  have  been 
given  to  its  design,  and  it  is  worthy  of  study  as  a  specimen  of  good 
instrumental  construction.  The  Crosby  Indicator  of  A,  B,E,  Fig.  73, 
is  of  good  design. 

Cy  is  the  outside  cylinder.     Cy.  P.  the  cylinder  proper  in  which 
the  piston  P  moves  steam  tight  and  yet  without  friction.     Cy.  P  is 


FIG.  72.— How  THE  CORD  is  CONNECTED  TO  A  GAS  ENGINE. 

free  below  to  expand  and  contract.     The  space  between  Cy.  P  and  Cy. 
is  a  sort  of  steam  jacket. 

Like  all  the  other  moving  parts  of  this  indicator  the  piston  P 
is  made  as  light  as  possible.  It  is  of  thin  solid  steel  hardened  and 
ground  to  a  slack  fit  for  Cy.P.,  with  shallow  channels  on  its  outside  for 
gathering  condensed  water  which  forms  an  excellent  packing,  with 
very  little  friction  and  practical  steam  tightness.  Its  central  socket 
in  one  piece  with  the  rest  extends  upwards  more  than  downwards. 
The  lower  part  receives  the  piston  screw  P.S;  the  upper  part  is  slotted 
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to  receive  the  bottom  of  the  spring  with  its  central  ball ;  the  hollow 
steel  piston  rod  is  screwed  in  at  the  top  making  a  firm  job.  The 
swivel  head  S  H  is  screwed  into  the  top  of  the  piston  rod  more  or  less 
depending  on  the  required  level  of  the  atmospheric  line  of  the 
diagram. 

The  cap  C  bushed  with  steel,  screws  into  the  cylinder  and  into 
the  head  of  the  spring  and  holds  the  sleeve  S,  &c.,  in  place.  The 
sleeve  turns  freely  on  the  cylinder  and  carries  by  the  arm  A  the  fixed 
end  of  the  link  <//,  which,  with  the  links  E  and  G  and  the  lever 
F.PT.PP  form  the  parallel  motion,  which  causes  the  pencil  point 
P  P  on  the  lever  F.FPio  have  a  vertical  motion,  which  is  six  times 
that  of  S  H.  In  fact  the  horizontal  motion  of  F  destroys  the 
horizontal  motion  of  P  P.  There  is  atmospheric  pressure  above  the 
piston,  and  the  pressure  below  it  is  that  which  we  wish  to  indicate. 

The  piston  rises  through  a  distance  which  is  proportional  to  the 
pressure  in  excess  of  the  atmospheric  pressure,  or  it  falls  if  the 
pressure  underneath  is  less  than  atmospheric.  It  is  very  important 
to  test  with  a  good  pressure  gauge  if  the  motion  of  the  pencil  really 
indicates  pressure  to  the  proper  scale :  the  student  will  readily  see 
how  this  may  be  done.  If  the  spring  is  altogether  removed  it  is  easy 
to  move  the  pencil  up  and  down  on  the  paper,  and  in  this  way  test 
if  its  motion  is  truly  at  right  angles  to  the  direction  of  the  atmospheric 
line. 

The  springs,  made  each  of  one  piece  of  steel  wire  as  shown  at  E, 
are  supplied  of  such  stiffnesses  that  1-inch  motion  of  the  pencil 
represents  either  4,  8,  12,  16,  20,  30,  40,  50,  60,  80,  100,  120,  150,  or 
180  Ibs.  per  square  inch,  and  a  student  ought  to  become  expert  in 
altering  from  one  spring  to  another.  Notice  that  the  Crosby  spring 
is  right  and  left-handed,  and  it  therefore  has  no  tendency  to  press 
the  piston  laterally  against  the  cylinder  when  it  is  compressed. 
Boxwood  scales  of  pressure  to  measure  diagrams  with  are  supplied, 
to  correspond  with  the  springs,  and  the  box  usually  contains  also 
screwdrivers  and  other  tools  which  are  likely  to  be  needed. 

The  student  ought  also  to  examine  a  drawing  of  the  Richards 
Indicator,  which  he  can  now  have  no  difficulty  in  understanding. 
It  dates  from  1862,  and  is  still  in  use  for  engines  which  make  not 
more  than  130  revolutions  per  minute.  Observe  in  this  as  in  all 
other  good  indicators  that  the  cylinder  in  which  the  piston  moves  is 
separated  by  a  steam  space  from  the  outside  case,  and  so  is  not  likely 
to  condense  steam  inside  it. 

45.  The  errors  of  indicators  are  due  to  :— - 

1.  The  stiffness  of   the    spring    alters    with    temperature,   and 
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the  average  temperature  of  the  >pring  is  not  known,  and  is 
different  in  different  cases.  The  error  due  to  this  cause  may  be 
M  much  as  2  per  cent.,  but  a  can-till  man  may  reduce  it  to  almost 
nothing. 

_  Through  defects  in  the  parallel  motion  and  in  the  spring  itself, 
the  vertical  motion  of  the  pencil  may  not  be  exactly  proportional  to 
the  prelim-  in  all  portions.  This  may  be  tested  at  one  or  two 
steady  \>r< •— nr. -  mark-  ..n  the  pajier  being  tested  by  the  scale,  and 
compared  with  readings  of  a  ^'ond  pressure  ijauge. 

H.   Had  fitting  of  the  part*  through  bad  workmanship  or  much  use. 

4.  Tin-  inertia  of  the  paper  barrel  and  weakness  or  strength  of  its 
spring,   and   also   friction,  combined   with   the   yielding  of  the  cord 
sometimes  causing  the  travel  of  the  paper  to  be  too  great,  sometimes 
too  little  :  in  both  cases  the  motion  of  the  paper  being  no  miniature 
of  that  of  the  crosshead  of  the  engine. 

5.  Friction,  whether  at  joints  of  the  parts  moved  by  the  piston  or 
een  the  pencil  and  paper. 

46.  By  means  ofPJf,  which  is  on  the  easily  fitting  sleeve  PHA  S, 
we  cause  the  pencil  to  touch  the  paper  or  we  can  withdraw  it.  In  a 
modern  engine  going  at  from  150  to  300  revolutions  per  minute,  it 
is  hardly  possible  to  make  the  pencil  touch  the  paper  and  to  remove 
it  without  tracing  out  several  diagrams.  If  the  contact  is  continued 
and  if  there  is  a  steady  load  on  the  engine,  the  pencil  will  trace  out 
the  >ame  diagram  many  times,  and  when  the  indication  (sometimes 
called  "a  canl  )  i>  removed,  the  paper  seems  to  have  only  the  one 
line  upon  it.  Alter  allowing  the  indicator  to  be  wanned  up,  and 
se.-in^  that  the  paper  barrel  is  not  clicking  against  its  stops,  putting 
knots  in  the  c.inl  if  in  cesxary  to  get  it  to  the  proper  length,  the 
usual  operations  as  in  Fig.  69  are: — 1.  Unhook  cord  A  B  or  use 
the  d  MLT  de\  ice  Mipplied  on  >ome  indicators;  take  off  old  card  ; 

put  on  a  new  blank  JKIJN-I- (you  will  become  expert  in  this  by  prac- 
'1  Turn  the  cock  6' so  that  then- is  atmospheric  pressure  under- 
neath the  indicator  piston  ;  touch  paper  with  pencil  and  draw  it  back. 

irn  cock  C  so  as  to  communicate  with  one  end  of  the  cylinder, 

touch   paper  with  pencil  and  draw  it  back.     4     i  for  ..t her  end 

Now  di-  -rd  and  iem,.\e  t  he  paper  or  card.     It 

will  perhaps  look  like  1"  _    7>  if  the  engine  i-  a  «-oiiden>in^  »\\<>.A  A 

g  the  atmospheric  line.      It  will   perhaps  look  like  Fig.  70  if  the 

ne  i-  n.-n-conden-iiiL:  j  j  j,,  mLr  ,)„.  ;,(i,io>|.heric  line.  It  i- 
to  write  on  a  diagram  the  time  (date.  hour,  and  minute) 

Inch  it  \\a-  taken  and  -m-li  other  information  a^  may  be  known. 
Mich  a>  the  number  ..[  revolutions  of  the  en^in,.  jM.r  minute,  the 
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description  of  the  cylinder,  &c.  Sooner  or  later  these  ought  to  be 
written  on  the  diagram  :  1.  The  boiler  pressure  at  the  time. 
±  The  condenser  pressure  or  vacuum.  3.  The  scale  to  which  pressure 
is  n-pivsnitrd.  1.  Tli.-  <  I  mil  i.  t.-r;md  an -a  ..t'  1 1n-  ]>i>t'>n  and  piston-rod. 
5.  The  length  of  the  stroke  or  twice  the  length  of  the  crank.  6.  Re- 
volutions per  minute.  7.  All  infonnation  as  to  the  machines  being 
driven  by  the  engine  which  may  be  necessary.  It  is  evident  that 
the  infonnation  on  the  card  from  a  locomotive  or  marine  engine,  and 
especially  from  any  particular  end  of  a  particular  cylinder  of  an 
engine,  must  be  very  varied  to  be  complete.  It  is  very  seldom  made 
sufficiently  complete,  and  hence  come  doubts  and  misrepresentation. 
It  is  well  for  the  young  engineer  to  learn  at  once  that  there  is  hardly 
any  little  scrap  of  information  bearing  on  the  test  being  made  that 
ought  not  to  be  noted  at  the  time. 

47.  If  the  spring  is  not  stiff,  it  will  represent  pressure  to  a 
sufficiently  large  scale,  but  at  a  high  speed  of  engine  there  will  be 

ripples  due  to  the  natural 
vibration  of  the  indicator 
itself.  If  these  ripples  get  to 
be  too  great,  as  in  Fig.  74,  a 
stiffer  spring  must  be  substi- 
tuted. Some  men  press  the 
pencil  firmly  on  the  paper; 
this  kills  the  ripples,  but  the 
friction  destroys  the  accu- 
racy of  the  diagram.  Can 
A A  the  student  suggest  why  it  is 

Kio.  74.— SHOWING  EFFECT  PBODCCED  AT  HIGH  SPEBD.      that     Solid     friction     like     this 

always  makes  the  diagram 

too  large  ?  On  admission  the  pencil  rushes  up  too  high,  and  it 
stays  too  high  because  of  the  solid  friction ;  it  rushes  too  low  and 
it  stays  too  low  during  the  exhaust  for  the  same  reason.  Some  of 
the  most  interesting  experiments  for  students  who  have  a  small 
steam  engine  to  work  with  are  these : — 

I.  Without  changing  the  valve  motion,  let  an  engine  run  first 
slowly,  then  faster  and  faster,  and  take  a  diagram  at  each  speed. 
Note  how  the  wire  drawing  increases  as  the  speed  increases,  and  how 
important  it  is  to  release  and  admit  well  before  the  end  of  the  stroke 
at  the  higher  speeds. 

±  -Vote  how  ripples  begin  at  high  speed,  and  how  they  become 
great  enough  to  u|,s«-t  tin-  diagram  altogether,  so  that  a  stiffer  spring 
must  be  used. 
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.'*.  At  soul--  >li>w  speed,  alter  tin-  valve  ijear  in  various  ways,  in 
each  case  noting  the  character  »f  the  iliagram. 

48.  Vertical  distances  represent  pressure  to  a  scale  which  depends 
upon  the  spring  that  is  used.  Let  a  line  0  0  be  drawn  parallel  to 
the  atmospheric  line  A  A,  and  below  it  at  a  distance  which  repre- 
sents 147  Ibs.  per  square  inch ;  then  distances  measured  vertically 
fr«>ni  D  o  will  ivpn •>« 'lit  absolute  pressures. 

The  information  given  ui  by  an  indicator  diagram,  if  it 
accurately  represents  pressure  at  every  part  of  the  stroke  on  one 
side  of  the  cylinder  is  very  varied  and  valuable. 

1.  It  tells  us  if  our  valve  motion  is  doing  its  duty,  admitting 
steam  just  before  the  beginning  of  the  stroke  at  B,  cutting  off  without 
too  much  wire  drawing  at  D, 
relea.-iiiL,'  at  K  wvll  before 
the  end  of  stroke,  and 
cushioning  at  H. 

•1  It  the  pressure  of  the 
initial  steam  at  C  D  is  very 
much  less  than  that  of  the 
boiler,  there  is  a  loss  due  to 
the  smallness  of  the  supply- 
pipe  or  its  length. 

3.  If  the    pressure   in   the      FIO.  75. -SPECIMEN  DIAGRAM  NOS-COSDENSINO  ESOISE. 

back  stroke  F  H  is  not  nearly 

atmospheric  in  Fig.  75,  or  nearly  the  same  as  that  of  the  condenser 
in  Fig.  78,  the  exhaust  passage  is  not  large  enough,  or  else 
thero  was  much  steam  condensed  during  admission,  which  is  now 
boiling  away  during  exhaust,  and  so  maintains  a  high  exhaust 
rare, 

4.  The  shape  of  the  expansion  curve  D  E  gives  us  very  valuable 
information  which  I  do  not  care  here  to  enter  upon. 

5.  It  enables  us  to  calculate  the  indicated  horse-power. 

These  are  only  a  few  of  the  things  about  which  the  indicator 
diagram  gives  us  information.  The  indicator  may  be  applied  also  to 
the  valve  chest  or  the  condenser. 

Questions. — 1.  If  you  notice  that  the  admission  pressure  at  C  is 
much  less  than  the  boiler  pressure,  what  do  you  inter  ?  '2.  If  you 
notice  that  the  pressure  at  D  is  considerably  less  than  at  C,  is  this 
more  likely  to  occur  at  high  speeds,  and  why  !  A  gradual  fall  from 
C  to  D  is  very  ditYen-nt  from  what  is  shown  in  our  figure.  3.  If  the 
pressure  at  F  is  much  greater  than  //.  what  may  we  infer  ? 

In    the    diagram    Fig.    75,    the    admission    begins    somewhere 
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/?,  the  cut  i.lV  about  It.  th.-  release  at  E,  and  the  cushioning 

begin^  at  //. 

Soin.-tiiii.-s  from  />'  to  />  is  i-;ill.-d  th«-  steam  line  or  line  of  admis- 
sion, I>  E  th.-  .•xpuri-iMii  part  of  the  diagram,  E  F  IT  the  exhaust  line, 
and  HB  the  cushioning  or  compression. 

40.  To  calculate  the  indicated  horse-power,  that  is  the 
iiirrhanical  power  exerted  by  the  steam  on  the  piston,  we  had  better 
neglect  here  the  area  of  the  piston  rod.  Let  A  be  the  cross  sectional 
area  of  the  cylinder  in  square  inches.  Consider  the  space  on  the  left- 
hand  side  of  the  piston  (Fig.  5).  If  Fig.  76  is  the  diagram,  we  see  that 
we  must  find  the  average  value  of  all  such  absolute  pressures  as  are 
represented  to  scale  by  B  C  (C  C  is  the  zero  line  of  pressure  drawn 
to  scale  147  Ibs.  per  square  inch  below  the  atmospheric  line  A  A) 
during  the  forward  or  ingoing  stroke.  We  must  find  the  average 
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value  of  all  such  absolute  back  pressures  as  D  C.  We  must  subtract 
the  second  from  the  first,  and  call  the  answer  the  effective  pressure  pe. 
In  fact,  the  steam  does  work  on  the  piston  in  the  forward  stroke ; 
the  piston  does  work  on  the  steam  in  the  back  stroke,  and  hence  we 
must  subtract.  Now  very  little  thought  will  show  that  instead  of 
taking  the  averages  of  the  B  C  forward  pressures,  and  subtracting  the 
averages  of  the  D  C  back  pressures,  we  can  at  once  take  the  average 
of  the  B  D  or  difference  pressures.  Hence,  all  that  we  have  to  do  is 
to  find  the  average  breadth  of  the  diagram  FBGH DI  (breadth  being 
considered  to  be  at  right  angles  to  the  atmospheric  line) ;  and  the 
scale  tells  us  the  effective  pressure  pe. 

To  get  the  average  we  often  use  a  planimeter  as  described  in 
Art.  131.  But  a  very  common  plan  is  the  following : — We  draw 
the  two  bounding  lines  of  the  diagram,  lines  at  right  angles  to  A  A, 
to  cut  the  atmospheric  line  in  Av  A^  then  A^A^  is  the  length  of  the 
diagram. 
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I  n»tice  tli.it   in  my  t.  I  -how    the 

atmospheric  line  prolonged  as  from  J  to  J.  Fig.  81.  Now  in  truth 
the  null. -at. T  will  -how  it  ending  .-it  Av  and  Av  The  end-  J,  and 
At  being  faint,  perhap-  it  is  always  wise  to  draw  the  bounding  lines 
of  tin-  diagram  as  I  ha\e  described. 

A^AI  i.-  divided  into  ten  equal  parts,  and  in  tin-  middle  of  each 
part  a  bivadth  is  drawn.  Tin-  lengths  of  thr  t<-n  breadths  K  J.  ML 
\  1'.  QR,&c..w  uiea-uivd,  (usually  they  an-  measured  at  once  by  the 
boxwood  scale  supplied,  in  pound-  per  xjuaiv  inch  ;  but  they  may  be 
measured  in  inches,  and  only  the  average  reduced  to  pounds  per  square 
inch,)  and  written  at  the  side,  added  up  and  divided  by  ten  to  get 
the  average  value.  Notice  that  if  the  diagram  has  a  loop  the 

ith-  ..f  this  part  are  negative.  When  the  average  pressure 
I  known,  it  must  be  multiplied  by  the  area  A  to  get  the 
total  effective  force  on  the  piston:  this  multiplied  by  the  length  of 
the  -tr.'k.-  i  twice  the  length  of  the  crank)  in  feet,  gives  the  work 
done  in  every  stroke;  multiplied  by  the  number  N  of  strokes  per 
minute  (or  really  revolutions  of  the  crank),  and  divided  by  33,000  we 

the  hor-e-power  indicated  on  the  left-hand  side  of  the  piston. 

rule  is  easily  remembered  in  the  form 

PLAN  +  :«,000 

If  we  know  the  average  effective  pressure  on  the  other  side  of  the 
piston,  we  may  calculate  the  horse-power  developed  there  also,  or  \\e 
may  take  P  to  be  the  average 
of  the  two,  and  take  N  to  be 
the   total    number   of    effective 
-  per  minute,  there  being 
two    in    every    revolution.      In 
many  modern,  high-speed,  single- 
g    engines   the  steam   acts 
only  on  one  side  of  the  piston. 

The  two  diagram-  an    often 
on  the  vinie  card  as  in  Fig.  78. 


5O.   A  -indent  ought  not  to 

pass  too  easily  over  this  subject ; 

\  simple,  but  let  him  be 

that    he   really  dovs  understand  it.  and    is    not    merely  taking  a 

.     for   granted  because  everybody  says  that   it  is  so.     Now  we 

the    thing  from    another    point    of    view.     Find  the 

actual  forces  from  left  to  right,  acting  on   the  pi-ton  of  Fig.  5, 

in    it-   forward   or  ingoing  stroke,  that  is  when   going  from  left  to 
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right.  At  a  certain  instant  tin-  |.iv»uiv  i-  /-'  <*'  on  one  side  and  OF 
..n  the  other  side,  so  that  BF  represents  the  real  pn ->sure  which, 
if  multiplied  by  the  area  of  the  piston,  gives  the  total  force  from 
Irl't  to  right.  Similarly  in  the  back  stroke  when  the  piston  gets 
to  that  place,  the  force  from  right  to  left  is  represented  by  E  C  —  DC 

or  ED  per  square  inch.  An 
enquiring  student  ought  to 
make  a  diagram  which  shows 
these  values  for  every  position 
and  it  ought  to  be  in  pounds 
per  square  inch,  to  the  same 
scale  as  the  indicator  diagrams. 
From  the  diagrams  of  Fig.  78 
I  have  found  the  result  shown 
in  Fig.  79.  This  diagram 
shows  to  scale  what  is  the 
force  from  left  to  right  acting 
on  the  piston  at  every  part  of 
its  stroke.  The  length  of  the 
stroke  being  0  0 ;  at  the  place 
C  in  the  forward  stroke,  HO 
F10- 7A  is  the  force  from  left  to  right, 

and   in   the  back   stroke  the 

force  is  really  from  right  to  left,  and  is  of  the  amount  shown  in 
CJ.  A  student  who  wants  to  make  a  thorough  study  of  the  elemen- 
tary facts  concerning  steam  engines  will  not  fail  to  make  a  diagram 
of  this  kind.  Note  that  the  average  total  breadth  of  this  diagram 
at  right  angles  to  0  0  is  the  sum  of  what  we  called  the  effective 
pressures  on  the  two  sides,  and  its  area  is  the  sum  of  the  areas  of 
the  two  diagrams  of  Fig.  78. 


CHAPTER   V. 

THE   INDICATOR,  CONTINUED. 
A   SET  OF   EXERCISES. 

51.  I  do  not  see  how  any  student  can  work  carefully  through  a 
set  of  exercises  like  the  following  without  acquiring  a  fairly 
good  knowledge  of  the  theory  of  the  steam  engine.  He  will  ever 
afterwards  be  glad  to  have  done  such  work. 

Fig.  80  shows  the  diagrams  from  the  two  ends  of  a  cylinder  of 
18  inches  diameter,  crank  15  inches  long,  120  revolutions  per  minute  ; 
a  steady  load  was  maintained  for  four  hours.  Boiler  pressure  38  Ibs. 
per  square  inch  by  gauge,  52'7  Ibs.  per  square  inch  absolute.  The 
an  -a  of  piston  is  182  x  7854,  or  254  square  inches.  The  working 
volume  of  the  cylinder  i-  ~2~)4  x  30  =  7620  cubic  inches,  or  441 
cubic  feet. 

The  clearance  space  tor  left-hand  diagram  (for  the  side  of  tin- 
piston  remote  from  the  crank)  was  just  tilled  by  \:\~2  pints  of  water, 
or  4.") 7  ruliic  inches  :  this  is  6  per  cent,  of  the  working  stroke.  The 
clearanc.  .r  right-hand  diagram  was  found  to  be  533  cubic 

inches,  or  7  per  cent,  of  the  working  stroke. 

1  show  a  scale  of  ].i\;s>uie  because  I  do  not  know  to  what  scale 
the  engraver  will  bring  the  diagram.  The  scale  for  volume  is  of  no 
consequence. 

1.  What  is  the  average  pressure  from  ea.-h  diagram  '.  \Vork  by 
raking  ten  equidistant  ordi nates  and  test  your  answers  1>\  j.lani- 

lllet 

;l  :2  and  30'3  Ibs.  per  square  inch. 
J    What  is  the  indicated  horse-power  of  the  en^ 
\  the   cross  sectional   area   of  the   i>i-t"ii   rod.      The 

cross  -e.-tie.nal  ;liv;v  ,,fth<    cylinder  is  !t-  :•  •  -~>  I 

square  ui«'h.-.     The  as --rage  of  the  two  average  |.  ji.-'tl'-  + 

H 
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::•  II.-.  IM-I-  x.jii.-nv  ini-li.  ami  hence  the  average  total 
pNMOTC  ..n  th.-  piston  in  the  direction  of  its  motion  is  254  x  3075 
=  7800  Ibs.  As  the  stroke  is2  x  15  -i-  12,  or  2'5  feet  long,  the  work 
in  one  stroke  is  7HOO  x  2J,  or  19,500  foot-pounds.  As  there  are  2xl2Q 


ScaJe  of  Ibs  per  so  inch. 
' 


A5A5 

Tola/  311  76 
Me&n  Slid 


Total. 
5054  Mean 


FlO.  80. 


strokes  per  minute,  the  answer  is  19,500  x  240  -r-  33,000,  or  142 
horse-power. 

3.  The  load  on  the  engine  having  been  kept  nearly  constant  for 
four  hours,  the  following  measurements  were  also  made,  beginning 
and  ending  with  approximately  the  same  kind  of  fire  and  the  same 
amount  of  water  and  same  pressure,  &c.,  in  the  boiler,  it  was  found 
that  2176  Ibs.  of  coal  had  been  used  during  the  four  hours,  or  544  Ibs. 
of  coal  per  hour.  Hence  the  consumption  is  3 "8  Ibs.  of  coal  per 
hour  per  indicated  horse-power. 

A  water  meter  was  employed  to  measure  the  quantity  of  feed 
water  supplied  to  the  boiler,  it  was  found  to  be  242  cubic  feet  in  the 
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hours.     Although  thf  t'.-ed  u.r  ,|  and  found   to  beat 

I  l-s    K.  \\e  may  tak«-  it  that  ii-  \\.-i^ht  i-  n.-arly  the  same  as  it'  cold 
J-:J  Ihs.  pereiil.i,-  foot,  henre  24'J  x  »!2  :*  +  4,  or  3770  Ibs.  of  strain 
supplied  to  the  engine  per  hoar  (exoepl  t'.-r  leakage),  and  ln-ne,- 
we  get  one  indicated   hor>.--|,o\v«-r  t'or  :{77<> -=-  142,  <>r  266  Ibs.  of 
steam  p.  i  hour.    It  is  to  be  noticed  that  of  steam  of  527  Ibs.  pressure 
the  consumption  by  a  perfect  condensing  engine  u-in;^  the  Rankine 
Cycl-  '2\4>  is  10'2  Ibs.  per  horse-power  hour,  so  that  our 

efficiency  Ratio  is  n»-j  :  J. ;.;  ,,r  0*38.  Also  from  the  next 
exercise  we  set  that  in  our  engine  there  is  an  expenditure  of  288 
units  (F.)  of  heat  per  minute  p.T  horse-power. 

4.  How  much  water  i-  .\apoiat. d  per  pound  of  coal,  assuming 
that  the  steam  contains  no  water  as  it  leaves  the  boiler  ? 

Answer.  6'93  Ibs. 

Note  that  1  Ib.  of  feed  water  at  118°  F.  converted  into  steam  at 
527  Ibs.  per  square  inch 
(or  284°  F.  as  may  be 
seen  by  the  table  Art. 
180)  needs  1114  -•  118 
+  805  X  284,  or  1083 
units  of  heat.1  Our  usual 
standard  of  evaporation  is 
the  conversion  of  1  Ib.  of 
water  at  212°  F.  into 
steam  at  212°  F.,  or  966 
h- at  units,  and  hence 
as  for  every  pound  of 
coal  we  have  6'93  Ibs.  of 
steam,  we  have  6'93  x  1083  -5-  966,  or  777  standard  evaporation 
pounds  of  steam. 

Draw  the  zero  line  of  pressure  0  H  Fig.  81.  Draw  the 
perpendiculars  B  Av  C  ^ndA^GH  touching  the  .  nds  of  the  diagrams. 
Make  <>  ('  \  he  same  fraction  of  C  H  that  the  clearance  space,  457  cubic 
in-  hes,  is  of  the  working  volume,  7620  cubic  inches.  Now  draw  OP 

1   1  ll>.  of  wutt-r  at  '.\'l'  Y.  raised  in  temperature  to  0°  F.  an<l  th«-n  Converted  into 
•team,  receives  0-32  units  of  heat  aa  water,  and  the  latent  heat  1114-  «•<;<»->  9,  or 

altogether 

H  =  1062  -l-  0-305  r. 

1   1  water  at  0,'  F.  converted  into  steam  at  8t°  F.  receives  the  heat 

I  m     H.      •:;«>;,  er 

These  are  Fahn-nli.  it  heat  units  suiting  Regnault's  results.     Multiph  l.y  774  to 
convert  into  foot  IH-IUI.I-.     (See  Art.  177 

H    '-' 
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so  that  we  can  measure  <mr  pivssmv  and  volume  to  scale  vertically 
from  OH  ;n\(\  liori/oiitally  from  ()  /'.  Note  that  0  H  represents  the 
volume  (7u"20  +  4:>7)  -=-1728,  or  4'073  cubic  feet. 

6.  I  have  marked  the  points  E,  Q,F,  and  J,  Fig.  82  ;  what  are  the 
true  volumes  and  pressures  at  these  points  ?  My  answers  are 
the  numbers  in  the  first  two  columns  of  this  table. 


Volume  in 
cubic  feet. 

Pressure  in 
Ib.  per  square 
inch. 

Weight  of 
steam 
present 
inlb. 

Percentage  of 
water  stuff 
which  is 
really  .steam. 

AtE    . 

1-715               44-77 

0-185 

77-8 

AtQ    .    .    . 

2-865               29-62 

0-209 

87-8 

AtF    .    .    . 

4-323               21-69 

0-235 

UK'S 

At.  I    ... 

0-5905 

13-05 

0-020 

7.  Look  up  the  volume  of  1  Ib.  of  steam  at  each  of  the  above 
pressures  and  state  the  actual  weights  of  steam  present.     Thus 
at  E,  steam  of  4477  Ibs.  per  square  inch  measures  9'28  cubic  feet 
to  the  pound ;  we  have  1715  cubic  feet,  therefore  we  have  0'185  Ibs.  of 
steam  present  at  E.     Make  out  the  rest  of  the  above  table  in  the 
same  way. 

8.  At  J  we  see  that  0'02  Ib.  of  steam  is  in  the  cylinder  before 
a«l  mission  of  fresh  steam ;  at  E  we  have  0'185  Ib.  present,  how  much 
is  indicated  as  having  entered  ? 

Answer.  OlGolb. 

9.  Find  at  E"  and  J"  of  the  right-hand  diagram,  Fig.  82,  what 
weight  of  steam  is  indicated  as  having  entered  on  that  side  of  the 
piston. 

Answer.  The  volume  at  E"  is  T97  cubic  feet  at  45'38  Ibs.  per 
square  inch  and  its  weight  is  0'2153  Ibs.-,  at  J"  '019  Ib.  of  steam  is  in 
cylinder  before  admission. 

Volume      Pressure      Weights 

AtE".    .    .    I        1-97  45-38  -2153 

At  J"  .    .    .    I       -5423  13-45  -0190 

10.  We  see  then  that  0'165  +  '196,  or  O361  Ibs.  of  steam  are  in- 
dicated per  revolution  of  the  engine;  is  not  this  0'361  x  120  x  60, 
or  2509  Ibs.  per  hour  of  indicated  steam  ? 

But  we  saw  that  3770  Ibs.  of  steam  per  hour  really  left  the  boiler, 
and  hence  1171  Ibs.  per  hour,  or31'l  per  cent,  of  all  the  steam  leaving 
the  boiler,  is  missing  or  not  indicated  just  after  cut-off. 
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11.  500  ll)s.  of  water  per  hour  i-  in-  .1-111.  «l  as  coming  from  the 

m  jacket,  ami  it  is  .-si  imated  ( no  inatt.T  h..\v  it  is  .-Miniated 
juM  now)  that  i:{0  ll»s.  of  strum  leaks  away  )MT  hour  from  joints  in 
pipes,  &c.;  this  Icuves  :{14<)  11»>.  of  water  as  entering  the  cylinder 
.•v.-rv  hour,  ami  so  we  have  (3140-  :;i  K>.  or  I7'2  percent,  of 

tin-  ste.-ini  is  condensed  either  in  tin-  cylinder  or  on  its  way  to  tin- 
oyHnder. 

Why  should  the  ryliinK-r  its.-lf  condense  so  much  steam  as  we 
find  t  hat  it  condenses  ?  This  is  now  th«  most  important  practical 
question  for  the  engine. -r. 

1-2.  \V.  have  assumed  thut  3140  Ibs.  of  water  stuff  enter  the 
cylinder  per  hour,  or  3140  +  (60  x  12o>,  or  -4:{(i  lh.  in  on.- 


tion.  A^Mine  that  this  is  equally  divided  between  the  two  sjd, •>  of 
tin-  ]ii>t,.n  as  the  average  pressures  are  nearly  equal,  so  that  -218  Ib. 
of  water  stuff  corn 'sjnnK Is  to  the  left-hand  diagram  shown  ai^ain  in 
S2.  The  steam  in  the  clearance  space  before  fresh  admission 
was  0*02  Ib.  Assume  that  there  was  no  wut.-r  juvsmt  in  tin-  clear- 
ance space.  Then  at  E,  or  Q,  or  F  the  total  amount  of  water  stuff 
present  is  0'238  Ib.  .  Question.  If  it  were  all  steam  what  would  be 
its  volumes  at  the  three  j»r  mra  -U  7 ,  and  21'69  ? 

Answer.  2,268,  3'268,  and  4 -:;M;  .  uhir  feet. 

I.      rlie  |)..ini-  /•".  f/,  and  F  \< -|.iv-. nt  th.—    t..  the  volume  scale 
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of  the  figure.  We  can  now  complete  the  table  of  Exercise  6.  We 
see  that  E'R  would  be  the  volume  of  the  water  stuff  corresponding 
to  the  point  E  if  it  were  all  steam,  but  only  the  volume  ER  is  steam, 
and  In-nee  E  R  is  to  E'R  as  the  amount  of  actual  steam  is  to  the  whole 
water  stuff  present.  Similarly  Q  T  is  to  Q"f  as  the  actual  steam  is  to 
the  whole  water  stuff  at  Q.  Similarly  F  W  is  to  F'  W  as  the  actual 
steam  to  the  whole  water  stuff  present  at  F. 

I  have  an  easy  rule  for  drawing  such  a  curve  as  E'  Q'  F'  (see 
Art.  185)  when  any  point,  say  E'  in  it  is  given.  I  will  not  give  it 
here,  but  surely  a  thoughtful  student  can  have  no  great  difficulty 
in  inventing  such  a  rule  when  he  sees  that  one  is  needed.  Hint ;  at 
any  point  Q',  the  distance  Q'c[  represents  the  volume,  and  Q  W 
represents  the  pressure  of  the  same  weight  of  steam  as  is  shown  in 
the  same  way  at  E,  Hence  (see  (9)  Art.  180) 

ES  x  E'e  ™«t&  =  QW  x  Qfq  1-°646. 

is  the  law  showing  the  relations  of  these  quantities  to  one  another. 

Does  condensation  or  evaporisation  occur  from  E  to  F  ?  Answer, 
Evaporation. 

13.  Students  may  be  interested  to  know  that  during  the  above 
four  hours'  test  the  average  power  leaving   the   crank   shaft   was 
measured  as  a  torque  of  5033  pound  feet  at  an  angular  velocity  of 
120  revolutions  per  minute,  or  754  radians  per  minute;  that  is  the 
useful   power  given  out  by  the  crank  shaft  was   5033   X  754,  or 
3,795,000   foot  pounds  per  minute,  or  3,795,000  -f-  33,000,  or  115 
horse-power. 

The  power  given  by  the  steam  to  the  piston  was  142.  The  useful 
power  is  115,  and  hence  the  efficiency  of  the  mechanism  of  the 
engine  is  0'81,  or  81  per  cent. 

14.  During   the  above  four   hours  the   average    power  leaving 
the  dynamo  machine  which  was  driven  by  the  steam  engine  was 
measured   as  a  current   of  730   amperes  at  an  electrical  pressure 
or  voltage  of  100  volts.     This  is  730  X  100,  or  73,000  watts  (called 
by  the  electrical  people  73  units  sometimes),  and  as  we  know  that 
746  watts  are  equivalent   to  1  horse-power,  the  power  electrically 
given  out  was  73,000  -f-  746,  or  98   horse-power.     The  efficiency 
of  the  shafting    and    dynamo    is   98  -j-  115,    or   '852,    or    85| 
per  cent. 

15.  During  the  test  the  electric  power  was  sent  through  wires 
to  incandescent  lamps  ;  4£  per  cent,  of  the  power  leaving  the  dynamo 
was  converted   int..  h.  at  in  the  wires,  that  is,  the  drop  in  voltage 
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From  100  to  95'5,  so  that  !»:{<;  horse-power  was  given  out  as 
heat  and  light.  When  i-l.ctric  motors  instead  of  lamps  received  tin- 
electric  power  in  some  similar  tests,  they  gave  out  85  mechanical 
horse-power  to  drive  machinery. 

1C.  A  pound  of  the  coal  when  carefully  burnt  was  found  to  give 
out  15,300  (Fahr.)  units  of  heat;  each  heat  unit  is  equivalent  to 
7  7  1  foot-pounds,  and  hence  each  pound  of  coal  means  a  supply  of 
energy  of  15,300  x  774,  or  say  12  x  106  foot  pounds.  For  each 
pound  of  coal  there  was  a  supply  of  6'93  pounds  of  water,  and  each 
1 1.  •! i in  I  of  water  had  received  1083  heat  units,  so  that  the  steam  per 
pound  of  coal  has  7505  heat  units,  or  5,809,000  foot-pounds.  One 
indicated  horse-power  for  one  hour  is  33,000  X  60,  or  1,980,000  foot 
pounds.  This  work  is  done  by  3'8  pounds  of  coal,  and  hence  the 
indicated  work  for  1  pound  of  coal  is  1,980,000  -=-  3'8,  or  521,000  foot 
potmda 

The  useful  work  transmitted  from  the  crank  shaft  per  pound  of 
coal  is  81  per  cent,  of  this,  or  422,000  foot-pounds.  The  electrical 
gy  leaving  the  dynamo  machine  per  pound  of  coal  is  85]  per 
cent,  of  this,  or  422,000  x  '852,  or  359,500  foot-pounds.  The  heat  and 
light  energy  given  out  by  the  lamps  is  95£  per  cent,  of  this,  or 
343,000  foot  pounds. 

We  may  therefore  make  some  such  statement  as  the  following : — 
The  total  energy  obtainable  from  a  pound  of  coal  is  disposed  of  in 
the  following  way : — 

5,809,000  foot-pounds  to  steam,  6,191,000  foot-pounds  wasted  in  chimney  ami  by 
radiation. 

5*21,000  foot-pounds  to  piston,  5,288,000  foot-pounds  to  condenser  and  by  con- 
duction and  radiation. 

-\--2,QQQ  foot-pounds  from  crank  shaft,  99,000  foot-pounds  wasted  in  friction  of 
engine. 

359,500  foot-pounds  to  electric  light  leads,  62,500  foot-pounds  wasted  in  shafting 

and  dynamo. 

'100  foot-pounds  given  out  as  light  and  heat  by  lamps,  16,500  foot-pounds 
wasted  in  leads. 

52.  In  the  above  table  we  note  the  great  waste  in  converting  the 
steam  energy  into  indicated  work.  Part  of  this  loss  occurs  in  the 
steam  jacket;  most  of  the  waste  will  be  accounted  for  if  we 
measure  the  heat  given  to  the  condensing  water.  Measuring  the 

number  of  ]>.. unds  of  condensing  water  used  per  hour,  and  its  rise  of 
temperatuiv.it  is  easy  to  calculate  tin-  heat  r.v.-i\,-d  by  it  fn-iu  the 
exhaust  steam.  See  Art  I  ;^ 

Students  may  !>••  interested  in  some  of  the  results  of  tour  other 
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four-hour  kesfa  made  on  the  same  engine,  without  altering  its  cut-off 
or  8]>eed,  but  with  different  steady  loads. 


Indicated 
home-power. 

Power  trans- 
mitted frniii 
crank  shaft. 
It. 

Electrical 
horse-power. 

/;'. 

Water  in  Ib. 
per  hour. 
W. 

Coal  in  Ib. 
per  hour. 
C. 

i 

190 

168 

141 

4805 

730 

142 

115 

96 

:<77n 

544 

108 

86 

69 

3080 

387 

65 

43 

29 

2155 

218 

19 

0 

— 

1220 

— 

Although  this  was  a  single  cylinder  engine,  and  therefore  not  very 
economical,  the  results  are  well  worthy  of  study,  because  there  arc 
relationships  among  the  numbers  which  are  the  same  as  those  we 
find  in  any  engine  which  is  governed,  as  this  one  was,  by  throttling 
the  steam,  or  in  some  other  way  lowering  the  initial  pressure  of  the 
steam. 

Thus  for  example  let  the  student  plot  the  values  of  W  and  P,  or 
W  and  E,  or  B  and  /  on  squared  paper.  Let  him  also  find  the  coal  or 
water  per  hour  per  indicated  or  transmitted  or  electrical  horse-power, 
and  let  him  meditate  on  his  answers.  He  is  gathering  material 
for  a  very  thorough  practical  comprehension  of  the  steam  engine. 

And  now  I  should  like  to  think  that  the  average  student  has  a 
chance  of  making  all  the  measurements  which  I  have  described.  Even 
if  only  a  small  steam  engine  is  available,  an  earnest  teacher  will  find 
that  he  can  let  students  make  tests  of  great  value  to  his  students. 

53.  At  Finsbury  it  was  a  regular  part  of  the  Session's  work 
for  two  students  to  attend  to  the  machinery  every  Wednesday,  from 
the  lighting  of  the  fire  at  7  A.M.  to  9.30  P.M.  Whatever  part  of  the 
stoker's  or  engineer's  work  they  could  be  entrusted  with,  they  did. 
They  regularly  took  all  the  measurements  necessary  for  calculating 
indicated  horse-power,  actual  horse-power  given  out  by  engine,  feed 
water,  coals,  &c.  They  made  elaborate  reports  of  all  that  was  done 
during  the  day.  Few  people  seem  to  know  how  much  roughly  cor- 
rect information  may  be  obtained  easily  from  the  study  of  an  ordinary 
working  engine,  for  I  want  it  to  be  understood  that  this  was  no 
specially  arranged  laboratory  steam  engine. 

An  exercise  of  considerable  interest  may  here  be  mentioned. 
A  batch  of  twenty  students  (who  had  already  had  the  above  kind  of 
experience)  would  have  a  day's  measurement^.  They  knew  exactly 
what  each  of  their  duties  was  beforehand  Their  watches  agreed. 
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When    anv   observation  was    made,  tin-   time   was  md    each 

student  staved  twenty  minutes  at  each  kind  <>l 'ohservat  ion,  and  then 
went  on  to  another.  \Vh-n  he  \\. -nt  to  another  job  he  found  two  or 
in.. iv  men  there  to  instruct  him  if  he  needed  instruction.  He  reduced 
all  his  own  observations.  At  any  instant  there  would  be — Two  men 
checking  tin-  speed  indicator  by  counting,  and  also  taking  tempera- 
tuiv  of  hot  well :  twn  nit-n  measuring  feed  water;  thive  men  taking 
indicator  diagrams;  two  m<-n  observing  pressure  gaug-^,  one  on 
boiler,  one  on  exhaust  in  engine  room,  one  on  vaporising  conden^T 
on  roof  of  building;  two  men  weighing  coals.  A;C.  :  two  men  observing 
actual  pow.T  gi\en  out  by  engine,  and  transmitted  through  dynamo- 
i  coupling:  two  men  measuring  electrical  horse-power  given  out 
l.y  d\naniii  machine,  which  was  the  only  thing  driven  by  the  engine 
through  a  long  shaft.  The  engine  was  run  for  four  hours  at  a  time 
under  a  steady  load. 

All  the  observations  were  entered  in  a  great  table  as  soon  as  they 
had  been  reduced.  Students  who  took  diagrams  had  to  make  sepa- 
rate reports  on  the  nature  of  the  expansion  curve,  the  missing  water, 
the  state  of  the  valve  motion,  and  many  other  things.  Such  a  field 
day  a->  this  was.  I  found,  worth  many  lectures  in  bringing  home  t«. 
students  what  actually  occurs  in  machinery.  It  is  to  be  remembered 
that  these  students  had  previously  obtained  the  calorific  power  of  the 
fiu-1 ;  some  years  they  took  samples  of  the  furnace  gases,  and  analysed 
them  in  the  chemical  laboratory;  every  year  they  tested  the  instru- 
ments used  for  measuring  feed  water,  the  transmission  dynamo- 
.  before  the  field  day. 

udent  to  go  through  this  easy  work  and  arrive  at 
the  above  results ;  take  into  account  the  impossibility  of  his  doing 
the  work  without  understanding  it.  Surely  any  one  can  see 
how  very  different  must  be  the  notions  of  a  student  after  this  kind 
of  exjH-rimenting  from  those  of  a  man  who  merely  reads  a  book  or 
listens  to  lectures.  I  atlirin  that  simple  experimental  work  of 
this  kind  i-  absolutely  necessary  for  the  elementary  student  if  he 
is  to  get  sound  notions  not  merely  concerning  steam  engines,  but 
about  energy  questions  in  general. 

5  4.  More  £j:erciges. 

17.  Try  it"  there  i>  a  law  of  expansion  ..f  the  Dimple  formpv*  = 

-.int.     At  a  point  like  Q  (Fig.  82),  Q  W represents  the  pressure, 

and  (J  <i  the  actual  volume  of  the  expanding  steam  to  some  scales. 

It'  th  !i  a  law  as  the  above,  it  is  easy  t<>r  the  student  to  prove 

that  the  actual  scales  of  measurement  are  of  no  importance.   I  there- 
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fore  inra-iiiv  tin-  distance  Q  Win  inches,  and  call  it  p,  and  I  measure 
Qq  in  incli.-s  and  call  it  r.  Measurements  like  the  following  ought 
to  be  made  at  many  points  from  E  to  F.  My  measurements  are 
made,  not  upon  the  diagram  as  engraved,  but  upon  my  own  copy  of 
this  diagram.  When  the  table  has  been  made  out  let  the  student 
take  the  common  logarithms  of  all  the  measurements. 


p 

V 

log.  p. 

log.  r. 

4-46 

3-34 

•6493 

•5237 

4-11 

3-73       6138 

•5717 

3-78 

4-12      -5775 

•6149 

3-44 

4-6      •:>:«;<; 

•6628 

3-19 

5-08       -5038 

•7059 

2-96 

5-58       -47  13       "7466 

2-67 

6-3       -4265      -7993 

He  will  now  plot  '6493  and  '5237  as  the  co-ordinates  of  a  point 
on  squared  paper,  and  get  a  point  for  each  pair  of  numbers.  It  is 
evident  that  if  there  is  such  a  law  as 

pit  =  const.,  or  log.  p  +  k  log.  v  =  C 

then  the  plotted  points  must  lie  in  a  straight  line,  and  so  the  test  is 
quite  easy.  In  the  present  case  I  find  that  a  straight  line  seems  to 
lie  evenly  among  the  points.  We  may  reasonably  say  therefore  that 
the  law  is  true.  Assuming  it  to  be  true  I  see  from  my  own  squared 
paper  that  if  log.  p  were  0'65,  log.  v  would  be  '525, 

so  that  -65  +  '525  k  =  C    .     .     .     .     (1) 
again  if  log.  p  were  0'4,  log.  v  would  be  0'833, 

or  -40  +  -833  k  =  C (2) 

Subtracting  (1)  from  (2)  we  find  -  0'25  +  '308  k  =  0,  or 
k  =  0'81,  and  so  the  law  of  expansion  is  very  satisfactorily  shown 
to  be 

p  v  o.8i  _  constant 

55.  In  the  next  Exercise  we  are  going  to  study  what  goes  on  in 
the  water  and  steam  in  the  cylinder  during  the  expansion  from  E  to  F 
(Fig.  82).  It  is  assumed  that  at  every  point  such  as  Q,  we  know 
that  there  is  the  volume  Qq  of  steam,  and  Q  Q'  represents  the  extra 
volume  that  there  would  be  of  steam  if  the  water  were  all  steam. 
We  shall  consider  what  would  take  place  if  the  whole  amount  were 
1  Ib.  (we  know  that  we  have  only  '209  Ib.  -f-  '878,  or  0*238  Ib.  present, 
or  0-209  Ib.  of  steam  and  0'029  Ib.  of  water).  We  assume  that  all 
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tin- -i.-uiii  and  water  is  at  the  same  temperature,  and  a  >tud.-nt 
must  decide  for  himself  what  value  he  may  plan  upon  r-Milts  based 
..11  this  assumption,  \vhirli  inly  wroiii;,  l>ut  which  seems  to  be 

the  only  one  on  which  we  can  base  calculations. 

Assuming  (a-  is  usual,  but  in  my  opinion,  wrong)  that  th.  i 
no  water  present  at  the  beginning  of  the  admission,  we  see 
that,  during  admission  tlu-iv  i>  ()'2'2'2  ll)s.  of  steam  condensed;  we 
may  take  it  that  the  latent  heat  of  this  condensed  steam  is  given 
up  to  the  cylinder  during  the  admission,  but  at  what  rate  this  is 
done  at  every  instant  of  the  adinis>i..n  we  do  not  know,  although 
we  may  speculate  about  it.  Again,  during  the  release  the  stuff"  is 
partly  in  tin-  cylinder  and  partly  in  the  cond«  n>.-r :  in  the  condenser, 
_;•  rapidly  given  out  by  the  condensing  steam  ;  in  the 
cylinder  whatever  water  remains  is  probably  boiling  away,  receiving 
heat  from  the  metal  of  the  cylinder.  It  seems  when  we  consider  tin 
«  \ajM>ration  going  on  from  E  to  .F(Fig.  82),  that  there  is  no  great 
likelihood  of  much  water  being  present  during  the  exhaust. 

Use  of  MacFarlane  Grays  Diagram. 

EXERCISE  18.     Let  Fig.  83  be  a  t$  diagram  (see  Art.  203). 

Points  on  the  curve  A  B  are  plotted  to  the  figures  headed  <£„ 
in  the  table,  Art.  180.  Points  on  the  curve  CD  are  plotted  to  the 
figures  headed  <f>,  in  the  same  table. 

The  curve  EQFou  the  ty  diagram,  Fig.  83,  corresponds  with  the 
curve  EQFon  the  indicator  diagram,  Fig.  82.  It  is  drawn  in  the 
following  way.  To  find  the  point  Q.  Find  the  temperature  corre- 
sponding to  the  pressure  at  Q  and  draw  qQ'  to  correspond  ;  divide 
q  Q"  in  Q,  Fig.  83,  in  the  same  proportion  as  that  in  which  Q  divid.  - 
the  distance  q  Q',  Fig.  82.  Find  the  other  points  in  the  curve  E  Q  F 
in  the  same  way. 

The  tj>  diagram  tells  us 

1.  It  the  expansion  from  E  had  been  adiabatic  q  ty  :  (fty  in  the 
t<f>  diagram  would  have  been  the  ratio  of  the  amounts  of  steam  and 
water  present  at  Q.  Hence,  in  the  indicator  diagram  make  qP'.qQ', 
as  q  Q" :  q  $  in  the  ty  diagram,  and  so  get  the  curve  EQf'F',  Fit; 
This  is  what  th.-  real  adiabatic  expansion  indicator  diagram  curve 
from  /;  \\-ould  be  when  we  deal  with  the  proportion  of  steam  and 
water  which  we  know  to  be  present  at  /. 

_    The  line  0<f>,  Fig.  83,   is   really  supposed    to   be  drawn  at 

—  461°  F.,  or  —  274°  C.,  so  the  student   must    imagine  the  dotted 

in  the  diagram  to  be  very  much   longer  than  they  are  shown. 

Indeed,  on  the  temperature   scale  the  point  U  marked   —  461°  F. 
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ought  really  to  be  looked  upon  as  a  zero  of  temperature,  and  instead 
of  200°  F.  we  ought  to  read  the  absolute  temperature  661.  On  the 
complete  diagram,  areas  measured  right  down  to  the  line  0  $  represent 
heat  received. 

Thus  each  pound  of  water  stuff  from  E  to  Q  receives  heat  from 
the  metal  of  the  cylinder  of  an  amount  represented  by  the  area 
EL  MQE,  and  the  total  amount  of  heat  received  during  expansion 
from  E  to  F  is  the  area  EL  N F  Q  E.  The  scale  to  which  heat  is  re- 
presented is  always  easy  to  find  because  the  rectangular  area  e  m  nE'e 
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represents  to  scale  the  latent  heat  of  a  pound  of  steam,  which  has 
the  pressure  shown  by  E  on  the  indicator  diagram. 

Suppose  it  happened  that  the  curve  ^^^when  constructed  turned 
out  to  be  like  the  dotted  curve  Eds,  note  what  it  means.  At  the 
beginning  of  the  expansion  from  E  to  d  heat  is  being  given  to  the 
metal  of  the  cylinder  by  the  water  stuff.,  From  d  to  s  heat  is  being 
received  by  the  water  stuff  from  the  metal  of  the  cylinder.  Such 
curves  carefully  studied  show  us  how  heat  is  exchanged  between 
metal  of  cylinder  and  the  water  stuff.  Students  must  work  many 
exercises  in  this  way  in  spite  of  the  fact  that  we  cannot  prove  that 
there  is  no  water  present  before  admission. 

56.  My  students  sometimes  draw  the  complete  ttf>  diagram  cor- 
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responding  to  our  iinlifatur  iliav;rani.  The  assumption  throughout 
i>  that  a  pound  of  iwUer-8tean<  i-  present  in  a  vessel  of  changing 
volume,  and  tlu-  amount  of  it  in  the  state  of  water  is  exactly  known 
•h  point.  The  volume  of  th«-  water  is  neglect. •<!.  Jf  the  in- 
dicator diagram  were  really  correct,  and  if  we  could  be  sure  that  the 
temperature  is  always  th«-  >ann-  in  any  part  of  the  water  ami  .-team, 
such  a  diagram  might  be  very  interest  ing.  1  am  >orr\  to  think  that 


Kin.  84.— DIAGRAM  or  FORCE  AT  CROW  HEAD. 

some  philosophers  are  apt  to  forget  that  this  consideration  renders 
most  of  their  speculations  useless.  But  the  much  more  important 
MBamptioa  that  we  do  actually  know  how  much  water  is  present  at 
any  jtoint  is  really  untenable. 

57.  KXERCISK  19.  In  many  of  the  above  exercises  upon  our  indicator  diagrams 

we  have  gone  on  the  assumption  that  all  the  stuff  HIM.!.-  the  cylinder  is  at  the 

same  temperature.     Tliis   is,   of  course,   untrue,    like  many  <>tlitr  a»umptions 

which  we  make  in  "in-  desire  to  calculate  something  ;  but  reasoning  on  even 

_•  assumption*  may  i-m-  ri-e  to  useful  suggestions.     It   is  a  more  absurd 

assumption  still  that  the  material  of  the  cylinder  is  non-con, In,  tm-.  and   \«t 

iiiriirme    -ome  writer  in  .1  nun  .-oniluetini;  cylin.ler  to  represent  the  metal 

real   cylinder   which    is    heated  and    co.,l.,|.    .jltliouu'h    fhe    assumption    is 

wrong,  it  leads  to  HUggestions  that  may  l>c  of  use. 

ML;  the  num>H>rs  u'ivn  us  by  the  alx»ve  •li.iL.'r.im,  and  assumin 
have  no  knowli  ,!_'••  .,f   tii.-  .i.-tn.il  amount  n resent,  I   have  worked  out 

(Art.  'JH'))  wliat  must   have  In-en  the  amount  of  wat- 
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,U.,  ih.  -.mi.  unit  •  ••  ni'lr  n-.-<l  .lurinj,'  ailniission.  In  fn<:t,  tlie  shape  of  a  -mull 
port  I->M  "t  '  I"1  rxp.msion  curve  ti-lK  11*  (lie  value  of  these  things  if  the  cylinder 
i-  linn  I'ondiK'tin^. 

58.  KM:K<  I-K  -J<i.  Following  the  method  of  Art.  50,  make  a  diagram 
-liuwing  for  every  point  of  the  stroke  the  force  (divided  by  the  piston  area  for 
convenience)  acting  on  the  cross  head  end  of  the  connecting  rod,  if  the 
weight  of  piston,  piston  rod  and  crosshead  is  450  Ibs.  ,  and  if  the  connecting 
rod  is  6|  feet  long. 

First  let  us  find  the  forces  which  the  cross  head  must  exert  to  maintain  the 
motion  of  these  parts,  if  there  was  no  steam  pressure  on  either  side  of  the  piston 
and  if  the  crank  shaft  were  driven  by  an  outside  agent. 

The  crank  pin  velocity  is  v  =  2w  x  1J  x  2  =  15'71  ft.  per  second.  The 
accelerations  at  the  ends  of  the  stroke  are,  numerically  — 

T-  ±  7)  or  15>712  (TSS  ±  ra)  =  236'8  and  157'9- 

450 
The  moving  mass  is  5^.5-  in  engineers'  units,  or  14.     Hence  the  forces  at  the 

* 


ends  of  the  stroke  are  3315  and  2211  Ibs.     Reducing  these  to  the  scale  of  pounds 
per  square  inch  on  piston  we  have  13  and  8'7. 

We  see  by  Art.  339  that  when  the  crank  is  at  90°  with  the  line  of  centres,  the 
piston  is  0'125  feet  to  the  riyht  of  its  mid  stroke,  and  its  acceleration  is  39  '5, 

39  '5x14 
giving  to  the  scale  of  pressure  a  force  of  —  ^rr  -  '  or  2-18  Ibs.  per  square  inch. 

The  engine  is  horizontal,  so  that  the  mere  weights  of  the  parts  (neglecting 
the  connecting  rod)  do  not  enter  into  the  calculation.  I  have  made  C  A  repre- 
sent 13  Ibs.  per  square  inch,  H  E  8'7,  and  I  found  the  point  B  0'125  feet  to  the 
right  of  the  mid  stroke,  and  made  B  D  represent  2'18  Ibs.  per  square  inch.  I 
drew  the  curve  A  D  E  through  the  three  points,  and  take  its  vertical  distance 
anywhere  from  C  If  to  represent  the  force  which  at  the  crosshead  would  give  to 
the  moving  mass  the  acceleration  which  it  possesses.  To  the  same  scale  it  is 
now  evident  that  the  total  force  from  left,  to  riyht  (that  is  towards  the  crank 
shaft)  on  the  crosshead  is  shown  by  distances  of  points  on  the  diagram 
CFPGIJT  LC  above  C  H.  To  find  such  a  point  as  P  I  take  the  distance  S  R 
(from  S  on  one  diagram  to  the  back  pressure  point  R  on  the  other  diagram), 
subtract  from  it  X  Z,  and  let  X  P  represent  the  answer.  This  is  very  easy  to 
do  with  the  edge  of  a  strip  of  paper  ;  it  is  easier  to  do  than  to  describe.  Again, 
make  Z  T  =  Q  K,  and  we  find  T. 

In  Art.  65  I  have  shown  the  nature  of  this  diagram  for  a  single  acting 
engine. 

59.  KxKiicisE  21.  The  weight  of  the  connecting  rod  of  our  engine  is 
276  Ibs.,  its  centre  of  gravity  is  40  inches  from  the  crosshead  and  35  inches  from 
the  crank  pin  ;  imagine  that  its  mass  is  distributed  in  the  following  way  —  f  fth  of 
it,  or  128  '8  Ibs.,  at  the  crosshead  ;  }gth  of  it,  or  147  '2  Ibs.,  at  the  crank  pin.  It 
can  be  proved  (see  Chap.  XXIX)  that  if  we  replace  the  real  connecting 
rod  by  two  masses  like  these  at  its  ends,  some  exceedingly  tedious  and  difficult 
problems  on  balancing,  &c.,  may  be  solved  quite  quickly,  and  the  error  is  small. 
Note  that  the  centrifugal  force  of  the  part  on  the  crank  pin  is  always  radial, 
and  when  we  are  calculating  turning  moment  on  the  crank  it  may  be  neglected. 
In  the  present  case  use  this  method  to  find  the  turning  moment  on  the  crank 
shaft. 

A  »•"'••  r.   Tin-  old  diagram  (Fig.  84)  A  I>  E  HC  of  forces,  due  to  acceleration, 

must   have   its  ordinates   increased   in   the    proportion   of   -  .     This 
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..ml. in- 1    with   ill--  <>l  m'like 

('/•'/''  '  '«•'  the  force  Uhe  diagram  onliiiate  multiplied 

1>V  the  area  ot    tin-  piston)   l«-  called    /'   pound-,  III  tin-   |Misitl<>n   -hown   III    Fig.  86, 

AO\x:\i\ji  tli<-  In!  ••••«,  and  Oil  i  1m.-  .it  ri-ht  angles  In  A  0.  It  is  easy 

to  show  that  the  turning  moment  on  tin-  «  r.uik  shaft  due  toF.il  /'  OH  if 
we  neglect  the  \\  be  rod  and  friction.  It  is  therefore  necessary  for  the 

student  to  tlrnw  Mich  a  tiuure  for  many  points  in  the  ]n-t"ti  stroke,  ami  to 
multiply  each  value  of  /'  in  pound-  l.y  each  distance,  such  as  OH  in  actual  feet. 
A.  II  to  make  a  diagram  in  which  the  abscissae  represent  angles  passed 
through  Ity  tin-  crank. 

If  tin-  .rank  .-haft  i;ise-  out  jx-wer  uniformly  during  tin-  revolution,  the 
<>f  this  diagram  il-  rage  height  represents  the  acccli -rai  n>n  of 

its  velocity  to  s< -..  useless  to  pursue  the-  matter  further,  \\ln-n  the  con- 

nection of  tlu-  .-haft  with  di  iv.-n  machinery  is  by  belting  or  elastic  mechani-in. 

6O.  KM  i.'  ;-:  --'  Tli'-  engine  is  on  the  same  shaft  as  the  armature  of  a 
dynamo  machine  ;  the  whole  mass  moved  is  like  a  ily-wheel,  weighing  3  tons, 
with  an  average  radius  of  5  feet.  What  in  its  fluctuation  of  speed? 

AnJHcer.  The  mass  of  the  wheel  is  3  x  2240  H- •'*--'  -'"''  It-  moment 
of  inertia  is  this  mult iplie  1  l>\  .V,  or  it  is  /  =  ~r2-2~>  in  engineers'  unit-.  Kach 
of  the  excess  moments  in  the  diagram,  divided  by  /,  gives  the  Acceleration.  I 
know  that  the  -peed  is  very  nearly  uniform,  and  it  will  save  trouble  and  prodin-e 
almost  no  error  to  assume  that  equal  angles  passed  through  by  the  crank  repre- 
sent equal  time-.  Hence  the  area  of  the  acceleration  diagram  from  9  =  0 
represents  the  gain  of  velocity.  The  graphical  method  of  proceeding  is  easily 
understood  ;  the  tabular  method  described  in  my  Apjtlied  Mechanics  ought  also 
sometimes  to  be  employed. 
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It  will  lie  seen  that  I  have  not  divided  all  the  values  of  E  by  /  to  get 
angular  acceleration ;  again,  instead  of  tottinu  up  I  acceleration  x  S/,  the  gain 

in  radians  per  second,  I  have  totted  up  /  £•<!  9,  taking  8  8  in  degrees,  as  it 

saves  unnecessary  labour.     This  represents  the  gain  of  angular  velocity  to  some 
scale;   I  want  it  in  revolutions  JM  ,   minute.     Now  the  gain  in  revolutions  per 

minute   is   evidently^      /     '  >tt  if   /    i-  in  |     |    - /7i  '"•       As   t   is    in 
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»//        iinif  »t 'a  rrvi.ltition  in  seconds         ,.   .       , 

=  —      — ,  sufficiently  nearly  constant  for  our 

ff  v  oOU 

purposes  ;  this  is-'*  <>i  NVe  have  therefore  to  multiply  the   numbers  in 

300       JW 

column  (4 1  l>\     '       '/,  which  is  2'58  x  10~6,  to   get  the  numbers  in  the  fifth 
tiir/    f/8 

column. 

1-1.  •_'.'{.  State  the    maxinmm   and   minimum   and    average    turning 
IIIOIIH  ui-  on  the  crank  shaft. 

Of  course  as  we  have  neglected  friction,  the  actual  turning  moments  are  less 
than  these.  In  fact,  Exercise  13  tells  us  that  they  are  81  per  cent,  of  these. 

61.  K.XKKC1SK24.  For  eight  positions  of  the  crank  show  to  scale  (1)  the 
actual  force  on  the  crankpin,  (2)  that  component  of  it  which  acts  at  right 
angles  to  the  crank,  (3)  that  component  of  it  which  acts  radially. 

(2)  Is  already  drawn  to  scale,  for  it  is  the  turning  moment  on  the  crank 
shaft  in  pound  feet  divided  by  I "25  feet,  the  length  of  the  crank.  Let  US 
drawn  at  right  angles  to  the  crank  O  B,  represent  it,  make  the  connecting  rod 
(produced  as  shown)  direction  BR  be  the  diagonal  of  the  rectangle  BSRQ,  then 
/.'  V  i-  the  component  towards  0  of  the  push  of  the  connecting  rod  on  the  pin. 
But  we  have  also  the  centrifugal  force  (only  to  be  calculated  once)  of  147 '2  Ibs., 

147 '2 
this  is  r  (4»)*,  or  903  Ibs.,  and  Q  W  represents  it  in  amount  and  direction, 

IB  « 

hence  B  W  represents  (3),  and  completing  the  rectangle  B  W  TS,  BT  repre- 
sents (1). 

62.  I  have  now  described  some  of  the  exercises  which  I  usually 
ask  a  student  to  work  for  me.  After  such  a  course  of  study  he  may 
feel  that  he  really  has  thought  a  little  about  the  steam  engine.  I 
know  a  great  deal  about  the  average  student ;  he  has  read  books 
and  looked  at  the  figures  in  the  books,  and  he  has  heard  descrip- 
tions of  how  calculations  are  made  ;  he  has  that  sort  of  knowledge 
of  his  subject  which  is  possessed  by  a  newspaper  writer. 

How  often  must  we  say  these  things  before  teachers  and  students 
get  to  believe  us.  When  I  was  very  young  I  used  to  think  that  the 
views  I  imbibed  from  magazine  articles  were  my  own,  although  they 
changed  with  the  moon.  After  a  popular  lecture  I  thought  I  knew 
a  subject  nearly  as  well  as  the  lecturer.  No  man  learns  to  think  by 
mere  reading  or  listening  to  lectures ;  he  only  learns  priggishness, 
and  his  method  of  study  is  exactly  like  Mark  Twain's  telescopic 
method  of  climbing  Mont  Blanc.  It  is  very  weak  in  me  to  publish 
in  this  book  such  figures  as  Fig.  83.  A  student  ought  not  to  see 
any  such  figure  unless  he  has  drawn  it  himself,  and  then  his  know- 
ledge would  have  the  exquisite  flavour  given  by  discovery. 

63.  There  are  fifty  other  useful  exercises  which  might  lie  described.  For 
advanced  students  I  may  suggest  the  following. 

KXKKI  I-K  -J.Y  The  indicator  diagram  (Fig.  82)  gives  the  pressure  of  the  steam 
for  every  position  of  the  piston.  By  means  of  the  table  (Art.  180)  write  out  the 


TIN-:    INMCAToK 


113 


temperature*  of  the  steam.     Find  the  angle  made  by  the  crank  with  it*  dead 
point  for  each  of  these  positions,  and  draw  a  curve  showing  temperature  of  the 

ii. in. 1  -I.L-  of  our  |>i-ii'ii  for  every  position  of  the  crank. 

This  curve  i>  :  in  itst-li".      Hut  now  let   the  student  take  the  values 

iity-four  or  tliu  im.ic  ei|iiidi*tant    ordinates,  and   oy  any  of  the 

\\.-ll-kno\vn  ii  ii  -t  hods  express  the  temperature  as  a  function  of  the  time  in  Fourier 

series  (.ice  Art.  31t>).     They  will  give  greater  interest  to  the  .  ..n-i.l.-i  uions  of 

KM.KI  I^K  •_»»•.      In   a   position    AR   (Fig.   H."i),   if  the   connectm-    rod    IK   at 
right  uncles  to  the  crunk,  the  push  in  it  is  great,  and  the  centrifugal  force  upon 


FIG.  85. 

it  is  great,  and  presumably  this  is  its  position  of  greatest  weakness  ;  consider 
now  its  strength. 

It  will  be  noticed  that  in  a  horizontal  engine  the  figure  shown  the  best 
direction  of  motion,  because  the  weight  of  the  rod  opposes  centrifugal  force  when 
the  rod  is  a  strut.  In  an  engine  which  must  work  at  full  power  in  either 
:on  of  rotation,  the  weight  of  the  rod  ought  to  be  considered  as  well  as  the 
centrifugal  force.  In  vertical  engines  the  weight  of  the  rod  may  be  neglected. 
This  exercise  is  one  that  ought  to  be  worked  out  on  the  principle  described  in 
books  on  applied  mechanics. 

K\KI:I  \<r.  JT.  At  any  instant  what  are  the  stresses  in  every  part  of  the 
frame  of  the  engine  ':  If  the  engine  runs  at  very  high  speed  we  must  take  elastic 


Fie,.  8«.t 

vibratory  effect*  into  account  ;  but  at  speeds  up  to  400  revolutions  per  minute 
in  sin  h  engines  as  are  in  the  market,  we  may  neglect  such  effect*. 

The  indicator  diagi  the  forces  on  the  cylinder  to  be  calculated, 

the  above  diagrams  enable  all  the  other  loads  on  the  frame  to  be  calculated.  It 
is  usual  to  consider  these  at  only  one  or  t\io  |K.~iti..n-,  when  their  effects  are 
lik.K  to  have  the  greatest  stress-producing  effects.  The  calculation  1«  longs  to 
that  part  of  applied  mechanics  which  is  called  machine  design,  and  no  general 
rules  may  be  given  concerning  it.  The  frame*  of  modern  engines  differ  from 
•  1'i-T  engines  greatly  in  the  regard  paid  to  considerations  of  this  nature,  l>ut 
also  greatly  to  ease  of  manufacture  and  titling. 

1 
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64.  KXERCISE  28.  At  any  instant  find  the  forces  with  which  the  frame  of 
the  engine  act*  upon  its  supports.     Neglecting  all  the  steam  pressures  the  general 
principle  is  this — 

If  in  it  any  small  portion  of  the  engine  which  is  moving,  and  it  has  an 
acceleration  in  a  direction  which  I  shall  call  x  of  the  amount  x,  then  mx  is  to 
be  regarded  as  a  force  in  the  direction  x.  If  the  resultant  of  all  such  forces  be 
found,  this  is  the  resultant  of  all  the  forces  acting  on  the  ground  or  other  sup- 
port. The  general  theory  is  given  in  Chap.  XXIX.  A  triple  expansion  engine 
has  often  two  low-pressure  cylinders,  and  in  this  and  in  quadruple  expansion 
engines  there  is  always  a  good  opportunity  of  effecting  a  partial  balance  by 
properly  spacing  the  cranks  and  adding  to  the  masses  of  the  smaller  pistons, 
small  models  being  relied  upon  rather  than  calculation. 

65.  Single- Acting  Engine.     In  Art.  58  we  found  the  diagram  showing  the 
force  acting  towards  the  crank  at  the  crosshead  of  our  double-acting  engine. 
The  most  important  reason  for  using  single-acting  engines  is  that  this  force  may 
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be  always  in  one  direction,  so  that  "  knocking"  is  not  possible.  This  is  illus- 
trated in  Fig.  87,  where  we  have  JJt  E  L  M  FJ,  the  diagram.  In  this  case  A  A 
is  the  atmospheric  line,  and  the  other  side  of  the  piston  is  exposed  to  atmospheric 
pressure  always  ;  hence  the  force  due  to  the  steam  itself  is  EH  in  the  forward 
and  F  H  in  the  back  stroke,  alwa}'s  in  the  same  direction.  Let  us  suppose  the 
cylinder  vertically  above  the  crank  and  the  steam  as  acting  on  the  upper  side  of 
the  piston.  Let  all  forces  be  reckoned  per  square  inch  of  piston.  Let  A  O 
represent  the  weights  of  piston,  piston  rod  and  crosshead.  In  most  ordinary 
engines  A  O  represents  from  2  to  6  Ibs.  per  square  inch  of  piston.  Let  O  B  CD  O 
be  the  acceleration  force  diagram,  which  must  be  mibtracted  from  the  downward 
forces.  We  thus  see  that  EG  and  FG  are  the  downward  forces  at  the  cross- 
head,  and  they  do  not  change  sign. 

But  if  the  speeds  were  greater,  so  that  BCD  were  to  cut  J  F  M,  we  should 
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be  compelled  to  give  more  cushioning.     \Vh.-n  the  speeds  are  much  great 

prolong  •!..•  piston  rod  and  Irt  tin-  cushioning  effect  of  .m  I.,  hmd  an  auxiliary 
•  iippleiiii-Mt  tin-  ordinary  < -u-hiomng  effect  of  the  steam.  It  is  well 
worth  while  f"-i-  a  student  to  work  out  an  example  in  whieh  ()  li  is  three  times 
M  great  as  what  is  -h..un,  noting  •  \.i.  :l\  how  much  air  cushioning  effect  i* 
necessary  to  prevent  n-viT-.il  of  • 

If  we  ilesire  alao  to  prevent  knocking  at  (In-  <  rank  pin,  we  take  care  that  a 
proper  proportion  of  the  mass  of  the  connecting  roil  is  supposed  to  exist  at  the 
croashead,  thus  increasing  tin-  ordinates  of  tin-  li  CD  diagram,  calling  the  result 
a  crank  pin  diagram.  All  knocking  may  then  be  prerented  in  a  single 
engine,  hut  this  is  iin|x>s-ihU-  in  .loul.h-  acting  engines  ;  which  are  never,  tln-n- 
fore,  run  at  a  high  -p.-.-d  ;  l«ut  in  double  i  nes  we  can  often  utilise  the 

inert ia  forces  to  ulti-r  tin-  jMiint  in  the  <  rank  pin  path  at  whk-h  the  knock  occurs, 
so  that  it  shall  not  produce  such  serious  effects.     It    will   h*.-  noti<e-l  that  in  all 
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cases  the  inertia  effects  tend  to  equalise  the  turning  moments  on  the  crank 
shaft,  but  I  am  notilisposed  to  think  this  a  very  important  mat 

66.  KsjxiHnon  Engine*.  —  It  is  a  good   exercise    fora 

beginner  to  take  a  particular  case,  say  that  the  cut  off  is  at  two-fifths  of  the 
in  each  cylinder;  to  assume  volumes  for  the  spaces  which  receive  t In- 
steam  exhai  :  one  an<l  inlmitteil  to  the  next  :  f"i    e;n-h   |x -sit ion  of  tin- 
crank,  to  note  what  the  steam  in  each  cylinder  i-  .l.-m.:.  and  to  .haw  the  h\|Mi 
r  diagrams  on  the  assumption    that    /<»•   remain*  constant,      i 
need  n                    nnples  of  the  an-wt-  a-  tin  v  an-  very  easily  arrive*  1  at. 

v>  rcises  aa these  areeaxilv  worked  out.  Ina  eom|Miun<l  •  Ming 

off  at  half  stroke  in  l*.th  .vlmdtt*:  pr..\e  tl-,at  l>y  rutting  off  earlier  in  the 
stroke  in  the  low  pressure  cylinder,  more  work  is  .lone  in  this  ,  \linder  and  lest 
in  the  high  pressure  cylinder;  aim  it  tends  to  remove  tin-  "drop"  of  pressure 
in  the  high  pressure  cylinder  at  release  (abccncA  of  "  drop  "  is  not  desirable). 

I    'I 
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Tin-  actual  diagrams  from  each  cylinder  may  be  treated  separately,  as  in 
Art-.  .">  1 -."><>,  and  this  is  the  best  way,  because  in  the  expansion  part  which  is 
what  is  most  to  be  studied,  we  really  deal  with  different  quantities  of  steam  in 
the  three  cylinders,  the  steam  in  each  clearance  space  being  different  in  each 
For  some  purposes,  however,  it  is  thought  well  to  show  them  all  on  one  dia- 
gram, to  the  same  scale  of  pressure  and  volume.  Now  the  total  volume  of  water 
steam  being  known  for  each,  it  is  easy  to  make  them  equal  to  scale. 

Figs.  88  and  89  are  examples  of  diagrams  which  have  been  so  reduced  ;  they 


are  copied  from  a  paper  by  Prof.  Osborne  Reynolds.  Fig.  88  when  there  was 
no  steam  in  the  jackets  ;'  Fig.  89  when  all  the  jackets  had  steam  of  190 Ibs.  from 
the  boiler.  The  shaded  parts  represent  condensed  steam. 

As  in  Art.  51  the  saturation  curve  is  drawn  on  the  assumption  that  there 
is  no  water  present  in  the  c}rlinder  at  the  end  of  the  exhaust.  If  we  once  allow 
that  there  may  be  water  present,  all  our  calculations  are  comparatively  useless. 
I  believe  that  there  is  almost  always  some  water  present,  an  unknown  amount. 


1  Great  care  seems  to  be  taken  in  existing  triple  cylinder  engines  to  keep  the 
jacket  pressure  of  the  I.  and  L.P.  cylinders  low;  the  steam  entering  by  reducing 
valves  and  there  being  relief  safety  valves.  It  is  interesting  to  see  so  much  trouble 
taken  to  produce  evil  effects. 
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CHAPTER   VI. 

THE   RECIPROCATING 
MOTION. 

67.  ALTHOUGH 
the  student  is  already 
supposed  to  know  the 
motion  of  a  slider 
driving  or  driven  by 
a  crank  by  means  of 
a  connecting  rod,  we 
shall  here  study  the 
mechanism  a  little. 

In  the  study  of  all 
kinds  of  link  work 
mechanism,  I  think 
that  much  is  to  be 
gained  by  making 
simple  models  of 
laths  fastened  by 
pins.  I  now  suppose 
the  student  to  have 
made  such  a  model. 
Figs.  91  and  101  show 
the  kind  of  model,  a 
somewhat  more  elabo- 
rate model  than  per- 
haps the  student  may 
make  fur  himself.  The 
and  A  of  the  connect- 
ing rod  A  B  is  guid.-d 
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t->  move  in  the  straight  line  direction  D  A  ;  the  motion  of  A  repre- 
sents the  motion  of  any  point  in  the  crosshead  or  piston  or  piston 
rod.  The  other  end  B  of  the  connecting  rod  moves  in  a  circular 
path,  whose  radius  is  the  length  of  the  crank.  The  student  will 
Hiul  that  th«-  straight  A,  and  the  circular  scale  G F,  enable 

the  relative  portions  of  A  and  DC  to  be  studied.  The  following 
problems  ought  to  be  worked  in  other  ways,  and  the  answers  tested 
by  means  of  the  model. 

n-  -\  i  1 1- -»t  method  of  study  is  by  skeleton  drawing. 

M.  —  When  any  position  of  th<>  crank  is  given  us,  to  find 
the  position  of  the  piston,  or  vice  vcrsd.  Notice  that  any  point  in 
the  piston  or  piston  rod  or  crosshead  has  exactly  the  same  motion, 
the  whole  muss  having  a  motion  of  men-  translation.  Let  A,  Fig.  92, 
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be  the  centre  of  the  crosshead,  B  the  centre  of  the  crank  pin.  0  B  is 
the  crank,  0  being  the  centre  of  the  crank  shaft.  Let  0  B  be  drawn 
in  any  position,  that  is,  making  any  angle  such  as  AOB  with 
the  centre  line  of  the  engine.  Set  off  the  distance  B  A  equal  to  the 
connecting  rod  and  we  have  the  proper  position  of  A. 

It  /•'[  and  B*  are  the  dead  points  of  the  crank  pin,  let  B^A^  and 

B^At  be  ea<-h  .-.jiial  to  the  length  of  the  connecting  rod,  and  these 

are  evidently  the  ends  of  the  stroke  of  A.     The  distance  of  A  from 

nd  <>t'  it"  stroke  is  evidently  the  same  as  the  distance  of  any 

"ii  the  piston  or  piston  rod  from  the  end  of  its  stroke. 

It  we  want  to  find  As  position  pretty  often  we  need  not  always 
make  the  above  straggling  drawing.  Once  for  all,  cut  a  template 
out  of  /inc  plate  or  thin  sycamore  of  tin-  -hap.  -h«.\vn  in  Fig.  93. 
The  i-dije  <'  I)  \-  straight.  The  edge  E  l>  i-  an  arc  of  a  circle  drawn  to 
a  radius  equal  to  the  length  of  the  connecting  rod,  coming  down 

'  at  right  angles  to  C  D.  The  edge  C  E  is  of  any  shape  we 
please. 
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Now,  if  this  is  used  as  a  set  square  is  used,  the  edge  G  D  fitting 
along  the  diameter  or  line  of  centres  Al  0  Az,  and  if  we  use  it  to 
project  from  any  position  B  of  the  crank  pin  down  to  A,  as  shown  in 

ths  figure,  then  A  will  represent 
the  position  of  the  piston  in  its 
stroke,  the  ends  of  the  stroke 
being  represented  by  Al  and  Az, 
Al  being  the  end  most  remote 
from  the  crank.  The  student 
ought  to  practise  this  method  in 
working  exercises. 

Note. — The  student  will  see 
that  instead  of  using  a  tem- 
plate (I  much  prefer  the  tem- 
plate because  it  keeps  facts 
before  us  well)  we  may  draw 

once  for  all  the  arc  EOF,  Fig.  94,  with  a  radius  equal  to  the  length 
of  the  connecting  rod. 

When  the  crank  is  in  the  position  0  B,  draw  B  D  parallel  to  the 
line  of  centres  A1OA.2,  and  the  length  of  ED  is  the  distance  of 
the  piston  from  the  middle  of  the  stroke. 

68.  EXERCISE.  Either  by  skeleton  drawing  method  or  the  use  of 
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the  template  (the  latter  preferred),  the  crank  being  one  foot  long, 
Find  the  distance  of  the  piston  from  Al  and  from  Ay 
1.  When  the  connecting  rod  is  5  feet  long;  if  Ar  OJ3=3Q° 

~  o  O  ^ 
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H  J  J,    I  «92,  AlAt  =  0-108  or 


r.-i 


I       •/•«.   AiA  = 

Note  that  A1AZ  is  less  than  AVA. 

K\i :i:.  DH  8,    l-'or  angles  A^O B  =  Q,  15°,  30°,  45°,  &c.,  find  the 

<li>tunn^  J,  A  ami  .1  ^ 

Kim  I  \\hat  th.-M-  \\onM  he  it' the  connecting  rod  were  so  long  that 
\\«'  mitflit  ivpwl  the  arc  DE  of  the  template  as  a  straight  line: 
in  tact,  a-  it  tin-  template  were  a  sri  square. 

ans\\.-ix  nni-^t  l>r  raivt'ullv  checked  by  the  following  tabl«- : 


.lo'/; 

0 
0 

u 

45° 

60° 

75e 

90' 

105° 

l-_ii 

135° 

150° 

165° 

180° 

AtA    .   .   . 

'.»|      IM 

•575 

•834  1-100,  1-352 

1-5751-757 

1-892 

1-973 

•.Him 

AA,    .   .   . 

a 

1-959 

I  -MS 

1  ti.-,7 

1-425 

1-166 

il-'MNI 

•648 

•4lir) 

•243 

•108 

•027 

o-ooo 

The  following  table  gives  the  answer  in  case  the  connecting  rod 
wore  infinitely  long: — 


Angle  A1OB  . 

15° 

30° 

45° 

60° 

75° 

90° 

105°   120° 

135° 

150° 

165° 

AtA 

•034 

•133    -293     .-)<NI 

•741 

1-00 

1-259  1-500  1-707  1-867 

1-966 

AA,    .... 

1-966 

1-867 

1-7071-500 

1-259 

1-00 

•741    -500 

•293 

•133 

•034 

Examine  and  compare  the  numbers  in  these  Tables. 
EXERCISE.  3.  Steam  is  cut  off  in   both   in-going  and  out-going 
-trok«-  \\hen  the  crank  has  travelled  80°  from  the  beginning  of  the 
stroke.     Through  what  fraction  of  the  whole  stroke  has  the  piston 
travelled  in  each  case? 

What   would   these   fractions   be   if    the   connecting    rod    were 
infinitely  long? 

.V  Conn.  rod. 
In-going 0'37        | 


Infinite 
Conn.  rod. 


Out-going  . 


0-46 


0415 


In  a  very  great  number  of  rough  calculations  it  is  sufficiently 
correct  for  our  purposes  to  drop  a  perpendicular  B  A  from  B,  the 
position  of  the  crank  pin,  upon  the  line  of  centres,  and  to  regard  A 
as  the  position  of  the  piston  in  its  stroke,  the  ends  of  the  stroke 
being  Al  and  Af  It  is  evident  that  in  this  construction  the 
assumption  is  that  the  connecting  rod  is  infinitely  long. 

If  OB  is  an  eccentric  crank  (see  Art.  71),  it  will  be  found  that 
this  construction  gives  the  position  of  the  valve  with  very  great 
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accuracy  indeed,  because  the  eccentric  rod  is  very  long  compared 
with  the  eccentricity  of  its  disc. 

The  student  will  notice  that  if  in  Fig.  96  B  is  a  crank  pin  going 
in  a  circl<-  mm  id  A,  and  if  the  block  B  moves  in  the  straight  slot 

C  B  in  the  slide,  the  motion  of  any  point 
in  the  slide  is  like  that  of  a  crosshead 
with  an  infinitely  long  connecting  rod. 
This  mechanism  is  sometimes  used  in 
small  engines. 

Again,  if  the  slot  is  curved  to  the 
arc  of  a  circle,  the  motion  of  the  slide 
is  exactly  the  same  as  that  of  a  cross- 
head  worked  by  a  connecting  rod  whose 
length  is  the  radius  of  the  slot. 

69.  It  is  easy   to  show  that  when 

the  piston  is  at  A,  Fig.  95,  the  distance  A  B  represents  its  velocity 
to  scale  if  the  connecting  rod  is  infinitely  long.  The  velocity  at 
the  middle  of  the  path  0  is  equal  to  the  velocity  of  the  crank  pin  in 
its  path,  and  this  gives  us  the  scale,  because  at  the  centre  the 
velocity  is  represented  to  scale  by  the  radius  of  the  circle.  It  is 
easy  to  show  also  that  the  acceleration,  when  the  piston  is  at  A, 
is  represented  to  scale  by  the  distance  0  A.  The  acceleration  at 
Al  or  at  Az  is  O'Oll  nzr  or  vzfr  if  the  crank  is  r  feet  long,  making 
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n  revolutions  per  minute,  or  if  v  is  the  velocity  of  the  crank  pin. 
The  student  must  remember  that  if  the  weight  of  a  body  is 
W  Ib.  at  London,  W  ~  32'2  is  its  mass  in  engineers'  units,  and  mass 
multiplied  by  acceleration  is  force.  It  is  obvious  that  the  accele- 
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rating  force  at  the  end*  <>f  tin-  >tr«»ke  is  of  the  same  value  as  the 
centrifugal  force  on  the  same  mass  if  it  existed  on  the  crank  |»in. 

7O.  There  are  many  wav>  <>f  |>n>\in^  tin-  above  statements. 
Hen-  i>  tin-  caMest,  if  1  may  a>-unn-  that  tin-  calculus  will  in  future 
be  taught  to  elementary  students.  The  fundamental  idea  of  the 
calculus  is  that  of  a  rate  such  a>  a  velocity  or  an  acceleration, 
and  even  the  beginner  must  have  this  id'-a. 

If  then  OA,  Fig.  do,  is  called  x,  tlu-  <liM.ni.-r  of  the  piston  to  the  left  of 
its  mid  stroke,  /•  the  length  of  the  crank,  and  if  the  angle  A^OB  is  called  6,  then 

x  =  r  co*  9     ..........      (1) 

If    the    crank    moves    with    tlu-    angular   velocity   q   radians   JK.T  second 

T/j/80  =  q,  if  »  is  in  revolutions  per  minute,  or  2*f  =  q,  if  /  is  what  scientific- 

people  call  the  frequency,  or  the  IIUIII|MT  of  complete  oscillations  per  second,  or 

-TT'T  =  q  if  r  is  the  periodic  time  in  seconds),  then  8  =  qt  if  we  count  time  t 

in  seconds  from  the  position  where  0  =  0. 

Hence  x  =  r  ro*  qt  =  r  CM  9          .......      (2) 

,/j. 
Velocity  r  =  —  =  -  rq  sin  qt  =  -  rq  sin  9       .  .       .      (3) 

dt 

if-  ~ 
Acceleration  a  =  .  —  =  -  rq*co*  qt  =  -  rqpcw  9  =  -  q*x  .      (4) 


Kvidently  the  velocity  is  greatest  at  mid  stroke,  and  is  r,  the  same  as 
the  linear  velocity  of  the  crank  pin.  The  acceleration  is  greatest  at  the  ends  of 
tlu-  stroke,  and  is  then  equal  to  the  centripetal  acceleration  of  the  crank  pin, 
rtfor  4»2/V  or  4»2nV/3600  or 

Notice  that  the  acceleration  is  numerically  equal  to  7-  times  the  displace- 
ment x.     Thi-  i>  the  characteristic  of  simple  harmonic  motion  (called  8.  H.  M 
that  the  acceleration  is  proportional  to  the  displacement.      The  subject,  like 
that  of  periodic  functions  in  general,  is  very  fascinating,  and  its  study  is  one  of 
the  most  important  for  all  engineers. 


CHAPTER   VII. 

HOW   THE    VALVE   ACTS. 

71.  FIG.  97  shows  an  eccentric.  I  want  a  student  to  under- 
stand at  once  that  an  eccentric  disc  and  rod  are  simply  a  crank 
pin  and  connecting  rod.  0  is  a  shaft  to  which  the  eccentric  disc  or 
sheave  is  keyed  so  that  it  rotates  with  the  shaft.  The  eccentric 
strap  S  E  in  Fig.  97  consists  of  the  two  parts  SS  and  EE  bolted 
together  so  that  they  embrace  the  disc  DD  with  no  fear  of  their 
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slipping  off  sideways.  In  fact  SS  and  E  E  and  the  eccentric  rod 
E  A  are  all  like  one  rigid  piece  working  the  pin  A. 

Now,  it  is  evident  that  B,  the  centre  of  the  eccentric  disc,  must 
move  in  a  circular  path  round  0,  the  centre  of  the  shaft  which  is 
fixed,  consequently  B  is  exactly  like  the  centre  of  a  pin,  a  very  large 
pin  D  D,  and  the  eccentric  straps  and  rod  are  simply  a  connecting  rod. 
It  is  the  great  size  of  the  pin  D  D  which  disguises  this  fact  from  a 
beginner. 

Thus,  if  the  points  A  B  0  of  Fig.  98  are  in  the  same  positions  as 
A  B  0  of  Fig.  97,  or  of  A  B  0  of  Fig.  99,  it  is  evident  that  their 
motions  are  the  same.  Or  another  way  of  putting  it : — We  are 
asked  to  work  a  pump  or  slider  of  any  kind  from  the  shaft  FF 
Fig.  100,  by  means  of  a  crank  ;  how  shall  we  do  it  ? 
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1.  We  can  cut   the   shaft  as   in  /,  inserting  a  crank-pm  D  D. 
But  notice  that  as  \\v  have  cut  the  shaft,  we  cannot  transmit  much 

jxiwi-r  through  it  I'm-  »>tln-r  purposes. 

"1.  Do  as  in  /,  but  make  tin-  pin  larger  as  in  //,  larger  as  in  ///, 


ri...  ••-. 
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larger  still  as  in  IV.  But  if  this  is  made  the  pin  at  the  end  of 
a  connecting  rod  we  call  the  arrangement  an  eccentric  disc  and 
eccentric  rod. 

Hence  we  take  Fig.  97  to  be  represented  by  Fig.  99.     We  call 


Mtrir  mink    A  B  being  thr  •  cc.-iitric  n.<l   \\lm-li  i>  really 
!•••<!.     If  we  drop  the  perpendicular  B  A  from  B  upon 
•lit-  diivetion  of  motion  of  th«-   |iin  A.  w.-  may  say  that  A 
the  distance  0  A'  to  the  left  of  its  mid  stroke.     In  fact,  the  position 
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of  A'  between  A^  and  At  represents  the  position  of  A  between  the 
ends  of  its  stroke. 

72.  EXERCISE  1.  An  eccentric  crank  is  2  inches  long,  when  the 
angle  A  0  B  is  130°,  where  is  A  ?  That  is,  say  how  far  A  is  to  the 
right  of  its  mid  position. 

Answer.  T286"  to  the  right  of  its  mid  stroke. 

2.  In  the  last  case,  when  Al  0  B  is  0°,  45°,  90°,  150°,  220°,  295°, 
where  is  A  ?  The  answers  are  given  in  this  table. 

Ansivers — 


Angle  .    .    . 

0' 

45° 

90° 

150J 

220° 

295° 

A^A*   .    .    . 

0 

•586" 

2-00" 

3-732" 

3-532" 

1-166" 

73.  If  a  teacher  wishes  to  give  a  thorough  understanding  of 
the  simplest  valve  motion  to  his  students,  he  will  have  a  model 
made  something  like  what  is  shown  in  Fig.  101.  Let  no  one 
think  that  he  can  easily  arrange  a  better  model.  This  is  the  out- 
come of  many  years'  experience  in  the  teaching  of  students.  It  is 
meant  to  enable  students  to  understand  clearly  how  lap  and  advance 
affect  the  distribution  of  steam.  I  have  found  that  if  a  man  gets 
a  wrong  notion  about  lap  and  advance  at  the  very  beginning  of 
his  studies,  it  is  exceedingly  difficult  for  him  to  get  rid  of  it, 
and,  although  it  seems  absurd  that  a  man  should  pick  up  a  wrong 
notion  about  this  simple  matter,  it  will  be  found  not  only  possible, 
but  probable. 

Let  then  the  student  have  a  large  model  to  work  with,  like  what 
is  shown  in  Fig.  101.  He  ought  to  be  able  to  walk  all  round  it  and 
to  make  the  following  measurements : — 

1.  There   is   a   graduated   circle    which   enables    us    to    measure 
accurately  the  angle  R  K  H  which  the  crank  K  H  makes  with  the 
line  of  centres  of  the  engine.     I  always  call  this  angle  6,  the  angle 
passed  through  from  the  near  dead  point. 

2.  There  is  a  graduated  scale  which  enables  us  to  measure  the 
distance  of  the  piston  G  from  the  outer  end  of  its  stroke. 

3.  There  is  a  graduated  scale  which  enables  us  to  measure  the 
distance  of  the  valve  W  W  from  the  middle  of  its  stroke.     I  always 
call  the  distance  of  the  valve  to  the  right  of  the    middle  of  its 
stroke,  x. 

4.  There  is  a  graduated  circle  L  which  enables  us  to  measure  ac- 
curately the  angle  which  the  eccentric  crank  is  ahead  of  the  main 
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crank.  For  I  ana  enabled  by  my  model  to  vary  this  angle,  as  if  I 
could  unkey  my  eccentric  disc  and  key  it  again  in  a  new  posit i«.n. 
I  do  not  use  keys,  however,  but  fasten  it  in  any  position  I  please 
by  means  of  a  bolt  N  and  slot  S  in  (3).  When  I  do  change  the 
position  of  the  eccentric  disc,  I  like  to  know  how  much  ahead  of  the 
main  crank  it  is. 

Ahead,  what    do   I    mean    by   ahead  ?     I    mean   ahead    if  the 


fflQ.  102. 

arrow,  Fig.  102,  shows  the  direction  of  motion.  In  the  position 
of  things  in  Fig.  102,  0  £  is  the  main  crank,  0  C  is  the  eccentric 
crank,  and  the  angle  B  0  G  is  what  I  like  to  measure.  The  angle 
B  0  C  is  always  greater  than  90°,  and  the  amount  by  which  it 
exceeds  90°  is  called  The  Advance.  This  is  HOC. 

In  my  model  it  would  be  difficult  to  take  off  one  eccentric  disc 
and  put  on  another;  I  should  like  to  do  something  like  this  because  it 
is  important  to  change  the  eccentricity  of  the  eccentric,  that  is,  the 
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length  of  the  eccentric  crank.  Now,  on  my  model  I  do  what  comos 
very  nearly  to  the  same  thing.  I  do  not  let  A ,  of  Fig.  1 03,  work  the 
valve  directly.  A  is  a  pin  on  the  lever  GE,  the  pin  G  being  fixed,  or 
the  fulcrum,  and  I  am  able  to  change  the  position  of  this  fulcrum,  to 
raise  it  or  lower  it,  without  altering  the  positions  of  A  or  E.  Now, 
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hy  changing  G  we  cause  the  m.iii..n  »t'  K  to  be  greater  or  less  in 
amount,  but  it  is  alwa\s  a  magnification  of  A^  moti,.n.     In  fact,  by 
changing  G,  we  alter  tin-  half  tra\.-l  of  th.-  \al\e    ju-t   in  the  same 
\vav  a-  if  we  altered  the  eccentricity  of  the  eccentric.     Tin  i 
<»n  niv  model  I  have  the  power  of  altering    the   half  travel   and  the 

advanoa 

Ii  might  be  said  that  sine.-  the  eccentric  i-  r«  all\  a  crank,  we 
ought  to  u>e  a  crank  for  it  on  the  nio<|rl.  ami  then  it  would  he  easy 
to  alter  its  length  and  so  get  a  different  travel  of  valve  without 
u>ing  a  lever.  But  in  the  first  place,  a  student  would  prefer  to  see 
on  the  model  an  actual  eccentric;  secondly,  the  h-\ei-  i-  a  weary  good 
wav  of  alt. 'ring  travel;  thirdly,  using  the  lever  enables  us  to  put  the 
valve  above  the  cylinder  and  the  motions  of  the  parts  are  all  visible 

tO   a   e  '  udelllS. 

Now  when  the  model  is  being  used  let  the  student  imagine  that 


the  half  travel  uf  the  valve  is  really  equal  to  the  eccentricity  of  an 

iitric  working  the  valve  directly  without  a  lever  as  the  vul\.  i- 
\\orked  in  Fig.  15. 

I  am  in  the  habit  of  showing  the  valve  motion  above  the 
pi-ton  motion,  as  in  Fig.  106,  and  the  student  must  get  to  imagine 
the  main  crank  C  and  the  eccentric  crank  El  to  be  revolving  at 
the  >.inie  Ate  Ho  ought  to  make  use  of  such  a  diaLram  as 
Fig.  107,  where  the  eccentric  crank  0  (.'  is  *ho\vn  in  its  proper 
aniHiiar  po-Mtinn  ahead  of  V  Ii  the  main  crank. 

I.   '    the    valve   he   drawn    in    its   middle    portion  a>   in    Fit;.   !<>k 
The  distance  A  B  or  G  H  is  called  the  out-ide  laj.  :   t';e  di-tan.-e  CD 
/•'  i-  called  the  in>ide  lap.    The  , .iit>ide  lap  i-  -.I'lcn  called  the  lap. 
In  my  model  I  can  at  once  alter  the  amount  of  the  outside  l>y  \> 
•  •f  th  marked  u.  ,,r  of  the  in>ide  lap  l»y  the  >eivw  /.  i.r  reduce 

them  to  nothing. 

The  most  important  thing  for  A  beginner  to  under.Mand  is  that 
when  we  alter  the  advance  and  the  lap  and  the  half  travel, 
we  alter  the  distribution  of  steam  in  an  engine  cylinder. 

K 
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1  have  h.-anl  <>f  \vry  few  real  engines  in  which  an  attempt  has 
!>,.,  ii  mad.  to  vary  the  lap  when  the  engine  is  running.  Here  we 
onlv  indicate  such  a  variation  so  that  students  may  observe  the 
i  of  more  or  less  lap  on  a  mere  model. 

Exercises  with  the  Model. — (1)  Let  a  student  adjust  so  as  to  have 
ID  ..iitsidr  or  inside  lap.  Let  the  eccentric  crank  be  at  right  angles 
to  the  main  crank.  This  is  what  we  call  the  normal  voice  with  no 
advance.  On  working  the  model  it  will  be  found  that  steam  is 
admitted  and  cut  off  at  the  ends  of  the  stroke  so  that  there  is  no 
expansion. 

(2)  It  is  now  worth  while  to  see  what  is  the  effect  of  trying  some 
lap  and  no  advance,  or  no  lap  but  some  advance,  and  I  leave  this  to 
the  student   himself.     He   ought   to   draw   the   possible   indicator 
diagrams,  and   this   is  an   excellent    exercise   even    for   the   most 
advanced  students  who  know  the  effects  of  speed. 

(3)  Give  lap  to  the  valve.    Advance  the  eccentric  beyond  the  nor- 
mal position ;  this  additional  angle,  which  is  the  excess  beyond  90°  by 
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which  the  eccentric  is  ahead  of  the  main  crank,  is  called  the  advance, 
Tt  \vill  now  be  found  that  we  effect  our  purpose  of  cutting  off  before 
the  end  of  the  stroke.  After  a  student  has  watched  the  effect  he 
has  no  difficulty  in  discovering  the  reason. 

74.  In  Fig.  104  the  full  lines  show  the  valve  in  its  mid  position. 
I  shall  speak  only  of  what  occurs  to  the  left-hand  port  B  C.  The 
dotted  lines  show  the  valve  displaced  to  the  riyld  of  its  mid  position 
by  a  distance  which  I  call  .';.  That  is,  A  A1  is  x.  Now  the  opening 
of  the  port  to  steam  is  LA1,  or 

Opening  to  steam  =  x  —  outside  lap.     .     .     . 

If,  therefore,  for  any  position  of  the  piston  or  crank  we  want  to 
know  what  is  the  opening  of  the  port  to  steam,  our  only  difficulty  is 
in  finding  x. 

Again,  look  at  Fig.  105,  where  the  dotted  lines  show  the  valve-, 
displaced  t"  the  ////  of  its  mid  position.  I  often  call  this  displace- 
ment D  U'  by  the  name  y,  although  it  is  merely  a  negative  x.  The 
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.ing  of  the  port  to  e.\hau>t  is  CD',  and  CD  being  the  in-ide 
lap,  \\e  see  tl 

Opening  to  exhaust  =  //  —  insult-  lap     .     .     .     .    c2». 

Tli.  problem  to  be  solved  i>  :— For  a  given  position  of  the  piston, 
what  i-  tin-  opening  of  tin-  port  to  steam  or  exhau> 

It'  we  are  told  tin-  jMisition  of  tin-  pi-ton,  it  is  easy  to  find  the 
position  of  tlu-  main  crank  (that  is,  the  angle  6,  which  it  makes  with 
tin-  dead  |x>int),  and  henre  our  problem  really  is,  "  When  we  know 
where  the  main  crank  is.  where  i^  the  valve?" 

That  i>,  if  0  i>  gi\en.  \\hat  i>  •  .'  We  have  a  very  easy  way  of 
answering  this  qiu-stion.  and  it  mu-t  1>«  \.  r\  dearly  understood  that 
thi>  on.-  >impl«-  an-\\,  r  i>  r.-ally  ;hc-  kt-y  to  all  the  problems  which 
Dome  !•••('.. !•••  U-.  If  \\v  know  the  di-tance  of  the  valve  to  the 
right  of  it>  mid  stroke.  \\,  need  only  subtract  the  lap  and  we  at 
know  how  much  oj>ening  there  is  to  steam  ;  or  if  we  know  the 
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ili-tanre  of  the  valve  to  the  1,-ft  of  mid  Mr-.k.-,  \ve  subtract  the  in.-i 
lap  ami  we  see  the  opening  to  exhaust. 

Think  of  the  valve  r  bein-v  worked  directly  as  in  Fig.  106  by  the 
ik  A'1  on  a  shaft   on  the   -am--   le\.-l  as  the  valve,  this 
-haft  revolving  exactly  at  the>am  -  the  main  crank  sh - 

that  ''and  A'1  an-  at  the  -aim  angle  with  one  another  always;  for 
anv  position  ot  ''  th-  po-iti-'ii  -t  A'1  m.»y  \»  dra\\n  ami  th-  displace- 
ment ol  tht  u-ily  found. 

Notice  that  OB  (Fig.  107),  tht  main  ciank  position,  being  given, 
sve  draw  ()(.'(\»  ivpre-mt   by  its  length  the  half  tni\  el   nf  the  \alvo 

or  the  eccentricity  of  the  e  '  and  \\e  take  rare  that  u  C  shall 

!   "t    nil  by  an   angle  e.jnal    t"    !><>' -|  ad\anre.      Th.    -tud-lit 
can  have  no  difficulty  in  seeing  that  the  \al\e   i-   the  distance  Off 

_;ht  of  its  mid  >tn>ke.  and  thi-  i>  ./•  which  we  want   to  know. 
Here  then  in  a  rule.     We  may  cany  it   .-ut   as  in  Fig.  107.    .OB 
is  given,  that   i-    the  angle  A  »  /•'  i-  ^ixeii  .    make  ]>  <>  /' 
DOC  tlu  a.h.inc.    Kt  u  »J  be  the  half  travel,  drop  the  perp*. ndicular, 
and  0  C1  is  the  answer. 
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75.  But  thr  nil«-  is  thought  to  be  a  little  too  clumsy,  at  all 
events  there  is  a  much  simpler  rule  invented  by  Zeuner.  Draw 
AOG  (Fig.  108)  horizontally  to  represent  the  dead  point  position 

or  centre    line  of  the 
o  i  engine.  Draw  F  0 1  at 

right  angles  to  A  0  G. 
Make  the  angle  FOE 
djiial  to  the  advance, 
and  produce  E  0  to  H. 
Set  off  OE  =  Off  = 
the  half  travel.  On 
0£  and  OH  as  dia- 
meters describe  circles. 
We  now  have  a  dia- 
gram which  gives  us 

what  we  want  with  much  less  trouble  than  before.  It  will  be  found 
that  if  we  draw  the  direction  OB  of  the  main  crank  from  0,  the 
distance  0 Bv  is  the  very  answer  wanted  by  us;  the  distance  0 Bl  is 
the  distance  of  the  valve  to  the  right  of  the  middle  of  its  stroke 
when  the  main  crank  is  in  the  position  OB.  Thus  in  Fig.  110 
I  have  shown  the  main  crank  in  a  number  of  positions.  The 


FIG.  107. 


•  li<t:ni.-.-s  OB  represent  in  every  case  the  distance  nf  tho  valve  to 
the  right  of  its  middle  position.  The  distances  0  Ln  are  distances 
to  the  left  of  mid  position. 
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lit'  student^  see   how  the    nili-    is  arrived   at   they  ought  to 
work  exercisefl  l>\   th.-   method  of  Kig.  107,  ;ui(l  al>«»    by  this   in. 'thud. 
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and  in  each  case  they  ought  to  test  the  accuracy  of  their  answer 
by  the  iin.di-1. 

Thus  it  Fig.  Ill  is  a  Zeuner  diagram,  the  angle  FOE  being  the 
advance,  the  distances  n  A'  and  0  H  being  each  the  halt'  travel, 
being    the    dead     ]M>int 

linn.  With  radius 
0  P,  equal  to  the  out- 
side lap,  describe  the  arc 
AQ  P  K.  With  nidi  us 
0  T  equal  to  the  inside 
lap,  describe  the  arc 
/,'  '/'(.'.  Now  note  that 

each     <>['    the-e    al'fx     Will 


<>   \.nir 

lap  tn-ni  -  ,  ,,{'  inside  lap 

tn>n  i  //)    without  giving 

yon  any  trouble.     Thus 

it'  n  X  11  is  any  position 

<>f  the  main  crank  ;  0  B 

and  as  0  S  is  the 

lap.    N  /,'    >hows     at    a 

ace    the    opening  ••!' 

the  jx)rt  to   steam.      Again,   if  OB1  is    the   position   of  the  main 

the     Valve     to    the     left    of   it8    UCW 
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;uul  as  0  V  is  tin-  inside  lap,  the  distance  FT?1  shows  at  a 
-c  the  opening  of  the  port  t«.  exhaust. 

76.  KxAMi'Li:  I.  Find  the  position.-  of  the  main  crank  when  the 
valve  is  just  opening  the  port  to  steam  (we  call  this  the  admission)  ; 
when  just  closing  to  steam  (we  call  this  the  cut  off");  when  just 
opening  to  exhaust  (we  call  this  release);  when  just  closing  to 
exhaust  (or  when  compression  is  beginning). 

Answers.  Produce  0  A,  OK,  OR,  and  0  C, and  these  are  the  posi- 
tions required. 

EXAMPLE  2.  Where  is  the  main  crank  when  the  port  is  most  open 
to  steam  ?  Answer.  In  the  position  0  E. 


FIG.  111. 

EXAMPLE  3. "Where  is  the  main  crank  when  the  port  is  most 
open  to  exhaust  ?  Answer.  In  the  position  0  H. 

EXAMPLE  4.  At  the  beginning  of  the  stroke  what  is  the  opening 
of  the  steam  port  ?  Answer.  BG  Q.  Observe  that  Bb  Q  is  called  the 
lead  of  the  valve. 

77.  Proof  of  our  Graphical  Rule.  If  the  student  has  drawn 
Fig.  107  and  Fig.  108  for  the  same  half  travel,  advance  and  6,  he  will 
find  that  the  triangle  COG1  (Fig.  107)  is  exactly  the  same  as  the 
triangle  E  0  Bl  of  Fig.  108.  and  of  course,  if  this  is  «o,  the  rule  needs 
no  further  proof. 

E  0  is  the  diameter  of  a  circle,  and  as  the  angle  in  a  semicircle  is 
always  a  right  angle,  the  angle  E  Bl  0  is  a  right  angle.  Also  we  made 
0  E  the  same  as  0  C,  or  the  half  travel.  Now,  in  Fig.  107 

6  +  90°  +  a  +  C10C'  =  180° 
and  in  Fig.  108,  6  +  a  +  EOBl  =  90° 
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It  i-  th- •:  .ioii-that  k'OBl  =  COC*.     Hfiicf  w  havetwo 

right-angled  triangles,  whose  hypotenuses  are  equal,  and  one  other 

ill  each.  lh.  -iv  fore  tin-  triangle-  aiv  th.    -ame,  al:d  <>  '.'l  =  0  Rv 

\          e;isy  in    tin-   same  way    t" 

that    the    int.Tf.-j.t->    on  the   lo\\er 

/eiiner   circle   represent    displac.- 

ments  of  tin-  valve  to  the  left  of 

it-  mid  portion. 

All  that    I     hav.-    -tated    here 

iiii^ht    have  Keen   ^i\fii    in   a    few 

words,  and  indeed  tin-  wh..|c  tiling 
•.•.-ilin^ly  sinii»li-.  luit  I   advi-.- 

a  studt-iit   to  work  exeroisee  liko 

th«-    above,  and    inak.-    very  MIP- 

that  In-  undfi-^tands  tlu-  nilf  and 

its  proof. 

78.    Ha\in_i(    thf    po->ition^    of 

thf  main  cnink  of  thf  ni^im-  wh.-n 

thf     four    f\fiits     takf     place,    to 

draw  the  hypothetical  indica- 
tor   diagram.       X«- piffling    the 

an^nlarit v  of    thf  ronnn-t in^  rod, 

it  i>  ..h\  ions  that  this  i>  thf  an-w.-r: — With  0  as  centre  describe  any 

roiivfiiifiit  fir«-lf.  E  i'  I!  h'{  1\  A,  Fi^.  1  I '2.  and  |>roject  from  the  points, 

A,E,C,  &c.,  in  a  flirfctioii  at  right  angles  to  EO  El,  the  line  of  cen 

Kviduntly  A^<\,l!v  A',  >how  where  the  piston  is  n-lativfly  to  tin-  i-nd-^ 

of  the  ^trokr  K  and  A'1  when  the  four  events  take  place.     Draw  K K1 

and  h'  ('  parallfl  to  /;'  h\  to  represent  the  admission  and  hack  pressutv- 

to  any  conv.  ni.  nt  scale  of  mea- 
surement. It  is  not  necessary  to 
indicate  the  zero  line  of  pressure. 
Draw  the  expansion  curve  C R, 
thf  compression  or  cushioning 
curve  K A,  the  release  curve 
RE'  and  the  admission  A  E.  It 
i-  "lily  iifcessary  to  draw  these 
-•nalily  likf  what  such  curves 
usually  are,  but  nvcnient 

to  have  >harp  corner-   to  n-mind 
idyint,'   thf    tinn-  --f  ..cciirn-nce  of  four  important 
\Vlu-n  a  studi-nt  has  inke<l-in  such  a  diagram  a-  t; 

in  red,  he  may,   if  In-   thinks   it  worth  while,  round   the  corners,  to 


Fio.  Hi. 


Pio.  113. 
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show  that  the  events  will  really  occur  gradually,  with  a  certain 
amount  of  wire  drawing,  as  shown  in  Fig.  113  in  the  dotted  lines. 
I  advise  the  student  not  to  draw  these  dotted  lines,  however.  It 
is  well  to  know  that  the  inside  lap  is  sometimes  a  negative  quantity 
in  quick-moving  engines,  and  the  points  C  and  R,  Fig.  41,  now  find 
themselves  on  the  QBE  circle. 

If  a  Btudent  neglects  the  angularity  of  the  connecting  rod,  and  if  there  is 
the  same  lap  for  both  ends  of  the  cylinder,  having  drawn  the  diagram  for  one 
end,  he  has  the  diagram  for  both  ends  ;  but  if  he  wishes  to  take  account  of  the 
angularity  of  the  connecting  rod,  let  him  project  the  points  in  the  figure  to  the 
diameter,  not  by  a  set  square,  but  by  the  template  of  Fig.  93.  Thus  he  will 


Fin    114. 


Fio.  115. 


obtain  the  positions  of  the  piston,  Alt  £„  £}  and  Kl  (Fig.  114),  when  the 
four  events  occur.  If  he  projects  from  these  points  by  lines  at  right  angles 
toEOE1,  and  proceeds  as  before,  he  will  get  the  more  probable  indicator  diagram. 
For  the  other  side  of  the  cylinder,  instead  of  taking  a  short  cut  to  the  answer, 
which  ought  at  once  to  suggest  itself  to  the  student,  let  him  draw  the  actual 
positions  of  the  crank  when  the  four  events  take  place ;  that  is,  let  him  set 
OA.^OC^OR  and  O  K  of  Fig.  114  forward  180°.  Thus  he  will  have  Fig.  1 15 ; 
projecting  on  the  line  of  centres  E  O  E1  with  a  template  as  before,  and  then 
projecting  with  straight  lines  at  right  angles  to  EOE1,  we  may  draw  the 
diagram  E'CREKoi  Fig.  1 15.  The  student  who  carries  this  out  must  meditate 
on  the  fact  that  in  the  in  stroke  there  is  a  longer  admission  than  in  the  out 
stroke.  If  we  want  to  remedy  this,  we  can  do  so  by  diminishing  the  lap  on  the 
out  rtroke  side,  and  this  is  often  done  in  marine  engines  where  the  weight  of  the 
piston  and  other  parts  must  be  lifted  in  the  out  or  up  stroke. 


VII 


II«»\V   Till:    Y.M.VK   ACTS 


I  ]    ..f  ilr.iuing   t\\.>  ti.'iii.      lik.     lll.in.l   II"..  1ft    tin-   -tu.lfiit    u ho  has 

Fig.  1  14  nififly  pro-Ill,  -f  tin  i  :•  "  I :,  OCi,tcc. ,  and  draw  Fig.  ll.'i  mi  tlu- 
t..[>  of  Fig.  114.  This  will  pinkil.lv  l.ring  home  to  him  letter  the  effect  of 
angularity  <>f  tin-  ...MI;.  n  alt.-rmg  the  diagram.  He  will  have  Initli 

In  ..n  out-  >ln-«t  of  paper  just  in  tin-  jxisitioiis  in  \vlii.  h  we  usually  find 

tlu-iii  wlii-n  taking  diagrams  afl  shown  in  Fig.  78. 

79.  KXFIH  I>K.    In  .  ach  of  tin-  following  cases  find  tho  positions 
of  the   main  crank  at  admission,  nit   <-tV,  release,  and  compression. 

Find  al-o  the  /""/.      Tin-   oiit-ide   lap   i-  O.V2    inch.'-,  in-ide   lap  n  1  ~> 

inchea 


Antirrrt  in  tltgrtt*. 

Half 

travi-1  in 
inchea. 

A  h  m  • 
in 

POSITION'S  or  CRANK. 

Lead. 

in  ii. 

Admiwion. 

Cut  off. 

Release. 

Compression, 

-'  \n 

96 

10-7° 

39-3° 

20-9° 

29-r 

0-37 

•_>lu' 

57  -0 

33-9" 

44-1° 

n  .~>4 

1    »•_' 

29-5° 

7  •_'."> 

44-9° 

57-1° 

048 

1  :> 

67 

43-0" 

911)° 

60-3e 

041 

Before 

Before 

Before 

Before 

beginning 
of  stroke. 

end  of 
stroke. 

end  of 
stroke. 

beginning 
of  stroke. 

For  •  aoh  of  the  above  cases  let  the  hypothetical  indicator  diagram 
!>••  drawn  by  beginners.  Advanced  students  will  draw  diagrams  for 
the  two  sides  of  the  piston  on  the  assumption  that  the  connecting 
rod  is  five  times  the  length  of  the  crank. 

8O.  Three  Important  Exercises  for  Beginners. 

In  each  of  the  following  cases  find  the  positions  of  the  main 
crank  at  admission,  cut  off,  release,  and  compression.  Draw  the 
hypothetical  indicator  diagrams.  Each  of  them  shows  the  sort  of 
change  that  occurs  when  \vi-  .-hilt  one  of  the  ii.-nal  ^.•ai-v  employed 
iik  -lide  \al\e-.  In  .-ach  ca>.-  the  lap  may  be  taken  to  be  0'8" 
ami  the  inside  lap  0'3". 

I.  A  Stephenson  or  Allan  link  motion,  open  rod-. 

II.  A  Stephenson  or  Allan  link  motion  with  crossed  rods. 

III.  The  Oooch  or  Stewart  Finck  motion  or  any  of  the  numerous 
forms  of  radial  valve 


Half  travel  in  inches   .    .    . 

2-50 

8-10 

17" 

1-52 

Advance  in  degrees     .   .    . 

30 

40 

ti'.*-J 
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Half  travel  in  inches   .    .    . 

•_'•.->!  i        -2-(  MI         i  •:..-. 

i  ••_•<  i 

Advance  in  degrees    .    .    . 

:*>         :<•;:{        46-0 

68-2 

III. 


Half  travel  in  inches  .    .    . 

2-50 

2-05 

1-65 

1-35 

Advance  in  degrees     .    .    . 

:{(• 

38 

49-3 

(Mil! 

The  advanced  student  will  draw  these  indicator  diagrams  for 
both  sides  of  the  piston,  assuming  a  connecting  rod  five  times  the 
length  of  the  crank.  The  lesson  to  be  learnt  by  the  elementary 
student  is,  however,  the  more  interesting.  This  is  one  of  the 
cases  in  which  actual  drawing  by  a  student  himself  is  of  the 
greatest  importance.  If  he  uses  four  different  colours  of  ink  for 
each  set,  and  meditates  on  his  results,  he  will  get  exact  notions  of 
what  occurs  when  we  shift  from  full  gear,  giving  more  and  more 
expansion  in  each  of  the  above  cases.  He  will  note  that  in  I.  the 
lead  increases  with  more  expansion;  in  II.  it  diminishes,  whereas 
in  all  such  gears  as  III.  the  lead  is  constant  at  all  grades  of  ex- 
pansion. It  would  be  easy  for  me  to  give  these  interesting  diagrams, 
but  a  student  can  draw  them  all  in  much  less  than  an  hour. 

I  shall  now  proceed  to  show  how  by  means  of  the  various  gears 
we  can  produce  the  above-mentioned  changes  in  the  distribution 
of  steam. 

A  more  advanced  treatment  of  the  subject  will  be  found  in 
Chap.  XXVIII. 

81.  It  is  worth  while  to  mention  that  many  small  steam  engines 
which  we  wish  easily  to  reverse  (such  as  steam  starting  engines,  &c.) 
have  no  lap  and  only  one  eccentric,  with  no  advance.  A  simple  slide 
valve  converts  the  steam  space  into  an  exhaust  space,  and  vice  versd. 


CHAPTER   VIII. 


VAl.vi:  QKAB& 

82.  WF  n«.\v  know  that  if#C'(Fig.  1  hi)  represents  the  main  crank 
of  the  engine,  and  if  0  A  is  the  eccentric  crank ;  knowing  the  outside 
and  inside  lap  of  the  valve,  if  \vo  also  know  the  angle  D  0  A  (the 
advanc.- >and  OA  (the  half  travel),  we  know  the  probable  indicator 
diagram.  Now  imagine  that  we  have  a  means  of  suddenly  increasing 
the  advance  of  the  eccen- 
tric to  DO  A1  and  of 
making  the  half  travel 
let  OA1  represent 
it:  it  is  evident  that  we 
shall  alter  the  nature  of 
the  distribution  of  steam  

Illumine     that     We    have  a 

met  In  K!  of  suddenly  alter- 
ing the  position  of  the 
eccentric  OA  to  the  posi- 
tion  OH.  A  student  mu-t 

!iat,  by  doing  this  we 
ha\e    i-ompletely  altered 

the   motion  of  the  valve  and   made  it    suit   a  :    direction  of 

motion  of  the  engine.     But  tin-re   i<  n<>  i^n-at    satisfaction   in  mere 

book  study  of  this;   w.     nnM,  have  before  us  an  actual  model  of  an 

•i.-li  a^  my  own,  in  which  I  am  able  -udd'-nly  t«>  slacken  the 

ring  of  the  eccentric  disc   to  tin-   shaft    and   let    it    change   from 

the  OA  to  tin-  oil  position,  and  it  at  one.-  becomes  evident  that  we 

ri-\ers,..|  the  engine.     Then-   is  n  -  n i-fadioii  in  putting 

this    >iil)j.-ct    In -ton-    the    -tudent    without    sonie   kind   of    model.     A 

l>ii<_'ht    lad   takes   in   BOme  BOlt  of  kfeft  of  wfaftl  occurs,  and.  mainly  l>y 


Ki«;.  Hi?. 
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liiith  in  liis  l».,ok>.  |»clicv.>  he  sees  the  whole  thing  clearly.  But 
what  .1  |>it\  it  is  that  th«-iv  should  not  be  a  model  to  show  cm  As 
class  exactly  how  it  is  that  if  the  valve  was  going  successively  through 
the  positions  6,  7,  8,  9,  &c.,  Fig.  20  ;  the  shifting  of  the  eccentric  alters 
it  so  that  it  is  going  through  the  positions  0,  5,  4,  3,  &c. 

Now  this  slackening  and  refastening  of  the  eccentric  is  a  plan 
that  has  often  been  carried  out,  but  we  effect  exactly  the  same 
object  in  the  following  way. 

83.  There  are  six  kinds  of  link  motion  and  perhaps  ten  good 
kinds  of  radial  valve  gear.  They  are  employed  in  working  the 
common  slide  valve,  and  they  enable  us  to  alter  the  advance  and 
half  travel  of  the  valve,  letting  the  engine  go  in  either  direction. 

There  are  two  eccentrics  A  and  B,  one  in  the  position  0  A  of  Fig. 
116  (see  also  Figs.  284,  &c.),  the  other  in  the  position  OB,  being 


V.R. 


Fio  117. — STEPHENSON  ARRANGED  FOR  LOCOMOTIVE,  LINK  SHIFTS,  BLOCK  NOT  ;  LINK  CONCAVE 

TO  SHAFT. 

symmetrically  placed  relatively  to  the  main  crank.  Their  rods  end 
in  pins  on  a  slotted  link,  which  is  hung  from  the  reversing  link  G. 
When  G  is  lowered  to  the  position  known  as  full  forward  gear  the 
eccentric  A  alone  works  the  valve  because  a  block  on  the  end  of  the 
valve  rod  VR  keeps  in  the  slot.  When  G  is  raised  high,  the 
eccentric  B  alone  works  the  valve.  Fig.  117  shows  the  link  in  what 
is  called  mid  gear,  and  it  is  evident  that  by  lifting  and  lowering 
the  link  we  have  many  conditions  of  working  that  are  intermediate 
between  full  forward  and  full  back  gear.  It  is  quite  easy  to  show, 
but  it  is  a  little  beyond  the  scope  of  this  very  elementary  treat- 
ment of  the  subject,  that  intermediate  positions  of  the  gear  mean 
a  less  travel  and  a  greater  advance  than  the  two  extreme  positions. 

It  is  only  when  the  main  crank  is  in  its  outermost  position,  most  remote 
from  the  cylinder,  that  we  look  at  the  crossing  or  non  crossing  of  the  rods  when 
we  want  a  name  for  the  valve  motion,  because  any  one  can  easily  see  that  what 


Mil 


VALVE    GEARS 


141 


we  .  .ill   '•[•••ii   <  :  lain  positions  of  tli-- 

angina. 

Oooch's  Link,    shown   n,    l-'i^     ll'.i.    i-  n»t   lift*- 1  »r  lowered,   it  merely 

in-; uly  li»i  i/oiitalh  liai:>_'in<_' from  /!.     A  block  K  i-  lifted  <>i    lowered  in 
the  -lot  of  the  link,  ami  tin*  Mock  is  at  the  end  of  ;i  r.idiu-.  I'.n  1)  which  given 


V.R. 


Flo.  118.—  ALLAN  ARRANGED  FOR  LOCOMOTIVE  :  LINK  Suirra,  BLOCK  SHIFTS,  LINK  STRAIGHT. 
..-ed  weigh  shaft  G  causes  link  to  rUo  and  block  to  fall  or  riee  nr«a. 


it-  iiiotimi.     Iii  tin-  Allan  Link  motion,  Fig.  1  18,  the  straight  link  E  is 
lowered,  and  the  radius  bar  block  is  lifted,  <>r  the  link  is  liftetl  and  the  radius 
lur  l.l<K-k  is  liiwtTt-d.      \\\-  may  put  it  in  this  \\.iy    - 
To  change  tlu-  gear— 

Stt  [ilifiison,  link  lowered  or  raised,  Uofk  not. 

:.   lili«-k   l.lisi-d  or   lowi-n-il,   link    mil. 

Allan,  link  lowered  when  Moek  raised.  or  link  raised  when  block  lowered 
In  any  of  tln-M    \v«-  may  have  either  open  or  crossed  eccentric  roils,  so  that 
there  aie  reulh  >i\  varieties  of  link  motion.     The  Stcphcnsou  motion  with  open 
It  i~  much  more  generally  in  use  than  any  of  the  others. 

Links  are  eithei  of  the  "  Blotted  "  or  "  solid  bar  "  or   "double  bar"  forms. 
In  the  second  and  third  forms  the  ends  of  the  eccentric  rods  may  be  in  the  arc  of 


Km.  n  n>  roR  LOCOMOTIVE:  B:<  •  ONVEX  TO  SHAFT 

Balanced  weigh  iihaf t  K  cause*  D  E  to  rise  or  fall. 

motion   of  the  eentre  of  the   Muck.      Only    in   the  dmibli'-kir  form,   n\<\\ 

in  the  en.l  »f   either  eceentllt     ICM!  rtally  COH1- 
'  i«le  \\ith  the  l»l«n-k        P.nt   then-  i~  n.  in  MI.-|I  eoinei.i. 

84.  T«i  Sliil'i  the  (!i-ar. — In  loruin..(i\f>  it  is  vi-ry  usual  t<»] 

like  tliat  «'t  I       88  o  the  fix)tplate  of  the  engine.    1>\  nifan^.-f 

-hit'lcd  ill  X1  ill'  'it  tin-  >ain.'  tilii.  .       9        I     L,'  62. 
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Note  that  as  ih.-iv  are  two  cylinders  on  a  locomotive,  and  there- 
two  link  motions  and   therefore  four  eccentrics,  the  whole  gear 

looks  very  much  more  diffi- 
cult to  understand  than  it 
really  is. 

In  a  stationary  engine 
with  link  motion,  if  the 
engine  is  small,  a  reversing 
lever  like  that  of  Fig.  63  is 
used.  But  if  the  engine  is 
larger,  so  that  the  gear  is 
more  massive,  even  if  its 
weight  is  balanced,  it  is 
usual  to  employ  a  capstan 
wheel  and  worm  gearing  if 
the  gear  is  to  be  shifted  by 
hand,  and  in  the  largest 
marine  engines  a  special 
engine  is  employed  to  give 
power  to  shift  the  valve 
gear  quickly.  This  is  one  of  the  things  which  make  a  marine  engine 
complicated  looking.  Imagine  20,000  horse-power  to  be  given  out 


I-]'..  1JO.— ABMINOTON  AND  SIMS  EI-CESTRIC. 

The  Armington  and  Sims  eccentric  disc  is  really  in 
two  parts,  A  and  B.  The  governor  causes  :i  relative 
motion  between  them,  so  that  sometimes  there  is  a 
large  throw  and  about  30°  advance,  and  sometimes  a 
smaller  throw  and  a  greater  advance. 


Illustrating  how  we  shift  the  links  in  small  engines.    Where  the  weigh  shaft  A  tunis  it  moves 

all  the  links. 

by  two  triple  cylinder  engines  which    have  six  link  motions   with 
their  twelve  eccentrics — all  to  be  shifted  simultaneously. 

Fig.  121  shows  the  capstan- wheel  W,  turning  a  screw  on  which 
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a  nut  in  !iat  the  wei^h   -haft    J    turn>  on  it-.i\i-  through  an 

•  •   which  enable-  arm-  J  1>  and  !•<'  to  -hi  ft   .  -adi  link  of  two  or 

three  e\  linder  enj  i  li«   .-a  me  linn-.     Thi-  i.-  a  common  iv\ei.-in^ 

motion  for  >mall  coni|)ound  engine-. 

of  about  2,000  hone-power  and  upwards.  we  some- 

time-  ha\.    a  hand  wheel   or  l.-vn-  which   moves  a  slide   \al\e  on  a 

-mall  .-tram  cylinder:  thi.-  admit-  s!eam  to  one  >ide  or  the  otlu-r  of  a 

piston,  whosi-    motion   like   that    of 

the  alxive  nut    /•'  i^h 

shaft  to  turn. 

In     \'>r<  '\\ii-     L,r--ar     there     if 

"cataract"   pi>ton  "ii   the  auxiliary 

-team    pi-ton    I-«M|     to    prevent    too 

rapid  motion.   The  motion  eau-e-  the 

auxiliary  engine  \al\e  to  com.   l>ack 

to  its  shut  po-itioii.    There  i-  al\> 

an  independent  hand  i,rear  attached 

to  th.    -team  ^ear  tor  u-e  in   ea.-e   of 
•id'-nt.      Brown  use-  also  a  simple 
govi-ruor  arran^-ment   which  lur 
all  the  links  to  mid  i^ear  if  the  .-n- 
^ii,  ••rtain  critical  -peed. 

In  some  modern  loo-motives  the 
pivs-ure  of  -teaiu  or  the  pre.-suiv 
of  air  (in  cas»-  the  \Ve-t  in-house 
l»rake  i-  u-ed  mi  the  train)  i-  u-'d 
to  tUBUA  in  shifting  the  L 

85.  Hackworth  Gear.  This  is 
the  parent  ot  all  the  radial  gears. 
It  i--ho\\n  in  Ki'_r.  I.-'!  M  applied 
to  a  vi  i  i  •  utnc 


Fie.  1- 

A  is  the  weitfh  shaft.     It  K  i*  the  reversing 

-  • 

•  litY.-ivnt    fro,,,    tl,. 

:..  I:  K  in  the-  ;i.-ti  i 


i-c 


plac-  d 


av 
the  mam  crank.     The  block  B  at  the  end  of  the  eccentric  rod  can 

slide   in  a  -lot,    which    is  oft.  n    -tiai^lit,  but   may  bo  curved      The 
pin  D  in   the  eeeenlric  rod  work-  the  \al\e. 

it. T  thi-  X1  '•"'  U('  merely  alter  the  aii^le  ot  inclination  of  the 

-lot  to  tl;e  hori/oiital      Iii  forward  ijear.il  incline-  upward-  a-.-ho\\n. 

If  we   \\i-h    to   i  ...  ,  we   mu.-t    turn   it   round  so  that 

!-d>.     The  hand   wheel  (',  and  worm   K,   working  on 

d  for  re \er-a I  or  alt. -ration  of  th. 


I  .:ll'l<-   /.',    «<     |||.|\    ||.|\  .  •     (']_•      IJI 

:  tint  /;  \M!|  ni..\.   in  tin.  .  t  b  .V  as  cent  re.    Torevene 

.in  of  the  gear  (( allcil  the  Marshall  fear)  we  have  inertly  to  move  .V 
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round  the  dotted  path.  For  convenience  in  doing  this,  N  is  usually  a  pin  at 
the  end  of  an  arm  (N  L),  and  by  moving  this  arm  about  L  as  a  centre,  the  gear 
is  shifted.  The  Angstrom  gear  also  is  simply  the  Hackworth,  in  which  the 
guidance  of  B  in  a  nearly  straight  path  is  effected  by  using  a  parallel  motion. 

86.  Joy  Gear.  Fig.  126  shows  the  Joy  gear.  C  is  the  crosshead, 
C  E  being  the  direction  of  its  motion,  the  centre  line  of  the  engine. 
K  is  the  crank  pin.  J  is  a  pin  on  the  connecting  rod,  one  end  of  the 
link  J  L,  the  other  end  L  swinging  in  the  arc  of  a  circle,  of  which  the 
fixed  pin  M  is  the  centre. 

Notice  that  the  point  J  moves  nearly  in  an  ellipse,  shown  dotted 
as  J  N.  The  pin  A  in  the  link  J  L  moves  in  a  curve  A  P  which  is 


Fiu.  123.— HACK  WORTH. 

lopsided  in  shape.  Now  the  link  A  B  D  is  important.  We  know  the 
path  of  A.  The  pin  B  is  in  a  sliding  block  which  moves  in  the 
curved  dovetailed  groove  or  slot  Q  R  The  pin  D  works  the  valve. 
Fig.  126  shows  the  position  of  the  groove  for  full  forward  gear. 
Changes  in  its  inclination  cause  changes  in  the  gear. 

87.  Notice  that  the  Hackworth,  Joy,  and  many  other  gears  satisfy  this 
definition,  "There  is  a  piece,  one  point  of  which  (^4)  moves  in  a  curve  more  or 
less  nearly  circular  (in  the  Hackworth  it  is  truly  circular,  because  A  is  tliu 
centre  of  an  eccentric  sheave) ;  another  point  (B)  has  a  reciprocating  motion 
nearly  in  a  straight  line  ;  another  point  (D)  works  the  valve." 

But  in  studying  any  of  the  twenty  forms  of  radial  valve  gear,  the  student 
will  find  the  following  definition  much  more  helpful- 
There  is  a  piece  (A  fi)  whose  average  direction  is  at  right  angles  to  the  valve 
rod  ;  a  pin  (1>)  in  the  piece  (.4  Ji)  works  the  valve.     Speaking  only  of  motions  in 
the  direction  of  the  valvs  motion  or  piston  motion  ;  A  moves  either  synchron- 
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oiisly  \vith  llu-  piston  or  half  a  JMTIO.!  ahr.i.l  i>f  n.  in  .my  caae  reaching  the  end* 

of  ita  stroke  as  tin-  piston  reaches  the  etuis  of  its  stroke  ;  B  is  a  quarter  period 

In-hind  <>r  in  front  of  .-I,  being  always  at  the  middle  of  its  stroke  when  A  is  at 

ih.-  .ii.l  i'f  its  stroke.     A  is  a  half  pc-riod  ahead  of  or  behind  tin-  crank  in  the 

Hack  worth  gear,  and 

conse«iiiriitly  D  \a  be- 

tween A  and  tt.    A 

is  synchronous  with 

the     crunk     in     the 

•  l.,\  gear,  iiii«l 

ijiicntlv  l>  \-  in  .1  /» 


When  a  student 

up  tlir   theory 

of  these  gears,  lie  \N  ill 

timl    that    the  alx.ve 

il.-linitioii  makes  one 

theory  do  for  all  the 

•  •  Art.Sl'J.) 

88.     If   w«-   try 


<>r  any  f»nn  of 
link  motion  or  radial 
valve  gear,  to  cut  off 

rarlirr  than   at 
thinl   <>f  tin- 

'ilt  : 

th-  -iv    i»    too    much 
win-  drawing  at  the 

i-ut  oft'  and  tin-  re- 
lease i-  ••arlii-r  than 
\\.-  df-ir.'  to  have  it 
S  ......  •    of  the   gi 

are  bet  t«-  r   t  h  a  n 
oth.'i-inthi>  r.->j>ect, 

in  intermediate  pon- 
fcumsgivingaquicker 

cut  off  than  a  single 
aid  do. 

It  will  !)«•  found  that  in  tin-  very  larp^t  marin.  .-111:111.  -  \\. 
•  l.Miv  to  rut  otV  at  even  so  littl.-  a>  oiir-thinl   of  tin-  stroke,  and   M 

"iniiion  slid.-  vnlve  and  the  above  kinds  of  valv.-  motion  :i, 
be  found  in  these  large  engines.     Cutting  off  at  one  third  of  th. 
•   in  each  cylinder  of  a  triple  cylinder  engine  is  like  cutting  off 
1  th  of  th.    -ti-  ,k.    in  .1  -  lindi-r. 


FI...  \>\  - 


L46 


THE   STEAM    ENGINE 


CHAP. 


89.    \Vli.-n  \\c  look  at  a  large  tripl--  ryliinl.-r  engine   I'-r  t.h.-  first 
time.  we  are  confused  at  the  apparent   complexity   of  its  con- 


Fio.  12«. — JOT. 


•truction.     When,  however,  we  consider  it  carefully,  we  see  that 
it  is  simple  enough.     Thus,  for  example,  look  at  the  great  valve   Vt 
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Fig.  12!),  of  thr  |M\V  pivssim-  t-yliinl.-r  :  it  is  very  heavy,  and  to  take 
it-;  wright  «>tV  the  valve  rod,  the  rod  is  extended  above, so  that  the 
balance  piston  P  may,  because  of  the  steam  pressure  upon  it, 
support  tin-  weight  not  only  of  the  valve  and  rod,  but  some  of  the 
link  motion. 

Again,  tin-  \al\e    I'  is  so  large  that  the  steam  pressure  on  its 
l»a«k  \\ouM   pivss  it-  tightly  against  the  seat  on  which  it 


Ki«..  1.7.— Low  PREMURK  CYLINDER. 


Showing  position*  of  steam  i«>rts  p,  ,-\h:mst 
jacket*  for 


vslvo 


no,  U-. 


valve  chert,  rteel  liner  fur 
for  . 


E,  and  steam 


-  •-,  that  th.  -iv  would  be  excessive  friction,  consequently  th.  relief 
frame  II  is  upplird,  which  prevents  pressure  steam  from  getting  on 
u  larg.-  part  of  the  back  of  thi-  valve.  Fig.  LSO  will  show  m'..n-  i-l.'-arly 
how  thr  ring  K  of  the  rt-li.-f  Irani,  slides  steam  tight  on  the  back  of 
th.  valve.  The  space  at  the  back  communicates  with  the  exhaust, 
and  a  pressure  gauge  is  often  provided  tor  t.'stin-  th.-  parking  of 

thr    ' 

again  th.-  large  valxv  /'  i-.  apparently  roinpli.-at.-d  in 
anoth,  i  way.  In  truth  it  is  only  emuplieat«-d  l»y  its  parts  being 
doubled.  Th,  ,pa.-,.  ,,,ark.-cl  E  j.  ,-xhaust,  that  mark.-d  X  i<  strain. 
In  Fi-.  l:il  thr  valve  is  at  its  mi.)  portion.  L.-t  us  think  of  one 
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s.c. 


end  «.l  tin-  c\lmder  onl\  and  the  left-hand  side  of  the  valve, 
ilia!  the  passage  P  has  two  openings  into  it  instead  of 
merely  i.iif.  ami  that  whatever  is  occurring  at  one  of  them  is 
occurring  in  exactly  the  same  way  at  the  other.  If  a  student 
will  make  a  model  like  Fig.  131  of  paper,  and  move  it  on  its 

valve  seat,  he  will 
set-  at  once  that 
this  is  the  ordi- 
nary locomotive 
slide  valve  whose 
parts  we  have 
doubled.  He  can 
easily  imagine  a 
treble-ported  valve. 
It  is  quite  evi- 
dent that  there 
is  less  travel  with 
these  valves,  giving 
large  openings  to 
steam  and  ex- 
haust ;  the  fric- 
tional  work  saved 

in  this  way  is  of  some  importance,  because, 
in  spite  of  relief  frames  we  always  must 
have  much  loss  by  friction.  The  trick 
valve  of  Fig.  132  serves  the  same  purpose. 
The  student  will  notice  that  when  the  edge 
uncovers  the  port,  there  is  steam  entering 
the  same  port  through  the  hollow  part 
from  the  steam  space  on  the  other  side. 
This  valve  must  have  a  raised  seat.  It 
would  be  interesting  to  know  what  per- 
centage of  my  readers  will  make  working 
models  in  paper  of  Figs.  131  and  132. 

Fig.  134  shows   a   piston   valve  used 

when  there  are  highest  pressures.  •  This  is  merely  an  ordinary  slide 
valve,  only  that,  instead  of  having  a  flat  face  we  have  a  cylindrical 
lae.-.  ainl  pressures  are  very  well  balanced.  The  pistons  R  and  Ji 
are  packed  with  rings  a>  ordinary  pistons  are  packed  to  make  them 
steam  tight.  The  port  openings  extend  all  round  the  pistons  except 
that  then-  an-  liars  across  to  pie\eiit  the  parUm^  rin^s  springing 
out.  Another  is  shown  in  the  Willans  engine  (Fig  233). 


Flo.  1  30. 

Two-ported  valve  with  relief  frame 
R,  and  balance  piston  P. 


Fio.  129. 
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Sometimes  the  steam  space  is  at  the  two  ends  th.  .\hau-t  being 
between   the  pi.stons,  sumuimlin^  tin-  I-..HIH  <-tin^  nil-  ti 

the  reverse   arnin^niifiit    i>    :nl»|iii  <l,    u    in    Kg.    I  •"•  I      A    iK 


131.— DorBLC-poRTXD  VALVK  i.x  MID  Pcmn: 

A  B  =  A'  K  =  ouUide  lap;  CD  =  ('  D' =  inside  lap.  The  part  .4 '£•£*/)  U  an  exact  copy  ••( 
A  ti  c  l>.  The  space  $  U  really  ouUide  the  valve,  and  in  filled  with  ateam.  The  space  E  to  all 
exhaust.  Whatever  occurs  at  the  port  PI  occurs  at  the  same  time  at  th.  \> 

difference  in  size  of  the  two  pistons  allows  n>  t,,  di^jM.-n>.-  v.ith  a 
balance  piston. 

9O.  Soiiiftiines  momentum  cylinders,  <>r  cu>lii<.!is.  ;irc  tittc.l  in  <iuick- 
ninning  engines  to  supply  the  forces  due  to  mere  inertia  «(  the  valve  gear.  In 
Joy's  Assistant  Cylinder,  instead  of  tin-  ordinal  in-t«>n  we  have  a 

piston  whirli  i^  forced  \<\  steam  in  (lie  direction  in  which   the    v.ilve   is   moving, 


Fio.  182.— TKICK 


«<•  that  the  eccentric  rtxU  are  greatly  relieved  :  there  i«  also  the  necessary 
cushioning  action  at  the  end  of  its  stn-ke.  In  .-\isting  marine  engines  these  Joy 
AasUunts  may  exercise  aa  much  as  20  horse-pi  >v 

A  practical  man  who  understands  his  engine  will  not  need  any  hints  aa  to 
tin-  settinc  of  Talres.  Indeeil  this  merely  means  that  when  each  crank  is  at 
its  dead  points  its  valve  shall  just  have  the  pro|n-r  amount  of  lead  :  not  .juite 
the  same  perhaps  for  both  ends  ;  and  this  is  effected  \>\  the  nuts  on  the  valve 
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If  the  leads  at  lioth  ends  have  to  be  increased  or  diminished,  tin-  n,l,-n,n-, 
nf  tin-  rrrmtri" miivt  l>c  altered.  The  position  of  the  valve  at  mid  travel  is 
exactly  mid\va\  l»-t  \veen  its  position  at  the  dead  points  (see  1  and  8,  Fig.  20), 


Fio.  133.— THE  FINK  SLIDE  VALVE  GEAR. 

This  is  the  simplest  of  valve  gears.  The  valve  is  worked  from  the  block  D  by  the 
radius  rod  P.  D  may  be  lifted  or  lowered  in  the  link  slot  to  reverse  or  to  give 
different  grades  of  expansion.  The  link  is  rigidly  part  of  the  eccentric  straps,  the 
centre  of  whose  disc  B  is  180°  from  the  main  crank.  The  point  C  of  the  link  or 
eccentric  straps  is  guided  to  move  nearly  horizontally  in  the  arc  of  a  circle. 

The  result  is  much  the  same  as  is  obtained  by  the  use  of  a  Gooch  link  or  by  Radial 
valve  gear,  only  that  the  octaves  in  the  motion  (Art.  315)  are  much  more  pronounced. 

In  the  figure  a  pin  at  E  works  another  slider  through  the  rod  G.  When  this  gear 
is  used  for  reversal,  C  is  a  point  in  the  line  joining  A,  and  the  centre  of  the  slot. 


and  this  ought  to  be  symmetrical  over  the  exhaust  port.  It  is  to  be  remembered 
however  that,  especially  in  marine  engines,  there  is  more  lead  and  more  inside 
lap  at  the  lower  port.  There  is  another  reason  for  greater  lead  at  the  lower 
port ;  it  enables  the  wear  of  the  eccentric  straps  to  be  taken  up. 


7111 


VALVE  QEARfl 


151 


Fto.  134.— TRin.c  EJCFAXSIOX  H  ARIXK  EKGIXE  Pwrox  Vu.vr.  VALVE  SKAT*,  CHKKT  AJO> 
JACKETED  HIOH  PKCMUBB  CTLIXMUU 

Utual  podtkm  upnidc-duwn.    Exbaiut  »p*x»  at  en<U  of  pUtoo  V»!TC  ;  »t«ani  npoc«  to  middle. 
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CHAPTER    IX. 

THF.    KXM.U  >T    AND    FEED. 

91.  WHEN  steam  .-rapes  (mm  a  cylinder,  it  may  escape  to  the 
atmosphere.  ;ind  the  engine  is  sai«l  to  be  non-condensing.  Some- 
times the  steam  escapes  through  a  pipe  in  the  chimney,  so  that 
it  may  create  a  draught  through  the  flues  of  the  boiler.  This  is  the 
case  in  locomotive  engine*  which  an-  always  non-condensing.  Some- 
times the  j»i|)«-s  through  which  the  escaping  steam  passes  are  sur- 
rounded In  the  feed-vnf. ,-.  which  thus  gets  heated  before  it  enters 
the  boiler.  Sometimes  the  feed-water  supply  enters  a  box  in  spray. 
being  pumped  off  from  the  lower  part  of  the  box.  The  exhaust  steam 
passes  through  this  box  also  uii  its  way  to  the  atmosphere.  The 
main  objection  to  this  plan  is  that  the  feed -\vatt T  is  heated  before 

ng  through  the  pump,  and  this  gives  trouble.  Also  the  water 
take*  up  objectionable  oil  from  the  steam.  Weir  heats  the  feed- 
water  by  mixing  with  steam  from  the  lowe  ~ure  receiver  of  a 
triple  expansion  engine.  IJoiler  steam  is  sometimes  used  to  heat  the 
feed-water,  and  the  increased  efficiency  discovered  is  really  due  to  the 

that    the   method  used  greatly  increases  the  water  circulation, 
('ha  1 1     XXXI II.)      There    can    be    no    doubt   of  the   great 

•it  derived  tYoiu  heating  feed- water  in  feed-water  heaters  by  the 

in  the  Mue*  l>ef.>re  it  enters  the  boiler,  partly  because  ru-1. 
cold  water  produce  great  local  strains  in  the  >hcll  and  Hues,  and  this 
i*  thought    to  be  very  important  :  but  as  a  matter  of  fact   th-  • 

ly  found  to  be  a  saving  of  something  like    10  per  cent,  in  fuel, 

on    the   who],         \        ii.   the   heated    feed-\\ater   teii'ls    to    deposit    its 

•"•diment  in  the  heater  rather  than  in  the  lx.il.  r  itself,  and  besides, 

greatly    driven    out    of  it.      The    air    is.   however,  only 

liable  in  ci.ndeiiMiig  engines. 

r  Econoniistr  is  more  usually  given  to  a 

number  of  tub.  -  -.un-.-undeil  by  the  waste  gases  which  are  about   to 
escape  up  the  chimne;        i  n-tantly  kept  cleaned 
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soot  In  means  of  >rni|»ers.  One  seldom  sees  a  group  of  four  or 
live  Lmc;i>liiiv  l>»ilers  without  a  feed-water  lientcr.  ;md  it  i<  CI.IM- 
inonly  said  that  tin-  feed-water  heater  is  practically  equivalent  to  an 
extra  boiler  in  steam  produced,  without  extra  fuel  being  needed, 
(see  Fig.  19G). 

92.  In  a  condensing  engine  the  exhaust  steam  passes  into  a 
cold  chamber  called  a  condenser.  This  chamber,  which  may  be  of 
any  shape,  is  kept  cold  sometimes  by  cold  water  circulating  round  it, 
and  is  then  called  a  surface  condenser  ;  sometimes  by  jets  of  cold 
water  spraying  from  a  rose-head,  inside  the  condenser  on  the  end  of 
a  pipe,  the  other  end  of  which  dips  into  a  neighbouring  pond  or 
tank;  then  it  is  called  a  jet  condenser.  It  is  to'  be  remembered 
that  the  weight  of  cold  water  needed  for  condensation  is  usually 
taken  to  be  about  thirty  times  the  weight  of  steam  to  be  condensed. 
Less  will  do  ;  but  in  any  case  the  amount  of  water  needed  is  so 
great  that  we  never  dream  of  using  a  condensing  engine  if  the  water 
must  be  supplied  by  a  water  company  and  has  to  be  paid  for. 

EXERCISE.  1  Ib.  of  steam  at  3'62  Ibs.  per  square  inch  or  65°  C. 
is  condensed  by  water  at  15°  C.,the  mixture  being  40°  C.,  what  weight 
of  water  is  used  ? 

In  the  table  of  Art.  180  we  see  that  the  latent  heat  of  the  steam 
is  561,  and  the  steam  not  only  condenses,  but  falls  25°,  so  that 
altogether  the  pound  of  steam  loses  561  +  25,  or  586  units  of  heat. 
The  water  is  raised  25°,  and  hence  its  weight  is  586  H-  25,  or  23  Ibs. 

It  is  of  importance  that  a  student  should  be  able  to  calculate  : 
1.  How  much  heat  must  be  given  to  feed-water  in  the  boiler  to 
produce  steam.  2.  How  much  heat  goes  away  from  the  cylinder  in 
the  steam,  whether  the  engine  is  condensing  or  non-condensing. 

To  raise  1  Ib.  of  water  to  any  temperature  requires  (with 
enough  accuracy  for  our  calculations)  1  unit  of  heat  for  every 
degree.  Thus  to  raise  a  pound  of  water  from  0°  C.  to  8°  C.  needs 
6  units  of  heat.  To  convert  the  water  into  steam  at  6°  C,  without 
any  further  increase  of  temperature,  needs  I  =  606'5  —  0-6950  units 
of  heat.  This  last  is  called  the  latent  heat  of  the  steam  ;  it  was 
measured  by  Regnault,  and  he  found  this  formula  to  represent  his 
results  pretty  accurately.  A  table  of  values  of  I  is  given  in  Art.  180. 
Let  a  student  consider  steam  at  101  "9  Ibs.  per  square  inch.  Its 
temperature  is  165°  C.  Suppose  that  a  pound  of  feed-  water  was  at 
40°  C.,  it  took  125  units  of  heat  in  rising  to  165°  C.,and  it  then  took 
606'5  —  0'695  x  165  or  492  units  of  heat  to  convert  it  into  steam. 
Altogether  it  was  given  125  +  492,  or  617  units  of  heat  in  the 
boiler.  Let  us  suppose  that  a  pound  of  steam  escapes  from  the 
cylinder  at  17'53  Ibs.  per  square  inch,  or  (according  to  the  table, 
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LOfi     '        its  latent  li. MI   i-  .".:}!•  nun-.  .-Hid  if  we  iin;i 
••led  I.,  tli«-  I.  ni|)«-r:ituiv  <>f  tin-  feed-water,  this   means  |(l.'»  —  40, 
..r  ti">  more  unit>.      It  ther.-!'., re  \\..uld  carry  off  with  it  599   units  of 
heat.     In  a  condensing  engine  if  we  imagine  1  Ib.  of  steam  .r 
•  ;.")     ( '.  converted   intii   water  at   tin-    tempera!  un-  of  the    feed-v 
(40°  C.),  we  tind  that  it  must  have  581  units  of  heat  taken  from  it. 
Now,  I  d»  n.it  SUN  that  fm-  -very   pound  of  steam   produced,  we  have 
a  pound  <>t'>t«-ain  in  the  exhaust,  because  some  of  the  exhaust  stuff 
is  \vat.-r--but  the  above  figures  will  teach  an  important  lesson,  im- 
portant   in   all   heat  engine   work,   nann-ly,  that   we   take  away  and 

in  the  exhaust  nearly  as  much  heat  as  \\v  give  to  the  stu: 
that    only    a    >mall    jHirtion    is  utilised    and    converted    into   useful 
work. 

Having  to  take  away  by  means  oft ling  water  this  great  amount 

ol  h.-at  from  tin-  i-\hau>t  »t<-am  is  a  great  trouble.  It  is  so  great  a 
trouh].-  that  w.-  would  tain  use  non-condensing  engines  on  board 
ship.  Why  do  we  not,  then  ?  Because,  if  we  let  all  our  steam  go 
otV  uncoiid«-ns.-d  to  the  atmosphere,  where  shall  we  get  feed-water  for 
our  boil. -is  '  From  the  sea;  sea  water,  which  deposits  salt  inside 
the  boiler,  even  if  we  are  continually  trying  to  avoid  it  by  blowing 
otV.  It  is,  however,  the  very  hard,  tight-sticking  deposit  from 
sulphate  of  lime  which  we  fear  most.  This  is  so  insoluble  in 
hot  water  that  it  is  impossible  to  use  sea  water  in  boilers  with 

mrefl  higher  than  about  oo  Ibs.  per  square  inch  (absolute).  And 
this  also  is  the  reason  why  we  must  use  surface  condensers.  But  on 
land  when  we  can  u.-t  a  sufficient  supply  of  fresh  water  for  the  feed, 
if  there  is  a  steady  load  on  the  engine,  and  we  use  high  y 
th.-re  is  often  found  to  be  no  great  advantage  in  having  a  condensing 
rath.r  than  a  non-condensing  engine.  If,  however,  the  load  varies 
greatly,  there  is  considerable  saving  in  using  a  condensing  engine  if 
we  do  not  have  to  pay  for  the  condensing  water. 

Calculations    like   the   above    have    to   be    mad.-    continually    in 

ical  work,  and  the  Mudeiit   ought  not  only  to  work  numerical 

but  he  ought  to  make  mea^un-meiits  for  himself  in  a  heat 

it.'iy.      K\.  n  on.- actual   measurement    of  the  latent    heat    in  a 

ijiiantity  of  steam  will  -_;i\e  ideas  which  u<>  practical  man  ought  to  bo 

without.      If  is  .jiiire  absurd  to  think  that  a  man  who  has  only  this 

kind   of  kiiov.  \    hearsay,   really  comprehends  what   he  talks 

alx.ut.     What  we  continually  need  to  remember  is  Regnault's  total 

h.at  //.  the  heat  given  to  a  pound  of  water  at  0°C.  to  convert  it  into 

0°C.,  and  its  amount  is  If  =  606'5  -f  0'3050.     6   units 

"f  this  in    mi-rely    heating  it   as   water,  and    If  —  0  or 

'5  —  0*695  tf  is  the  latent  heat.      Notice  that  there  is   less  latent 
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heat  in  high  jn-.-sniv  steam  than  in  low  pressure,  although  there  is 

lllol-e   total    heal. 

If -tmlfiits  do  exercises,  they  ought  to  take  cases  such  as  that  of 
"lie-quarter  of  a  pound  of  water,  and  three-quarters  of  a  pound 
of  steam — how  much  heat  has  produced  it?  how  much  heat  will 
it  give  out  in  the  condenser  '. 

The  following  method  of  calculation  is  very  much  more  suggestive  and  ac- 
curate than  the  last,  and  the  student  ought  to  work  at  least  one  exercise  very 
carefully. 

KXKRCISE.  An  engine  uses  17  Ibs.  of  dry  saturated  steam  at  101 '9  Ibs.  per 
square  inch  (absolute)  per  hour  per  indicated  horse-power.  How  much  heat 
enters  the  condenser  with  the  exhaust  steam  per  hour  per  horse-power  ?  Assume 
no  radiated  heat,  no  leakage  of  steam,  no  steam  jacket. 

The  total  heat  in  17  Ibs.  of  such  steam  may  be  calculated,  or  from  the  table 
Art.  180  we  see  that  the  heat  supplied  is  17  x  656 '8,  or  11,166  Centigrade  units. 
Now  1  horse-power  hour  is  1,980,000  foot-pounds,  or  (dividing  by  1393,  Joule's 
equivalent)  1422  Centigrade  units.  Hence  11,166  -  1422  or  9744  units  reach 
the  condenser  per  indicated  horse-power  hour. 

93.  An  injection  condenser  may  be  of  any  shape  ;  the  injection 
water  rushes  in  as  spray,  and  with  the  condensed  steam  and  air  it  is 
drawn  out  through  a  foot  valve  F  V  in  Fig.  136,  which  shows  an 
air  pump.  Fig.  47  shows  how  it  is  worked  in  marine  engines.  In 
the  down  stroke  of  the  bucket  the  water  passes  through  the  bucket 
valves  B  V;  in  its  up  stroke  this  water  is  lifted  and  passes  through 
the  delivery  valve  D  V  to  the  hot  well.  Notice  that  many  light 
valves  are  often  used  in  air  pumps  instead  of  one  large  one  ;  this  is 
for  quickness,  and  also  that  they  may  lift  under  very  small  pressures. 
Valves  are  often  made  of  thin  sheet  brass  or  phosphor  bronze 
instead  of  india-rubber.  The  barrel  and  bucket  are  castings,  usually 
in  gun  metal.  The  force  pump,  Fig.  140,  feeds  the  boiler ;  when 
the  plunger  A  is  lifted,  water  is  sucked  from  the  hot  well  through 
the  valves  G  F  E  to  the  barrel  of  the  pump ;  when  the  plunger  is 
pushed  down,  the  water  in  the  barrel  is  forced  through  other  valves 
to  the  boiler.  The  feed  pump  is  usually  so  large  that  it  would 
supply  more  feed-water  than  the  boiler  needs. 

Intermittent  feeding  is  bad  for  many  reasons;  the  feed-water 
ought  to  be  supplied  regularly.  A  good  engine-driver  will  leave 
the  water  at  a  high  level  in  his  boiler  when  he  stops  his  engine  for 
a  time.  Sometimes,  however,  when  he  wants  to  start,  the  water 
may  be  too  low,  and  it  is  important  to  be  able  to  feed  the  boiler 
without  starting  the  main  engine.  This  gives  us  also  a  reason  why 
a  high  tank  of  water  is  so  useful,  as  we  may  easily  fill  the  boiler 
from  it.  It  is  usual  to  have  means  of  independent  feeding  in  all 
large  engines,  so  that  it  may-go  on  when  the  engine  is  stopped.  If 
injectors  (Art.  95)  only  are  used,  they  ought  to  be  in  duplicate.  If 
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Fio.  136.—  AIR  PI-HP  or  LARGE  MARINE 
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...ill  clearance  at  the  ends 
of  the  stroke  of  the  bucket ;  thU  and  the 
lightnen  of  the  valves  conduce  to  the 
better  exhatution  of  air.  The  preaeoce 
the  ulifhtert  trace  of  air  »cenu 
to  greatly  diminish  the  efficiency  of  a 

DMT. 

ii   the  barrel  of  the 
pinup;   it  allow*  the   valve*   to  be  ex- 
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an  independent  steam  pump  or  other  separate  boiler  feeder  be 
employed,  it  is  usual  to  order  it  large  enough  to  supply  much  more, 
-;i\  twice  or  three  times  the  actual  feed-water;  this  is  done  with 
the  object  of  letting  it  work  slowly  so  that  it  may  wear  well  and  need 
little  attention.  The  Worthington  steam  pump  (Fig.  22)  is 
usually  employed  because  it  gives  no  trouble  and  is  of  easy  regula- 
tion. In  ships  there  is  one  main  pump  in  each  engine  room  capable 
of  supplying  all  the  boilers,  and  there  is  one  auxiliary  pump  in 
each  boiler  room  delivering  only  to  specified  boilers,  and  with  suction 
from  cither  the  feed  tanks  or  the  reserve  tank  or  the  sea. 

If  the  injection  water" is  dirty  we  must  be  careful  to  strain  ii,  and 
it'  we  have  a  purer  fresh  supply  it  is  usual  to  use  it  in  preference  to 
the  condensed  steam  as  feed-water.  We  often  use  a  fresh  supply 
when  we  have  a  surface  condenser,  as  condensed  steam  is  sure  to 
have  oil  in  it,  and  the  oil  does  harm  to  the  boiler.  Oil  sometimes 
seems  to  get  on  the  tubes  or  flues  of  the  boiler  in  places,  prevent- 
ing the  water  touching  the  metal  which  may  get  extremely  hot 
at  such  places.  I  have  sometimes  seen  places  in  the  crown  or  just, 
beyond  the  crown  of  the  furnace  which  seemed  red  hot,  and  I  have 
usually  attributed  them  to  patches  of  oil.  Oil  filters  are  used  in 
marine '  engines  to  free  the  feed-water  of  oil,  and  almost  no  oil  is 
now  being  admitted  to  valve  chests  or  cylinders  for  lubrication. 

A  surface  condenser  (see  Fig.  138)  is  usually  formed  of  a  great 
number  of  :,!  or  [j-inch  drawn  brass  tubes,  J0  inch  thick,  about  1  inch 
apart,  of  zig-zagged  arrangement  in  a  brass  casing  C  C,  and  through 
them  cold  water  is  kept  circulating  as  shown  by  the  arrows  C  WT  t<» 
C  WT  through  C  W  (in  amount  about  70  times  that  of  the  feed-wat  er) 
by  means  of  what  is  called  the  circulating  pump,  which  is  usually  a 
centrifugal  pump.  In  a  marine  engine  it  is  the  sea  water  which  is 
kept  so  circulating,  and  there  is  usually  an  arrangement  by  which 
this  circulating  pump  may  draw  water  from  the  bilge  instead  of  the 
sea.  Driven  by  the  main  engines  there  are  also  usually  bilge  pumps ; 
there  are  then  often  four  pumps  forming  part  of  the  main  engine — 
air,  feed,  circulating,  and  bilge.  Fig.  139  shows  an  independent 
circulating  pump. 

The  tubes  are  always  kept  cold,  and  the  exhaust  steam  being 
admitted  at  A  into  a  closed  space  outside  and  all  round  these 
tubes,  is  condensed  and  is  drawn  away  through  B  by  the  air- 
pump.  The  condensed  water  is  the  feed-water,  and  needs  only 
an  occasional  small  addition  of  (fresh,  not  salt)  water,  because  of 
leakage  and  blowing  off.  Thus  the  same  water  is  used  over  and 
over  again,  and  an  engineer  need  not  have  more  variation  of  level 
than  an  inch  in  his  boiler.  Just  at  the  beginning  it  is  thought  well 
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to  use  .silt  water  for  a  short  time,  as  this  produces  a  thin  scale  all 
over  the  inside  of  the  boiler  which  is  thought  to  protect  ther,plates 
against  pitting. 

EXERCISE.  In  recent  practice  one  square  foot  of  tube  condenses 
about  12  Ibs.  of  steam  per  hour  (sometimes  a  higher  figure  is 
takfii).  Find  the  total  length  of  f-inch  tube  required  for  an  engine 
whose  maximum  indicated  power  is  1,000  horse,  using  16  Ibs.  of  steam 
per  hour  per  indicated  horse-power. 

The  total  area  is  16,000  -=-  12  or  1,333  square  feet.  One  foot  of 
f-inch  tube  has  a  surface  TT  X  £  X  12  square  inches  or?r  X  f  4-  12  or 
0-196  square  feet.  Hence  l,333-=-0-196  or  6,800  feet  length  of  piping  is 
required.  If  each  length  of  tube  is  8  feet,  we  need  850  lengths. 

It  is  usually  thought  well  to  employ  as  large  an  air  pump  with  a  sur- 
face condenser  as  with  an  injection  condenser,  although  there  is  much 
!••>>  water  to  remove.  This  is  on  account  of  the  air  which  is  always 
present  in  water  to  some  extent,  and  from  which  the  condenser  must  be 
kept  free.  Not  only  does  such  air  spoil  the  vacuum,  but  the  merest 
trace  of  air  very  materially  retards  the  condensation  of  the  steam. 

94.  When  water  is  expensive,  as  in  a  town,  that  kind  of  surface 
condenser  which  is  called  an  evaporative  condenser,  may  be  used. 
It  consists  of  a  number  of  tubes  for  the  exhaust  steam,  their  outside 
surfaces  being  exposed  to  the  atmosphere  ;  a  small  circulating  pump 
being  employed  to  keep  them  wet  on  the  outside.  It  is  not  often 
used  for  engines  indicating  more  than  100  horse-power,  because  the 
outsides  of  the  pipes  give  off  white  clouds  of  condensed  vapour  which 
may  be  thought  to  be  a  nuisance. 

In  electric  lighting  stations  and  other  places  where  large  power 
is  needed,  and  therefore  the  increased  economy  due  to  condensation 
i>  important,  and  in  places  where  a  large  supply  of  condensing  water 
cannot  be  cheaply  obtained,  this  kind  of  condenser  becomes  import- 
ant. Ordinary  surface  condensers  need  70  Ibs.  of  water  per  pound 
of  steam.  Where  there  is  large  space  for  cooling,  the  water  for 
an  ordinary  surface  condenser  may  be  used  over  and  over  again,  but 
such  space  is  expensive  in  cities.  Now,  evaporative  condensers 
giving  24"  to  26"  of  vacuum  need  water  supply  in  amount  only  about 
\  of  the  weight  of  steam  condensed.  The  surface  must  obviously 
})<•  larger  than  in  an  ordinary  surface  condenser.  Care  must  be  taken 
that  the  condensing  water  trickles  from  the  hotter  to  the  colder 
parts.  Leakage  must  be  carefully  prevented,  and  so  joints  must  be 
good  and  accessible,  and  for  another  reason  they  must  be  accessible 
because  the  trickling  water  deposits  from  10  to  40  oz.  of  solid 
matter  per  square  foot  per  annum  and  the  pipes  must  be  cleaned. 
Horizontal  tubes  are  found  to  be  more  effective  than  vertical,  but 
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th-  v  takt-  uj>  ni->re  space.     Various  contrivances  have  b<  •  n  invented 
to  cause  a  fairly  e\vn  >uj»j»l\  ><i  trickling  water  everywhere.   Artificial 
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A  jet  condenser  is  like  an  injector.  A  central  jet  of  injection 
water  is  surrounded  by  a  nozzle  for  exhaust  steam,  and  the  receiving 
pipe  gradually  expands  towards  the  hot  well.  The  steam  condenses 
and  passes  with  the  injection  water  to  the  hot  wi-11,  no  air  pump 
being  needrd. 

95.  The  Injector. — Steam  from  a  boiler  enters  the  injector  at 
S,  Fig.  138  a  ,  and  as  it  enters  a  place  of  low  pressure  at  the  end  of 
the  nozzle,  it  acquires  a  velocity  which  may  be  greater  than  1,300 
feet  per  second.  There  is  a  partial  vacuum  at  I),  and  water  flows 
towards  it  from  a  tank  through  W.  Imagine  the  space  D  filled  with 
water ;  the  steam  mingles  with  this  water,  condensing  and  heating 
the  water,  and  the  mingled  stream  passes  across  the  place  of  low 
pressure  G  into  A  with  a  sufficiently  great  momentum  to  overcome 
the  pressure  of  the  boiler,  which  it  enters  past  a  check  valve  V  and 
an  ordinary  controlled  valve  as  well. 

The  tank  may  be  below,  or  on  the  level  of,  or  above  the  injector. 

As  the  steam  handle  is  gradually  turned  first  a  small  quantity  of 
steam  enters  from  S  driving  air  before  it,  creating  a  partial  vacuum 
at  D.  filling  the  spaces  with  water,  and  the  condensed  steam  water 
and  air  escape  by  the  overflow  to  0  F.  The  valve  admitting  water 
through  W  is  now  opened.  As  the  steam  valve  is  more  opened 
a  greater  rush  of  steam  takes  place,  and  the  water  has  enough 
momentum  to  open  the  valve  and  enter  the  boiler;  there  is  now 
a  partial  vacuum  in  the  chamber  G,  and  hence  it  is  thought  good 
to  have  a  valve  in  the  overflow  pipe  to  prevent  air  entering  with 
water  into  the  boiler ;  water  can  always  escape  through  0  F.  If 
the  engine  is  non-condensing  I  approve  of  allowing  air  to  enter  the 
boiler,  as  it  prevents  condensation  in  the  engine  cylinder,  but  it 
produces  very  bad  effects  in  the  condenser  of  a  condensing  engine. 
It  is  evident  from  the  figure  that  we  can  control  the  flow  of  steam 
and  water ;  when  we  diminish  the  water  supply  it  is  fed  into  the 
boiler  at  a  higher  temperature,  and  if  this  is  too  high  the  water  may 
boil  near  M  and  the  action  be  spoilt.  As  the  lift  from  the  tank  is 
greater,  there  is  more  chance  of  trouble,  and  it  is  seldom  that  the 
lift  is  more  than  20  feet.  There  are  various  arrangements  in  use 
for  automatically  adjusting  the  proportion  of  the  water  and  steam 
areas  at  the  nozzles  to  suit  changing  boiler  pressures. 

We  shall  see  in  Art.  381  that,  as  the  velocity  with  which  the 
water  reaches  M  is  greater,  the  efficiency  is  greatly  incn-ased.  Now, 
coming  from  a  tank  on  the  level  of  or  below  the  injector,  it  is 
not  possible  for  the  water  to  have  a  great  velocity.  Hence  there 
are  injectors  of  double  action.  The  water  is  first  forced  into  a 
chamber,  when  its  pressure  is  about  20  Ibs.  per  square  inch  above 
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Pic.  1-10.— FEED  PUMP  FOB  MARINE 

ENOI.NE. 

lu  marine  engines  water  is  pumped 
from  tlic  air-pump  into  a  feed  tank  of 
i;alvanised  steel  plate  large  enough 
for  from  3  to  o  minutes  feed  (at  full 
power).  Air  has  a  little  time  to  escape 
from  the  water.  There  is  one  of  these 
in  each  engine  room,  usually  con- 
nected by  a  pijic  to  thu  other.  There  are  two  overflow  pip,;*. 
One  (to  the  reserve  feed  tank)  is  a  syphou  coming  from  the 
bottom  of  the  tank,  arranged  so  that  it  cannot  act  unless  the 
surface  level  is  high  enough.  The  other  takes  oily  water  from 
the  surface  to  the  bilge,  unless  when  a  grease  filter  is  fitted. 
The  glasses  showing  the  levels  of  water  in  the  tanks  must 
lie  visible  from  the  starting  platform.  There  are  zinc  slabs  in 
the  tanks.  The  doable  bottoms  under  engine  and  boiler 
rooms  are  used  as  reserve  feed  tanks  (to  make  up  losses  by 
leaks,  if.),  holding  from  50  to  100  tons  of  water  in  large  ships. 
These  receive  fresh  water  from  distilling  apparatus.  Of  late 
it  h:ix  been  the  custom  to  discharge  from  the  air-pump  into  a 
Imt-H-tll  tunk,  and  to  pump  the  water  from  this  through' an 
oil  filter  into  the  feed  tank. 

Apparatus  for  distilling  fresh  from  sea-water  is  to  be  found 
now  on  all  ships.  This  supplies  water  for  ordinary  use,  and 
also  for  wa>tc  of  steam.  There  are  many  varieties,  but  they 
all  use  the  principle  of  passing  l>oiler  steam  through  tubes 
to  boil  sea-water  surrounding  the  tubes  .  the  resulting  sti-mn 
is  condensed.  They  differ  from  one  another  in  the  ease  with 
which  the  scale  may  be  removed. 
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The  pump  delivers  the  water 
through  ft,  it  travels  upwards  through 
the  central  tube  and  valve  B,  t"  the 
Ixiilers  through  A.  !•'  contains  air 
which  being  under  pressure  • 
a  more  uniform  flow  of  the  water. 
When  the  connection  between  tin- 
air  vessels  and  Ixjilers  is  closed  the 
water  escapes  by  way  nf  f  he  valve  II, 
through  /  to  the  hot  well. 


CHAPTER    X. 

n.V-WHKKI.    AMI    U 


96.  IT  is  really  on  the  fly-wheel  that  we  depend  fur  the  preven- 
tion of  -u<  Men  changes  in  speed.  The  governor  is  too  leisurely. 

The  mass  of  a  fly-wheel  is  mainly  in  its  rim,  and  it  is  usual 
to  neglect  the  mass  of  tin-  amis  and  IH»X  in  calculations.  The  weight 
of  the  fly-wheel  in  pounds  divided  by  32'2  gives  the  mass  in  engineers' 
units.  Half  the  mass  multiplied  by  the  square  of  what  we  may  call  the 
average  velocity  of  the  rim  in  feet  per  second  is  the  kinetic  energy 
stored  up  in  the  wheel.  If  \V  is  the  weight  of  a  fly-wheel  in  pounds, 
if  R  is  tlie  average  radius  of  the  rim  in  feet,  when  the  wheel  makes 
ii  revolutions  per  minute,  it  is  easy  to  show  that  the  energy  stored 
up  in  it  is  lP7?»2/5874  foot-pounds. 

The  following  exercises  will  bring  home  to  students  the  value  of 
the  fly-wheel  :  — 

1.  The  rim  of  a  cast  iron  'ly-wheel  has  a  rectangular  section 
\'l  x  10".  Its  average  radius  is  5  feet,  what  i>  its  weight?  Its 
volume  is  12'  x  10"x  2?rx60  or  45,200  cubic  inches;  its  weight 
about  11,760  11-.  and 

JJ7,?-:-.  5874  =  50-1. 

If  this  wheel  makes  100  revolutions  per  minute  it>  knit  tic  energy 
•  1,000  foot-pounds.  If  ii  inakes  n  revolutions  per  minute  its 
ic  energy  LB  "•"  1  x  n-. 

Hence,  in  changing  from  any  speed  to  another,  we  can  calculate 
the  energy  that  it  will  store  or  unstore. 

_    An  engine  with  the  above  fly-wheel  gives  out  on  the  average 

horse-power  at   100  revolutions    per   minute.     Therefore   the 

•^y  given  out  in  one  revolution  i>  1  20  x  33,000  -*•  100  or  39,600 

foot-pounds     Now  let  us  suppose  that  the  fly-wheel  is  called  upon 

to  store  the  whole  of  the  energy  which  would  be  supplied  in  half  a 
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revolution,  because  perhaps  the  governor  is  too  sluggish,  what  is 
the  highest  speed  '. 

Tli.-  wheel  had  501  X  1002  or  501,000  foot-pounds  already;  we 
give  to  it  39,600  x  0'5  or  19,800  foot-pounds.  So  that  its  higher 
store  is  520,800,  and  this  is  50'1  times  the  square  of  the  new 
speed.  Divide  therefore  by  501  and  extract  the  square  root,  and 
we  find  104  revolutions  per  minute  as  the  highest  speed. 

A  large  fly-wheel  is  -usually  built  up  of  many  pieces  carefully 
fitted,  keyed  and  bolted  together ;  an  example  is  given  in  Fig.  144 
its  rim  arranged  with  grooves  for  rope-driving.  It  only  differs  in  its 
rim  from  a  common  form,  which  is  a  spur-wheel  which  would  drive  a 
mortise  wheel.  In  America,  engineers  often  use  a  wrought  iron  fly- 
wheel which  may  be  run  at  much  higher  speeds  than  a  cast  iron 
wheel.  Sometimes  the  power  is  taken  from  the  fly-wheel  by  a  belt ; 
but  in  England  this  is  never  done  on  large  engines.  The  Americans 
are  beginning  to  imitate  the  much  superior  English  method  of  direct 
driving. 

When  an  engine  has  to  drive  a  single  machine,  such  as  a  dynamo 
machine,  it  is  now  quite  usual  to  couple  the  crank  shaft  directly  unto 
the  shaft  of  the  dynamo ;  indeed  engine  and  dynamo  are  placed  on 
one  bed,  and  the  four  sets  of  brasses  are  bored  out  at  one  time 
so  that  they  may  be  exactly  in  line.  When  this  can  be  done  there  is 
a  very  distinct  saving  in  power. 

97.  Fig.  142  shows  the  modern  form  of  the  Watt  Governor, 
loaded  as  it  now  usually  is.  A  B  is  kept  rotating,  being  geared 
from  the  crank  shaft.  When  the  speed  is  steady,  the  centrifugal 
forces  of  the  balls  just  balance  their  own  weights  and  the  great 
additional  weight  W,  and  the  weights  of  any  other  parts  of  the  gear. 
Should  the  speed  increase,  there  is  increased  centrifugal  force,  the 
balls  separate  more  and  lift  W.  Fitting  the  neck  at  B  there  is  a 
ring  or  pair  of  blocks  on  the  fork  of  the  lever  C  D,  so  that  C  is  lifted 
and  by  means  of  the  lever  C  D  and  rods  going  to  the  throttle  valve, 
the  admission  of  steam  to  the  engine  is  lessened.  If  the  speed  is 
lessened  the  balls  come  nearer,  W  falls  and  the  admission  of  steam 
is  increased.  This  governing  of  the  engine  by  throttling  the  steam 
alters  the  diagram  by  altering  the  pressure  of  the  steam  entering 
the  cylinder. 

Sometimes  instead  of  lifting  a  weight  W,  we  compress  a  steel 
spiral  spring  placed  between  B  and  A.  In  this  case  we  have  a  means 
of  adjustment  of  the  forces. 

The  Hartnell  Governor  is  shown  in  Fig.  143.  A  E  F  is  a  brass 
cap  with  two  arms  E  F  carrying  pins  at  F  F.  The  spindle  is 
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iied  to  the  cap  at  A  and  makes  it  r..tate.  Tli  •  balls  II'  are  at 
the  ends  of  the  bell  crank  levers  /('/•'//.  When  tli-  -peed  IIKT, 
tin-  centrifugal  force  of  the  balls  causes  them  to  lift  the  sleeve 
against  the  downward  push  of  the  s]iiral  spring  >' :  the  lifting  of  the 
sleeve  throttles  the  steam  or  in  some  other  way  diminishes  the  work 
done  by  the  Steam  in  the  cylinder.  There  is  usually  an  adjustment,. 
of  the.  force  in  the  spring  which  is  easil\  made  if  the  top  of  the  cap 
i-  removed,  r.y  means  ..t'this  adjust  ment  we  can  make  the  governor 


Fio.  142.— LoAntn  WATT  OOVCRXOR. 


Fio.  143.— 


in-   • 


very  much  moro  sensitive  than  that  of  Fi^.  142.  That  is,  suppose 
the  normal  speed  of  the  engine  to  be  100  revolutions  per  minute  :  if 
the  speed  increases  to  100^,  or  diminishes  to  !i!»l.  we  may  find  that 
the  balls  fly  out  very  far  or  conic  in  near  one  anoth-r  very  much. 

When  \ve  try  to  make  a  governor  too  sensitive  and  «|iii«-k  we  may 
'•a u so  the  engine  to  himi.  That  is,  the  balls  may  tly  out  so  much  for 
a  very  small  increase  in  sjx^ed  that  steam  is  shut  off  too  much  ;  the 
speed  decreases,  the  balls  fly  too  near  together  and  too  much  steam 
ifl  admitted,  and  so  the  speed  is  continually  fluctuating.  This 
hunting  action  cannot  be  thoroughly  und- 'iM 1  ui,  has 
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studied  vibratory  motion  ^.•m.-ndly.     Solid  friction  sometimes  makes 
it  worse  ;  fluid  friction  a<  of  a  dash  pot  greatly  destroys  it. 

The  governor  can  only  produce  effects  during  the  admission  of 


II 


Ho.  144.— Brn.T-rp  FLY-WHIET,  RiM-flRoovr.n  FOR  ROPE  GEARING. 

steam  to  the  cylinder;  consequently  for  the  prevention   of  rapid 

changes  of  speed  we  must  depend  upon  the  inertia  of  the  fly-wheel. 

98.  To  study  any  centrifugal  governor,  Figs.  142  or  143 
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.1111). !••.  what  we  have  t..  <|.i  i-  t.i  find  tin-  • .pia!  f..iv  I  l»l 

sshi'-h  (if  tin-  killv  \\etv    i:  would  jn-t    keep   the  balU  in 

that  particular  p.-ition.      \V«-  can  calculate    tin  due 

to  friction)  if  we  kn«>\\  tin-  weighs  ami  shajx-  of  all  tho  parts, 
an  excellent  for  students  to  Hnd  this  force  experimentally. 


Fio.  14.V— CIWOVK  FOK  Rorr  DBIVINO. 


«-   r  - 


Thus   in  a  particular  governor  the  weight  of  each  of  whose  balls 

was    6  Ibs.,   tin-   distance    \\hieh    I    call    ;•,  Fig.  146,    was  carefully 

measured  at  the  saim-  time  that  the  two  equal  forces  .Fwere  exerted 

horizontally  out  from  the  axis  by  means  of  two  spring  balances.     The 

set  of  readings  was  taken  when  the  balls  were  being  overcome 

and  \V.TI>  pulled  out  from  the  axis  farther  and  farther;  the  second 

.sheii  the  l»alls  were  moving  inwards  and  overcoming  the  spring 

baton 


Value- 

Value*  of  F  in  jmm.l* 
experimentally  found. 

Speed  at  which  the 
centrifugal  force  is 
just  /•• 

bdfa 

:,. 

297 

jmllfil 

1 

7.'{ 

888 

out 

."> 

m 

bdh 

!>•' 

300 

pin  ' 

1 

7" 

in 

52 

291 

It  i^  essential  thateven  a  beginner  >h«nild  nndei>tand  clearly  that 

:  ifugal  forces  must  be  just  equal  to  the  values  of  F  when  the 

balls  are  ju>t  going  out  or  in  for  their  various  positions.    The  numbers 

in  the  third  column  are  the  speeds  at  wh>h  these  centrifugal  forces 

would  be  produced,  and  they  are  easily  calculated.1 

1  It  is  «u»y  to  show  that  a  baly  of  ,/•  lh.  making  u  revolutions  j>cr  minuto  if  its 
ircle  of  nulius  r  feet,  has  a  centrifugal  force  in  pounds,  of  the 
»m. >ii;  nt  take  this  up  as  an  ea*y  exercise.      H. 

the  centrifugal  force  is  e«(iml  to  /',  n  —  s; -J936  /'  »•/•.     In  our  case  ir=6  Ihe.,  an«l  it 
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Observe  the  calculated  speeds.     We  see  that  if  the  speed  is  291 

the  balls  will  still  tend  to  fall  nearer  even  when  r  is  so  little  as  '3 ; 

if  the  speed  is  306  centrifugal  force  will  just  be  able  to  cause  the 

balls  to  move  out  beyond  r  =  '5.     In  fact,  for  all  conditions  of  things 

for  this  range  of  motion, 
whether  centrifugal  force  is 
being  overcome  or  is  over- 
coming, the  limits  of  speed 
are  291  and  306. 

The  experimental  num- 
bers are,  however,  a  little 
misleading,  because  the  fric- 
tion of  the  mechanism  is 
always  very  much  less  when 
the  engine  is  running  than 
what  it  is  in  such  an  experi- 
ment. 

99.  I  have  said  that  we 
can  calculate  such  a  set  of 
numbers  as  are  given  in 
column  2,  and  therefore  the 
speeds  of  column  3.  Thus, 
Flo  147  for  example,  in  the  pendu- 

lum governor  of  Fig.   142, 

or  let  us  take  it  as  it  often  is,  the  two  balls,  Fig.  147.  hung  from  pins 

at.27  and  .Fand  two  arms  J  B  and  KB  lifting  the 

sleeve  B.    Now  it  is  easy  to  show  that  in  any 

case  of  this    kind,  if  we    neglect   friction,   the 

speed  n   at  which  everything  is  just  in  balance 

is  inversely  proportional  to   the   square   root  of 

AH. 

The  point  A  is  found  by  producing  the  arms 

WFand   WE  to  meet  the  axis,  and  H  is  on  the 

same  level  as  the  centres  of  the  balls.     But  if  the 

balls  fly  out  a  little,  A   falls  and  H  rises,  and 

hence   for  a   double   reason    the   distance   A  H 

diminishes.     Hence  for  quite  a  small   range   of 


Fio  148.- OOVKRSOR 
WITH  CROSSED  HODS. 


is  easy  to  see  that  n  =  22'1  \/F/r.  This  is  the  formula  from  which  the  speeds  in 
column  3  have  been  calculated.  It  is  to  be  noticed  that  if  F  and  r  are  plotted  on 
squared  paper,  any  straight  line  drawn  through  the  origin  as  it  passes  through  points 
where  F/r  is  constant  will  represent  a  particular  speed.  If  the  slope  of  the  F,r 
curve  is  greater  than  that  of  a  radial  line  there,  it  means  stability. 


H.Y 


AM> 
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iniiti..ii   th.  -iv   i-  con-nleral»le  change  of  -|K>ed.     It  is  much  better 

t..  let    /,'  ami   /'  In-  el..-.,-    t<>  tli.'  axis,  or  even  to  be  in  the  &\ 

shown    in    Fig.    1  4±      When  a  more   sensitive  governor  is  desired 

tin-     arm-      are     -oniet  im-  - 

cro-.-ed    as    shown     in     I 

I  Is.       In     this    ca-e    when 

the    balls    go    out,    //   ri-«'- 

but  A  ris,  •-  al-o.  and  there 

may  !>«•    as   little  change  as 

we  please  in  the  speed,  for 

<|iiite  different  positions  <>t 

th.-     kails.      Indeed,    it    is 

evident    that    we    may   go 

beyond  the  limit   and  have 

a    governor    the     balls    in 

which  go  further  out  as  the 

speed   is  lessened. 

In  the  Watt  or  Pendu- 
lum (Jovern.ir  of  Figs.  14'J 
or  147,  it'  then-  were  no 
friction,  there  would  be  no 
virtue  in  the  load  IT.  Jf 
is  useful  because  it  is 
necessary  with  it  to  have 
tin-  centrifugal  and  i 
ing  t'  .••!•  >o  much 

and   therefore  the 

fotvs      ,,f     friction      in     the  fll,_  uo.-r.ovKRSOR  WITH  CROWKD  RODS. 

1  which  must  be  moved, 

!in-  <|iiite  inconsiilerable  in  comparison.     The  weight  therefore 
-  what   we  call  poioer  to  the  governor. 

It  i-  -how,  as  in  the  following  •  I,  that  by  adjusting 

the  initial  |uish  in  the  spring  of  the  Hartnell  Governor,  we  can  make 

re  or  l.ss  nearly  isochronous  (all  the  speeds  of  the  last  column 

.•f  the  tali].-,  i  no)  or  even  unstable,  and  by  increasing 

the  -titl'iif--  of  the  spring  we  make  it  more  powerful. 


1OO.    /.'"nl'il  \\'n>'  I  -i.    In    Fiir.   14'J   th»-  pinn  above  and 

helow  being  supposed  to  be  in  the  axis  and  the  arms  each  of  length  1.  the 

i  '/•  from  the  axis  being  r  ;   W±f  Wing  the  axial  load,  including 

inn  rrictii.n  :  it  i«  ra«y  to  see  that 
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A  student  will  find  it  very  interesting  to  take  numerical  examples,  plotting  /•' 
and  rand  dialing  with  the  curve  or  with  the  numbers  as  described  above. 

K\i:i:nsK.  Take  /"  =  3  U>s.,/  =  1  lb.,  I  =  1  foot,  find  the  limiting  speeds,  if 
the  limiting  positions  of  the  balls  arc  r  =  0'45,  r  =  Ov>5  feet.  Let  this  be  done 
when  the  loads  W  are  0,  10,  50  and  UK)  Ibs.  The  answers  are  given  in  the  table. 
I  also  give  the  fluctuation  of  speed  which  is  the  range  of  speed  divided  by  the 
average  speed. 


Unloaded 

Values  of  II". 

0 

10 

50 

100 

frictionless 

governor. 

Highest  speed  .    .    . 

68-45 

128-1 

251-7 

349-2 

59-30 

Lowest  speed    .    .    . 

46-82 

114-8 

238-7 

334-4 

57-35 

Fractional  fluctuation 

of  speed     .... 

0-3753 

0  1095 

0-0530 

0-0433 

0-0334 

As  we  see  that  n  =  4—  \f  r  \/  —  —  where  h  stands  for  v  j?  -  r*  we  had 

60       /~ 

better  calculate  the  first  part  ^-  *  /  ^  at  once  ;  this  gives  evidently  the  limiting 
•**-    T/    h 

speeds  for  an  unloaded  frictionless  governor,  or  59  -30  and  57  "35  revolutions  per 

minute ;  these  multiplied  by   */  -      —  and    »/  give  the  limiting  speeds 

^          o  *  o 

of  the  loaded  governor  with  friction. 

EXERCISE.  Prove  that  the  constant  load  W  on  the  Watt  Governor  is  better 
than  the  load  produced  by  a  spring. 

To  do  this  it  is  only  necessary  to  remember  that  with  a  spring,  W  will 
become  greater  as  r  increases  ;  hence  in  calculating  the  numbers  of  such  a  table 
as  the  above,  take  W  a  certain  amount  too  much  for  each  of  the  higher  speeds, 
this  will  evidently  produce  a  greater  fluctuation. 

When  the  balls  are  connected  with  the  weight  in  a  more  complicated  fashion 
it  is  easy  to  arrange  that  the  action  is  as  if  W  diminished  when  r  increases,  and 
in  this  case  it  is  easy  to  approach  isochronism  or  even  instability.  There  are 
several  governors  on  this  principle. 

1O1.  EXERCISE.  Assuming  for  ease  of  calculation  that  in  the  Hartndl 
Governor,  w  (the  whole  mass  may  be  supposed  to  be  at  iv)  moves  out  not  in  the 
arc  of  a  circle,  but  horizontally,  show  that  we  can  get  any  amount  of  power 
and  sensitiveness,  stability  or  instability. 

It  is  evident  that  F  =  a  +  br  +f  where  the  constant  a  depends  upon  the 
amount  of  tightening  up  of  the  spring  and  the  weight  of  the  gear ;  b  is  pro- 
portional to  the  stiffness  of  the  spring,  and  f  represents  friction.  Hence 


w    \     r 

Take  w  =  3, /  =  1,  and  find  the  greatest  and  least  speeds  if  the  greatest  and 
least  values  of  r  are  0'45  and  0*55. 

I  take  two  cases,  a  stiff  spring,  b  =  200,  and  a  weak  spring,  b  =  10 ;  I  take 
also  various  amounts  of  tightening  up.  Increasing  a  means  increasing  the 
initial  compression  of  the  spring.  It  will  be  noticed  that  if  a  is  0,  it  means 
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that   tin-  jm.-li  on  the  _  \\\\<  n  in  tin-  innermost  po-iliou  »i 

90  Ibs.,  and  in  the  cast-  of  the  weak  >-pnni:  4  .">  ll». 
Algebraically,  neglecting  friction,  it  is  evident  that 

If 
dr  "•>•    '  : 

.'.  for  isochronisin  <t  must  IK-  »i,  und  for  stability  'i  must  I-  Hut 

when  there  is  friction,  sin  h  tables  of  numbers  as  these,  easily  worked  oir 
l-\  elementary  students,  ought  to  IK-  studied  — 


\.ilu.-sofo    .    .    . 


..i         .     JvJM  tM,-, 


sjieeil     .          »^7  " 
| 


•  iiial   fluctu- 
ation of  speed  . 


bemud 


ti  Sluing.  /.       :!W. 

-2                1" 

90 

-80 

„.., 

|-j  ;  c  i 

,„ 

414  li 

I  :{'.»•!> 

Hi         •(•  I'-':? 

n-:WL«       .V.7 

For  weak  Spring,  h  =.  10. 


Values  of  a    . 

3 

_' 

1 

1 

Highest  speed  .    . 

i.sn,,       I-_>.SM 

116-6 

'.'v  ;, 

Lowest  speed    .    . 

118-9 

'^  it 

Fractional  flm-tu- 

:,of>|M-,-.l 


-_>«H. 


103.  Tlie  static  theory  of   governors  \vliicli   I   have  L'iveii  nm>t  Mitlice  for 

t.«r  the  i>re>cnt.     A  satisf.  ial  dvnamic  theory  diK->  i 

.ilt hough  there  are  elalwra to  French  ainl  «i.rinan  treatises  on  the  subject, 
and  yet   it  seems  to  me  that  if  a  scicntitie  •  bo  -tiuly  the  matter  he 

uould  not  fin«l  it  difficult  to  create  (  It    woiiM  deal  with 

the  solution  of  two  dinVtcntial  .  ,|ii  itions. 

1.   The  .statement  that  •  keeping  to  tin-  letter-  of  •   i  is  time,  and 

of  balls  and  gear  when  the  balls  move  out 

'!\,  and  it  •_'•         :s  a  fluid  frictional  i> 


-  rcr 


•    •    (1) 
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2.  At  the  angular  velocity  a  suppose  that  there  would  just  be  equilibrium, 
if  each  ball  were  at  the  axial  distance  r  -  x,  the  actual  distance  being  r.  Let 
the  method  of  regulation  be  such  that  there  is  a  torque  acting  upon  the  engine, 
which  is,  say,  2fi\l>(x).  As  a  simple  case  we  might  take  this  as  proportional  to 
x,  say  2&x.  Let  the  whole  momentum  of  the  engine  be  imagined  gathered  in  a 
flv- wheel  on  the  spindle  of  the  governor,  of  moment  of  inertia  21.  Then 


(2) 

.'/  J 

The  solutions  of  these  equations  are  easy  enough  for  the  governors  of  Figs- 
142  and  143.  I  have  sometimes  given  them  to  students,  but  in  truth  the 
practical  problem  has  too  little  in  common  with  this.  In  the  first  place  part 
of  this  suits  only  a  steam  turbine,  to  which  one  time  for  regulation  is  the  same  as 
another.  Secondly,  it  is  only  in  electromotors  that  we  have  the  right  to  assume 
that  when  a  regulating  device  is  moved  the  regulation  begins  almost  immediately. 
In  truth  we  want  2ft\l>(x)  to  be  a  function  in  which  there  is  a  time  lag.  Thus 
x  is  some  function  of  the  time  ;  let  ty(x)  be  called  <f>  (<),  then  an  approximate 
solution  would  be  obtained  by  taking  the  quickening  torque  to  be,  not  2&<)>  (/), 
but  2jEty(<  -  in)  where  m  is  a  constant,  the  amount  of  time  by  which  the  actual 
regulation  lags  behind  the  motion  of  the  governor  balls. 

I  made  an  attempt  myself  some  time  ago  to  form  a  theory  on  these  lines, 
but  I  had  not  leisure  to  finish  it,  nor  can  I  now  recall  any  useful  part  of  it  to 
my  memory. 

103.  The  balls  of  even  the  most  powerful  governor  must  alter  in 
position  if  the  gear  is  to  be  altered,  and  it  is  evident  that  it  cannot 
maintain  an  absolutely  constant  speed.     For  very  perfect  governing 
we  let  a  governor  with  the  very  smallest  motion  of  its  parts  command 
some  other  agency  to  shift  the  gear.     Such  a  relay  governor  may 
command  the  movement  of  great  sluice  valves  of  water  wheels ;  it 
acts  as  if  by  pulling  the  trigger  of  a  gun,  or  like  Von  Moltke  of  the 
German  Army.     A  common  plan  is  to  let  it  shift  the  valve  which 
admits  steam  to  an  auxiliary  steam   engine  which  really  does  the 
work. 

104.  If  the  governor,  instead  of  throttling  the  steam,  were  to 
lift  and  lower  a  link  of  the  Stephenson   link  motion,  it  would 
govern  the  engine  in  quite  a  different  way.     This  method   is  very 
seldom  employed. 

But  what  is  very  often  done  is  to  let  the  governor  affect  in 
some  way  the  point  of  cut  off.  To  explain  how  this  may  be  done  I 
will  first  describe  a  slide  valve  which  has,  an  independent  cut  off 
valve  on  the  back  of  it.  In  Fig.  \5Q,ITLD  is  an  ordinary  slide  worked 
in  the  ordinary  way  by  a  single  eccentric  or  by  a  link  motion.  It 
is  the  part  from  D  to  H  which  is  exactly  like  a  simple  slide,  but  the 
valve  is  made  larger  so  that  instead  of  terminating  at  J)  and  If,D 
and  //  are  merely  two  openings  in  a  larger  casting.  Notice, 
however,  that  D  H  has  outside  lap  and  inside  lap  as  before,  and  so 
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long  i   i-  allowed   i..  D  and  77  and  exhaust  at  L, 

this  is  an  ordinary  slide  valve.  The  eccentric  to  move  it  is 
usually  arranged  to  cut  off  at  about  j  of  the  -tp.ke.  When  a  link 
motion  drives  it,  tin-  nn.ti.-n  is  n.-v.-r  used  in  intermediate  gear,  it  is 
always  either  in  full  forward  or  full  hack  gear. 

As  a  matter  of  fact ,  \\  e  rely  upon  HL1>  only  for  admis-ion,  release, 
and  compres-ion.  The  edges  .Valid  )'  may  cut  off  in  a  sense,  hut  it  is 
shutting  the  .-table  do..r  after  the  -teed  i*  -toleii  :  they  only  cut  off 
the  port  A  or  C  from  the  strain  -pa--, •-  I>  ,,r  77",  but  in  truth  D  or 


Ci   i    t>n    \vl\K. 

//  has  had  its  ..\\n  -team  cut  off  previously  by  the  block  ME  or 
the  block  .V  i,'.  The  blocks  .17  E  and  X  <!  are  worked  by  a  second 
spindle,  1!  J{,  driven  by  an  eccentric  uf  its  own. 

If  only  one  main  eccentric  works  /'','.  the  main  valve,  the  cut  off 

trie  is  about  90°  ahead  of  the  main  eccentric.     This  is  the  b. -t 

an^le.     But  if  P(J  is  worked  by  a  reversible  link  motion,  the  cut  off 

Qtric  i-  symmetrically  j>laced  relatively  to  the  fore  and  back 
main  eccentric-. 

I  do  not  think  that  this  motion  can  be  understood  by  beginners 
mil'  is  a  model. 

With  a  model  one  interesting  is  to  -how  how  the  cut  off 

alters  when  \ve  alter  the  di-tance  from  K  to  d.  The  rod  B  has  right 
and  left-handed  screw  thread-.  -..  that  if  it  is  turned,  as  it  maybe 
by  the  engine  driver  or  by  the  action  of  a  governor,  t he  cut  off  i- 
altered 

Another   exercise,    more    important,    i.-   to   show    how    the   cut    off 
alters  when  we  alter  the  travel  of  the  cut  off  valve.    Thi-  i-  the  usual 
:n  which  the  govenio!  lie  cut  off.  and  in  Pig    1  l:i    I  -how 

how  a  Hartnell  (lo\enior  lifts  the  rod   ./ /,   and  -o  lifts  the  \.\\\, 
A"  L.  the  block  A'  sliding  in   the  slot  of  a  link  M  \.     M  is  the  • 
point    of  the   link   and   7'  is   the  cut    off   eccentric  rod,  and    1. 

:i  A"  is  lifted  the  lra\el  of  the  cut  off  \alve  i.-  lessened 
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1O5.  Thriv  arc  many  forms  <>f  Tappet  motion  and  Trip  gear 
for  engines  which  cut  off  very  sharply  without  wire-drawing  the 
cut  off  being  regulated  by  the  governor.  A  student  ought  to  study 
very  carefully  ><>ni'  ..m  li»rm  of  each  kind. 

Of  the  Trip  gear  the  Corliss  is  the  most  important. 

It  is  easy  to  arrange  a  governor  for  a  marine  engine,  but  in 
truth  an  ordinary  governor  is  not  wanted.  What  is  very  much  wanted 
indeed  is  something  to  do  what  a  fly-wheel  does  in  factory  engim- 
When  a  vessel  pitches,  and  especially  if  she  has  little  cargo,  her 
screw  gets  greatly  uncovered  by  water,  there  is  much  less  resistance 
to  its  motion  than  usual,  and  the  engine  races.  No  governor  yet 
invented  is  quick  enough  in  its  action  to  prevent  racing.  A  steady 
speed  could  certainly  be  maintained  by  braking  the  engine  and  wasting 
energy  when  she  went  too  fast,  but  nobody  has  cared  to  adopt  this 
extravagant  method.  I  cannot  imagine  anything  so  good  as  a  fly- 
wheel ;  but  a  fly-wheel  for  the  main  engines  on  board  ship  has  not 
yet  been  tried.  Possibly  a  geared  fly-wheel  may  yet  be  tried  run- 
ning at  a  very  high  speed,  although  one  foresees  considerable 
difficulties  at  its  bearings  on  account  of  gyrostatic  action.  Anybody 
who  holds  in  his  hands  the  frame  of  a  spinning  gyrostat  will  under- 
stand what  I  mean.  In  the  case  of  the  Parsons'  steam  turbine, 
which  runs  at  very  high  speed,  there  ought  to  be  no  great  difficulty 
in  applying  a  fly-wheel  to  prevent  racing.  Brown's  Governor  merely 
brings  all  the  links  of  the  various  cylinders  to  mid-gear  when  the 
speed  exceeds  a  certain  limit.  Pneumatic  and  electrical  methods 
are  in  use  for  governing  by  the  changing  water  pressure  at  the 
stern.  The  "  Dunlop  "  and  other  Governors  govern  by  the  change  of 
pressure  at  the  stern  of  the  vessel  affecting  the  steam  supply  ;  gene- 
rally by  relay  apparatus  acting  through  steam  pressure  or  the  con- 
denser vacuum.  Some  govern  by  the  changing  torque  in  the  propeller 
shaft,  and  others  by  the  thrust  in  it.  In  all  cases  it  has  been  found 
necessary  to  control  more  than  the  supply  to  the  high  pressure 
cylinder.  See  papers  by  Mr.  Elaine  in  the  Mechanical  World,  1894-b'. 


CHAPTER  XI 

1HK  BOILER. 

106.  The  Lancashire,  multitubular,  French  and  other  large 
and  heavy  forms  of  Stationary  boilers  require  less  attention  and 

•  iian  the  smaller  and  lighter  marine  and  locomotive  and  water- 
tube  boilers ;  but  each  suits  better  than  another  the  conditions 
under  which  it  is  used ;  a  well-designed  boiler  of  any  of  these  types 
is  just  about  as  economical  in  evaporation  of  steam  per  pound  of  coal 
as  any  of  the  other  types.  (See  tables,  Art.  261.) 

Modern  boilers  are  expected  to  stand  high  pressures  with  no 
leakage,  giving  quietly  and  steadily  a  large  supply  of  dry  steam 
economically.  Safety,  simplicity  of  construction,  ease  of  access  for 
'•xamination  cleaning  and  repairing,  parts  easily  renewed,  durability 
against  wear  and  tear,  these  are  the  important  properties  expected  in 
all  cases.  As  large  differences  of  temperature  occur,  especially  und<  T 
forced  draught  in  marine  boilers,  great  caiv  mu-4  be  taken  con- 
ct-rning  unequal  expansions  due  to  heat.  Hydraulic  tr>ts  are  relied 
Upon  for  tightness- of  joints  and  permanent  alterations  MI'  form,  the 
'  te-t  pr. --lire  in  the  Navy  being  about  !M)  |li>.  p.  r  square  inch 
above  the  working  procure;  but  twice  the  working  piv— tire  is  the 
common  i  -ure  in  the  mercantile  marine. 

107.  While  other  boilers  have  greatly  altered  during  the   last 
:;<>   years  there   ha.-   l>een  but  little  change  in  factory  boilers.     The 
Lancashire  a  he  name  ^i  ven  to  the  Cornish  boiler  \\hen  it  ha-  two 
flues)  boiler  of  Figs.  151-3,   and  also  of  Figs.   172 -3.   is    usually 
6  or  7  feet  in  diam.-ter.  and   25  to  30  feet  long.     If  there   were 
only    on,-    tlue    its   diameter   would    be  about  $ths  of  that   of  the 
-hell  .  when  there  are  two  flues,  each  is  about  fths  of  that  of  the 
-h»-'ll.     Tin- spare  between   them   must   not  be  le.-s  t ha n  .")',  and  be- 
ii  each  of  them  and  the  -hell  4".     .Such  a  boiler  will  evaporate 
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from  two  to  three  tons  of 
water  per  hour.  All  parts 
of  it  are  easily  accessible. 

The  shell  is  formed  of 
plates  of  iron  or  steel,  with 
single  or  double  riveted 
joints  ;  a  single  plate  about 
20  feet  long,  3£  feet  wide, 
forms  one  of  the  rings 
shown  in  Fig.  151.  As  a 
cylindric  vessel  is  twice  as 
likely  to  burst  sidewise  as 
endwise  (even  neglecting 
the  extra  endlong  strength 
due  to  flues  and  stays),  the 
straight  side  seams  (they 
break  joint  along  the  boiler) 
are  much  more  strongly 
made  than  the  circular 
seams.  Thus  if  the  side 
seams  are  double  riveted 
butt-joints,  with  two  cover- 
ing plates  (see  Fig.  155), 
the  circular  seams  are  single 
or  double  riveted  lap  joints 
like  Figs.  156  or  157.  No 
side  seam  is  exposed  to  the 
flue  gases. 

The  holes  for  the  flues 
are  bored  out  of  the  flat  end 
plates  (which  are  also 
turned  up  on  their  edges), 
and  the  flues  are  fastened 
either  by  stiff  angle  irons  as 
shown  in  Fig.  151,  or  by 
flanged  ends.  The  flue  is 
formed  of  lengths  of  tube, 
welded  up  so  that  th< n  i- 
no  visible  straight  scam  : 
notice  that  even  the  Gal- 
loway water  tubes,  G  T, 
are  welded  into  the  flue 
rings  without  visible  seam. 
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This  is   a  x>'«-at    ad\antag.-.  not    nn-ivly  h.-i-au-'    tli.-r.-    is    less  fear  of 
leakage,  but  also  bcca  ;<-d  joints  in  any  Hu«-  an    apt  t 

too  hut.     Over  the  grate  we  are  particularly  an \ioii-  to  a\oii|  g 


Fio.  152. 


Ki... 


Orvm  sections  of  Lanauaire  boiler  showing  gusscto  O  P,  joining  of  flues  to  ends,  two  stays  and 

way  tubes. 


Ill 


all    furnaces.     The   ends    of   tlv    rings    aiv  tlan-«d   and  riv«-u-<l 
In  i-  \\ith  a   ring  of  platr  lx-t wt-rii  which  is  gootl  for  caulking 
1")V.  Tht-sc  Han^-d  joint.-,  stinVn  the  flue  against  a  rrunipling 
or   buckling    kind   of  n.llapsr.   and 
re  \«-ry  much  b.-ttt-r  than  the 
159     160,    and    Kil. 
In    all    cases    it    is    \\cll    that    the 
flanges   or   rings    in  tlu-    two    tlm-s 
should  not  be  close  tog'-tln-r.  a-,  t!i> 


.   — KlRE- 


:  U    Hi  ri-JolNt. 

ATU. 


ih-t-ady  small.    Sometimes  th«-  h-ngth>  «>f  tluc  an-  rorr.i- 
M  Fi^.  I- 
1O8.  Flat  parts  ot  hoi |,-r-  n.-rd  .-aivlul  -!a\in^.  N..H.-.-  th.  g 

1     /'  !';•_:-.  l.'il  and  I  :nn^  thf  'lid-,  to  t  h.- -h.'ll.  and  also 

tli'-  t\\o  1  in   ,.|,,|    to  .-ltd.      I  -how 

in -d    with   lann-  \\a-hiTs.     They  ar«-   fairly 
together,  olid  14  mchw>  ubuvc  the   tiuu.     All   so    :  y   as 

s     . 
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these  long  bolts  may  be,  some  engineers  think  that  they  ought  not  to 
be  used,  as  they  unduly  prevent  bulging  of  the  ends.  In  the  figures 
the  gusset  pieces  come  down  too  closely  on  the  stays,  giving  too 


FIG.  15(5.—  SINGLE  RIVETED  LAP-JOINT. 


Pio.  157.— DOUBLE  RIVETED  LA^-JOINT. 


much  stiffness.  The  ends  are  usually  £ths  thick  for  a  working 
pressure  of  100  Ibs.  per  square  inch.  The  ends  ought  not  to  be 
thicker  than  is  actually  necessary  for  strength,  because  it  is  good 
that  they  should  yield  easily.  The  ends  of  the  shell  are  in  two 
halves  welded  together,  turned  up  on  the  edge,  bored  out  for  the  flues. 
Probably  the  most  important  thing  to  consider  in  boilers  is  the 
effect  of  unequal  temperatures  in  the  various  parts.  Soon  after  the 


FIG  15!) 


Fio.  160. 


FHI.  161. 


fires  in  a  Lancashire  boiler  are  lighted,  the  front  end  will  be  found 
to  bulge  or  breathe,  as  it  is  called,  as  much  as  £th  of  an  inch,  also 
the  flues  are  found  to  hog  or  rise  in  the  middle  as  much  as  0'5  inch. 
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In  a  ::<) -f,,nt  Koiler  th.-  MM.  be  -h«'ll  is 

at  100  ( '.     \Vii.-ii  is  the  <fin%reiice  in  the  amounts  of  expansion  firom 

it'  both  ;uv  free  to  expand  ' 

f  4.T  =   4:; 

It  is  th.-ref..re  \.  iv  important  in  designing  any  boiler,  to  arrange 
that  any  j>art  nuiy  become  larger  or  smaller  without  unduly  stressing 


MftMlfti 


mil 


fw>.  !• 

it-.  If  or  tho  other  parts.  It  is  for  this  reason  that  many  makers  say 
that  30  feet  is  the  maximum  length  fora  Lancashire  l>oil.-r.  Note 
that  t<>  have  an  external  angle  iron  at  the  front  allows  more  spring. 
\\V  cannot  have  our  at  the  back,  as  furnace  gases  would  hurt  it. 
Modern  boilers  are  distinguished  by  possessing  this  thermal  springi- 
ness ;  corrugated  Hues,  flanging  of  plates  in  general,  and  in  par- 
tinilar  the  Hanging  of  the  flue  rings  of  Fig.  151.  The  bent  tubes  of 
the  Thornyeroft  lx.il. T  (Fig.  209)  conduce  to  springiness.  Of  course 
we  prevent  unequal  heating  as  much  as  possible.  For  example,  note 
how  the  cooJ  feed-water  .liters  by  the  long 

J)ij>e    FW    (Fig.   151),     as    it     does     al>.;    in     the 

marine  boiler,  so  that  it  cannot  produc.-  l.x-al 
rapid  cooling  of  any  part  of  the  boiler.  The 
thermal  straining  of  the  marine  boiler  of 
205  shows  itself  most  by  the  leakage  ..f 
the  tubes  in  the  coml>u>tion  chamber  under 
forced  draught.1 

The   th -y  of   strength   of  a   shell   really 

depends  upon  the  pulling  force  being  uniformly 

di>t.ril»uted  round  any  plane  section   that    may  he   imagined.      When 

nake  a  hole,  and  especially  when  we  make  a  large  hole  (this 

i-  why  we   like  all   fittings  to   have  separate  mouth-pieces),  care 

must   be  tak.-n  to  -..  -trengthen  the  plate  round  the  hole,  that  it 

be  ahle  to  re-ivt    the  quite  different  sort  of  for.-.-,   introduce,! 

because  we  have   a  month-piece  for  some  kind  of  fitting,  instead  of 

1  When  tin-  tixhtncftfl  at  mi  iron  joint  ilf|H'ii.l-  on  ^|iu>ewng,  a  re«l  heat  produces 
•  M!:H.   i,  ••...;,.   m.l  \\\v  t-lustic  {treasure  ia  apt  to  liiuppear  ,  hence  tubes  leak. 


Fio.  IfiS.— END  or  Losoi- 
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a  continuous  pier-.-  ..f  l>,.il<T  plate.  Fig.  10")  will  show  the  sort  of 
precautions  taken.  A  single  row  of  rivets  may  suffice  when  an 
opening  is  small,  but  a  double  row  is  necessary  when  the  opening 
is  large. 

1O9.  The  dome,  sometimes  wrongly  used  on  Lancashire  boilers 
it  is  expensive,  weakens  the  shell,  tends  to  leakage,  and  is 


Pio.  164.— Gnssrr  PIKCII. 


unnecessary,  or  unhandy  when  the  boiler  is  carried  or  is  being  turned 
round  on  its  seat  to  be  mended),  as  well  as  on  locomotive  boilers, 
needs  special  care.  Some  makers  do  not  make  a  large  hole,  but 
merely  perforate  the  plate  underneath  the  dome  with  many  holes. 


Fio.  163. — SEATING  BLOCK. 


To  attach  any  fitting  we  must  have  suitable  fitting  or  seating 
blocks  like  Fig.  165,  permanently  riveted  to  the  shell,  and  bolt  the 
safety  valves,  stop  valve,  man-hole  door,  &c.,  to  them  on  truly  planed 
faces.  Such  seating  blocks  are  never  now  of  cast  iron,  nor  indeed  of 
malleable  cast  iron,  for  although  this  lends  itself  to  the  riveting  pro- 
cess, and  is  sufficiently  malleable  for  the  purpose,  we  can  now  obtain 
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rigs  or  steel  castings,  which  an- much  gfc  Al-owetind  there 

H  tendeii.-y  to  leakage,  and  leakage  |e:,d-  t-.  .•••ip-ion.     A  man- 
hole fitting  of  the  moot  appro  .n  in  Fig.  100.    The 

:  I")  I.    ha-    in) 

dome  /•'  U  a  horj/ontal 
pipe  \\.-ll  perforated  along 
it>  upper  -urface.and  dry 
steam  may  be  drawn 
away  thmu^h  tin-  stop- 
valve  attached  to  C.  i-v...  MV-, 
Tin-  \vat.-r  is  in  ehulli- 

tioii.  the  -team  -par,'  has  much  spray  in  it.  and  doim -s  or  other  con- 
tri\ances  are  adopted  -o  that  -team  may  !>••  drawn  »\\'  without  prim- 
ing at  some  place  where  then-  i-  ;\lmo>t.  no  >pray.  Priming  means 
the  carrying  off  of  water  with  the  steam.  The  >t.-am  pipes,  h.., 
well  coven-d.  will  allow  some  more  strain  to  condense,  and  hence  a 
separator  like  Fig.  3  is  interposed  before  the  steam  gets  to  the 
cylinder.  A  pound  of  high  pressure  steam  is  produced  with  less 
ebullition  than  one  of  low  pressure  steam,  because  it  occupies  a 

smaller  volume.     Priming  is  not 
onl;.  -etui  of  en- 

,  but  it  may  caii>e  fracture 
in  the  cylinder.  Jn  hoili-rs  power- 
ful tor  their  si/e,  priming  leads 
to  unexpected  shortness  of  water. 
It  is  produced  when  there  is  high 
water  in  e\.  -\\  a  well -arranged 
boiler  if  there  is  too  sudden  a 
demand  for  -team  with  rapid 
coinl, nst  ion,  and  especially  if  then- 
is  much  -cum  on  the  surface  of 
the  w.it.-r.  The  only  immediate 
remedy  is  to  check  tin-  demand 
for  steam,  check  the  Hres.  and 
blow  otVseum  it':i.  ce—ary  When 
priming  i-  le-s  -,-rious  and 

ML-   to   measure  the    amount    of   it.    it    i-   u-ual  to 
blame  the  cylinder.     What    is  called  superheating  is  in  many  cases 

J   tin-  removal  l»y  heat  of  the  wetness  of  the  steam. 
1  1O.  The  main  steam  pipe  like  the  f.-.-d  i  mon  to  a 

number  of  l>..ilerv  and  connecting  them  with  the  >  tight  not 

to  be  so  that  there  may  b<>  .la-tic  yielding  to  expansion  and 
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contraction.  This  is  bettor  than  having  an  expansion  joint  or 
expansion  <li;i)iliv;i^nis.  Parallel  U  joints  are  used  greatly  in  electrie 
light  stations.  The  stop  valve  of  each  boiler  admits  steam  to  the 
main  pipe  through  a  junction  piece,  which  ought  to  drain  down 
to  the  main  pipe,  else  it  may  become  filled  with  condensed  water 
when  its  boiler  is  not  working.  Condensed  water  produces  water 
hammer  effects  which  may  cause  fractures  in  pipes. 

Figs.  167  to  171  show  forms  of  stop   valve  which  may  be  used 
on  the  fitting  C  in  taking  steam  from  the  pipe  F,  Fig.  151.     The 

valve  is  adjusted  in  posi- 
tion by  the  handwheel,  the 
screw,  and  nut.  Notice  that 
the  nut,  which  is  often  out 
of  sight,  is  much  better  in 
sight  on  a  sort  of  bridge. 
The  stop  valve,  Fig.  168«, 
used  in  marine  boilers,  and 
the  regulator,  Fig.  64,  used  in 
locomotives,  ought  also  to  be 
studied.  The  double  beat 
or  equilibrium  stop  valve  of 
Figs.  167, 170  and  171  require 
no  explanation.  There  is  very 
little  force  required  to  open 
it  or  to  close  it. 

MH,  Fig.  151,  is  the  man- 
hole, to  allow  a  man  to  get 
inside  the  boiler  to  clean  it 
The  mouth  is  one  forging 
and  is  riveted  to  the  shell 
with  a  double  row  of  rivets 
Fin.  ins.  as  in  Fig.  166.  The  boiler  is 

given  a  "  hang "    of  an  inch 

or  two  to  the  front  end  to  ensure  complete  drainage,  and  M  is  the 
mudhole  (also  with  a  strong  mouth-piece,  external  or  internal)  placed 
at  the  front  so  that  the  boiler  may  be  completely  emptied. 

Fittings  that  are  frequently  in  use  are  attached  to  the  front  of 
the  boiler.  The  feed  is  admitted  at  F  W,  Fig.  172,  at  4  inches 
above  the  level  of  the  furnace  crowns,  so  that  should  the  feed  valve 
leak,  the  boiler  water  cannot  be  syphoned  away  ;  the  feed  drops  from 
the  dispersing  pipe  F  W,  Figs.  151  or  173,  12  feet  long,  perforated  for 
the  last  4  feet,  in  such  a  way  that  there  is  not  much  local  cooling. 
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-.-11111  ta|i>'/'  Fig    I7J   discharges  from  the  -•dmi'-nt  catcher. 
Tun  glass  gauges,  '  I7J    171    175   rfiom  ih.- height  -.f  the 
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H..IIM:  STOP  VAI.VK. 


P  la  the  horizontal  steam  pipe  inflidc  boiler,  usually  in  two  branches  with  many 
bole*  in  its  upper  surface,  taking  steam  without  priming.  The  handle  H  in  merely 
•ii  the  valve  V  <>n  iU  scat.  Tlie  handwheel  W  cloaca  the  valve  and  shuts  off 
this  boiler  from  the  others.  When  aa  shown,  the  valve  keopn  open  only  so  long  as 
the  boiler  preaaure  exceeds  that  in  the  pipes;  it  will  shut  >:  U  receiving 

steam  from  the  pipes.     Note  the  stuffing-box.    There  are  stop  valves  of  this  same 
kind  on  the  supply  to  auxiliary  engines. 

water.  There  arc  many  forms  in  the  market.  When  open  above 
and  below,  the  water  level  is  visible  in  the  glass  tube.  The  tube 
ought  to  be  easily  replaceable  when  broken.  Tin  plugs  A,  B  allow 
of  a  \vire  entering  t<>  clean  the  passages.  The  stand-pipe  P  is  of 
gun  metal,  sometimes  it  is  not  used. 
The  lowe-t  tup.  6',  allows  of  blowing 
off.  In  modern  boilers  all  cocks  are 
packed  inside  \vith  asbestos.  In 
marine  boilers  the  three  cocks  may 
be  opened  from  the  stokehold  floor. 

lly    three     common     taps    (test 
cocks)  an    al.-o   provided  (sometime- 
on     the    standpipe.     usually    on    the 
boil.-r  -hell),   one    above,   one    below, 
and   another  ju>t    about    at   the  usual 
;  level.     Murli  judgment  is  n- 
as  to  the  \vat«  T  le\.-l  in  a  marine 
l»oil,-r  when  I  lias  a  list  to  one 

-id.-  and  al>o  on  a  locomotive  on  a 
steep  incline.  PG,  Fig.  17J  is  a 
Bourdon  pressure  gauge  -h.-wn  also 

in  Fii;.  ITU.     Sometimes  two  are  used  on  each  boiler.     By  turning 
the  handle  the  steam  pressure  is  applied  to  the  tul>.    /;  1><\  whose 

n   is  shown  at  A.     Such  a   tube   tends    to  straighten  itself 
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In  ran-.    tlii*  allows   it  to  become    larger  in  volume,  and    in   doing 
so  its  closed  free  end  E  pulls  a  link,  and  by  the  spur  sector  and 


CYL  rune* 


FIG.  170.— MARINE  ENGINE  REGULATOR.    A  DOUBLE  BEAT  VALVE. 


Fro.  171.— DOUBLE  BEAT  VALVE. 
Sometimes  used  as  a  stop  or  regulator  valve. 


pinion  turns  the  pointer,  whose  angular  motion  is  nearly  propor- 
tional to  the  pressure   (above   atmospheric).     Such  gauges  ought 
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not  to  be  applied  in  accurate  testing,  as  the  metal  of  the  tube  is 
ii.. i  truly  elastic,  and  tin-  readings  are  not  exactly  the  same  always 
for  the  sain*-  piv>smv:  in  a  <ptiek  rise,  I'oi-  example,  as  compared  with 
a  quick  fall. 

A  vacuum  valve  opening  inwards  ought  to  be  fitted  on  the  boiler 


FIG.  174.— GAUGE  GLASS  WITH  PROTECTOR. 

Some  engineers  in  feur  of  scum,  connect  the  upper  part  with 
the  steam  space  through  a  long  pipe,  and  sometimes  use  a  long 
pipe  to  the  water  space. 


Fio.  175.— GAUGE  GLASS  WITH 
STAND  PIPE. 


so  that  the  boiler  may  neither  fill  with  water  through  some  accidental 
cause,  nor  be  subjected  to  the  collapsing  pressure  of  the  atmosphere. 
A  fusible  plug  consists  of  a  bronze  case,  Fig.  177,  filled  with  fusible 
metal  screwed  into  another  bronze  case,  which  in  its  turn  is  screwed 
into  a  socket  screwed  into  the  crown  of  the  furnace,  the  plug  itself 
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being  in  the  water.     They  are  of  many  -hapes  and  an-   -om, •• 
to   l>e   relied    upon.      Alloys  of  tin   and   lead   melt   at    temperatures 
varying     fnun     :>»;<)       F.    to 
600°    F.      The    plug.    Fig. 
I  7^    .1  l>n>n/e  ca-e   contain- 
ing lead,  i-  -en-ued  into  the 
crown   of  a   locomotive   tire- 
box  ;     the    lead    is   sup] 
to    melt     when    the    crown 
unco\,-red     hy    water: 
hut   if  this   is   to   take  place 
at    the     right     time    it     is 
necessary   to    examine    the 
plug-     often      as     the     lead 

The     feed    Lack    p  IV-.- 11 IV 

valve.  Fig.  17!),  is  usually 
made  large  enough  to  do 
with  a  very  small  lift  be- 
cau-e  of  wear  and  tear. 
The  nut  is  best  outside  the 
inside  is  very  usual) 
because  the  thnad-  are 
\  isihle  and  in  case  th< 
worn  this  is  important. 

The    \al\<      ought     to    I.e    low     with     re-pect      to     /,', 

inei|iiality  of  How  round  the  opening  and  more  wear  on  one  side. 
\Ve  find  two  , ,n  a  marine  l.oiler.  one  from  the  main  feed  pumps, 
the  other  from  the  auxiliary  feed  pumps.  !•';_;  |M»  i-  a  form 
(usually  called  a  clack  l>o\:  u-ed  moie  e-pe.-ially  "ii  locomot : 

111.   On  J:'    Pig.    I")  I .  i-  fixed  a 
deadweight    safety   valve,    shown 
in  Fig.  1^1       IJt-ing  spherical,  V,  the 
\al\e.  cannot  ea-ily  stick  in  it- 
ami  there  t-  great   .-lability  l>> 
thecent!  :t\  of  the  weight  is 

low.      Each    annular    weight    of    JJ" 

IVpn-.-elit-   ti\e  potllld-  ti>  the  square 

inch.      The    vah,  •      diameter 

and    the    load    I  id   ihen-f.-n 

accidental  iiu-rements  to  the  load,  such  as  the  u  \  Kricks, 

cts. 
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Note  that  with  all  these  fittings  at  the  front  of  the  boiler  the 
stoker,  without  climbing  any  ladder,  sees  the  height  of  the  water,  and 
the  pressure  of  steam  ;  his  blow-out  tap  is  handy,  behind  him  is  his 

coal  and  his  damper  balance.     If  he 

Lhas  been  properly  encouraged,  he   is 
§§L.  really  a  skilled  workman  and  he  keeps 

—  m^Wf-     -i  the  boiler-room  perfectly  tidy-looking, 

the  floor  clean,  no  evidence  of  leaking 
water,  the  brass  and  other  beading  on 
the  furnace  mounting  parts  bright. 

The  flooring  plates  ought  not  to 
butt  up  against  the  boiler ;  they  ought 
to  be  easily  lifted  so  that  the  hearth- 
pit  may  be  open  all  along  a  range  of 
boilers.  In  it  is  the  main  feed  pipe 
and  the  discharge  pipe  for  blowing 
out  scum.  The  pit  may  be  3  feet 
wide,  2 1  deep.  The  flue  doors  open 
into  it.  The  brickwork  is  shown  in 
Fig.  173,  set  back  6"  in  front  to  be 

clear  of  the    angle    iron.     The  front   wall  is    recessed  round   the 
blow-out  elbow  pipe,  leaving  it  free  in  case  of  settlement. 

112.  The  best  covering  for  a  stationary  boiler  is  an  arch  of 
brickwork  with  a  2-inch  clearance  from  the  shell.  This  space  may 
be  filled  with  cork  shavings  or  other  non-conducting  material. 
The  openings  in  this  brick  arch,  about  the  fittings  exposing  the 
ring  of  rivets,  ought  to  be  nicely  rounded 
at  the  edges.  Fine  hair  felt  and  air 
give  the  best  kind  of  covering  for  other 
boilers.  Waste  products  from  paper  manu- 
facture, also  sawdust  and  starch,  also 
sawdust  and  cement,  also  fossil  meal, 
also  slag  wool  wrapped  in  felt  or  wood, 
have  all  been  used  in  coverings  3  to 
6  inches  thick.  Where  the  covering  is 
applied  in  the  form  of  a  paste  in  marine 
work,  wire  netting  is  used,  embedded  in 
the  stuff  to  bind  it  together  and  prevent 
cracking  and  falling  off.  The  results  of  experiments  as  to  the  effects 
of  these  various  coverings,  which  are  usually  quoted  in  books,  seem  t<> 
me  quite  unreliable.  Whatever  method  of  covering  is  adopted,  all  the 
rings  of  rivets  round  the  fitting  blocks  ought  to  be  exposed  to  view. 


Fio.  180.-  <  H'  K   Hux. 
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The  low  water  safety  valve  needs  Jr.  ,ju.-!it   toting  and  an 

..illation  me   the  boiler  is  cleaned.      It  is  fitted  to  D, 

Fig.  151.  Tin-  \al\e  iJA  diameter,  is  loaded  diivetlx  h\  a  .-pmdle 
with  a  weight :  also  by  another  weight  and  negatively  by  a  float 
through  a  lever.  When  the  water  is  t<x>  lu\v  tin-  u.-i^ht  of  the  Moat 

reater  and  causes  less  pull  on  the  valve  -pmdle,  and  tin-  valve 
lilts  and  gives  an  alarm.  The  valve  V  if  it  lift-  lift-  another  valve 
V  of  5"  diameter,  but  V  may  lilt  independently  of  V,  being  a 
lever  loaded  safety  valve.  I1 
important  that  «-\en  a  skilled 
workman  may  not  have  it  in  hi.- 
jM.wer  to  tamper  with  safety 
valves. 

Fig.  IvJ  -how-  a  lever  safety 
valve,  \\vll  known  t<>  everybody. 
Note  that   th«-    -  at    i>   Mat    an<l 
narrow 

K\l  The   valvr  li;  = 

area  of  about  5  square  inches. 
The  hori/ontal  distances  are  CD 
=  :r,  I)  G  =  W  (G  is  above  the 
I  gravity  of  the  K-UT 
and  the  U-vcr  wngh>  (i  ll». );  E 
\>  alxnv  the  ci-ntiv  of  gravity 
of  the  weight,  which  is  (i()  ll>s. 
The  valve.  vV«'.,  \v.-i^h  7  11».  Kind 
the  distant-  /'  E  it'  tin-  \al\ 
to  lift  at  \'2i>  11>-.  pt-r  s.jnarc  im-h 
al»o\,-  atni'»ph«'iv.  Kep.-at  th»- 
calculation  tor  tin-  pr«-—nr.-  II"' 
100, 

Arunnr.   28'65,    26  1 
•Jl'l")     vV  •        II.  lie.-     the     mark- 
•bowing  the  po-ition-  ot    E  ,,n  Mich   a   lever  if  it  is  graduated  arc 
'21  inches  apart  lor  every  1<>11».  difference  in  |.iv— uiv. 

whether    direct    or    through    l.-veiv,    are     n  pla--ed    by 

springs  when  for  looomotiTe  and  marin«-  »afet\-  valves.     Now  when 
a  safety  valve  opens  and  -team  i-  oca  ping  the  total 
by  the  -.t. -am    may    b  r  or   ma  than   when   the  valve 

was  <•!..-.. -«1.  d.'pendiiiu'  UJMUI  the  -hape  of  it.     It  doe-  not  seem  to  be 
!v  known  that    b\   |>n>perly  -hapm;^   the   unde:  of  a 

valve, an'  .tending  it  be\ond  it.-  scat,  it  is  easy  to  get 
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greater  lifting  force  when  the  valve  is  open.  Some  engineers  have 
for  long  been  applying  this  principle.  Generally  the  lifting  force  is 
less  if  the  valve  is  open.  For  example,  even  in  weighted  sat.  ty 
valves  it  has  been  found  that  when  set  to  lift  at  60  Ibs.  per  square 
inch,  even  twice  the  lifting  pressure  was  needed  to  keep  the  valve 
sufficiently  open  for  the  escape  of  steam.  This  was  probably  too 
small  a  valve  for  the  size  of  boiler.  It  is  evident  that  a  number  of 
small  valves  must  be  better  than  one  large  one  because  there  is 
more  opening  for  the  same  lift.1  In  well-proportioned  dead  weight 
safety  valves  it  is  usually  expected  that  if  a  pressure  of  60  Ibs.  per 
square  inch  opens  the  valve,  a  pressure  of  70  Ibs.  will  keep  it  suffi- 
ciently open  for  the  escape  of  all  the  steam  produced.  It  would  be 
better  if  the  load  diminished  as  the  valve  opened  more  and  more. 


D 


FK;.  1S2.— LEVER  SAKETV  VALVE. 

Unfortunately,  when  a  spring  is  used,  the  more  the  valve  opens  the 
greater  is  the  force  exerted  by  the  spring,  so  that  the  evil  is 
intensified. 

Much  ingenuity  has  been  displayed  in  ivi  IK  ''lying  this  defect,  but 
in  marine  boilers  reliance  is  usually  placed  upon  largeness  of  valves, 
and  using  two  or  three  on  one  valve  box  so  as  to  get  sufficient 
opening  with  small  lift ;  also  upon  the  use  of  so  long  a  spring  that  a 
small  amount  (about  £th  of  an  inch  at  most)  of  extra  compression 
produces  but  little  extra  force  in  the  valve  lift. 

Thus  the  springs  are  usually  compressed  axially  by  an  amount 
equal  to  the  diameter  of  a  valve  when  it  is  closed :  the  extra  force  is 
of  course  proportional  to  the  extra  compression.  Notice  in  Fig.  183 
how  the  cap  is  held  compressing  the  springs,  and  how  the  com- 
pression may  be  adjusted  by  the  nuts.  Steam  escapes  into  the 

1  A  valve  of  diameter  (D]  and  lift  (1),  the  edge  area  is  irDf.  If  we  have  two  of 
the  same  total  area,  eacli  lias  a  diameter  '707  L),  and  the  sum  of  their  edge  areas  is 
•2  x  «•  x  '7<I7  Dl,  or  1-414  times  the  first. 
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waste  steam  pipe  which  goes  up  alongside  the  funnel.  Also  notice 
that  the  vnl\- •»  may  !>.-  lifted  by  the  lever  L  independent ly,  •  it  her 
tp-iii  til-  <l*vk  of  a  vessel  or  the  stok>  h"M. 

It  has  Itrt-n  found  that  a  IJ-inch  pipe  will  discharge  steam  from 
the  most  powerful  locomotive  boiler  as  fast  as  it  can  be  generated. 


Fio.  183. -MARINE  SArrrr  VALVK. 

The  kinds  of  safety  valve  used  on  locomo-  nig  lever 

and  the  Ramsbottom.     In  the  first  we  have  an  ordinary  lever  safety 
valve  loaded  1>\  a  spring  instead  of  a  weight. 

The  Ramsbottom  arrange) 1 1<- nt   i>  >!m\vn  in  Fig.  184.     Th- 
H  at    .1  and    /»'  tend    to   lift  equally  against   the  force  of  the 
^prini,'.     F..I- if  A    lifts  before  B  the  load  on  B  slightly  dimin 
and  the  l,.ad  on  .1  increases,  because  the  point  C  is  at  a  level  below 
the  ]>. .jut  A.     The  piece  AB  is  lengthened  to  enable  the  driver  to 
•lie  \al\c-.      H,-  i>  al)l«-  to  diminish  tlu   load  i.n  either  vahv,  but 

'. 
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not  to  increase  it.     In  this  arrangement  there  is  no  compensation  for 
the  increased  pull  of  the  spring  as  the  valves  open. 

The  "  Naylor "  contrivance  for  altering  the  leverage  when  the 
valve  opens  was  one  of  the  first  methods  adopted,  and  the  principle 
on  which  it  acts  is  that  of  subsequent  forms  of  which  there  are 


Fio.  184. — RAMSBOTTOM  SAFETY  VALVE. 


many.  A  spring  kept  the  valve  pressed  down  upon  its  seat  through 
a  bent  lever,  and  when  the  valve  opened  the  leverage  of  the  spring 
diminished  on  account  of  the  shape  of  the  lever,  and  therefore  the 
tendency  of  the  spring  to  keep  the  valve  closed  did  not  get  greater 
although  the  pull  in  the  spring  itself  might  be  greater ;  indeed,  the 
tendency  to  keep  the  valve  closed  might  be  lessened  as  the  valve 
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opened,  depending  on  the  exact  lengths  and  shapes  of  the  two  parts 
of  the  le\er. 

This  same  principle  of  compensation  is  used  in  many  other 
application-  ,  .f  springs — when  it  is  thought  necessary  to  diminish 
the  inlln.-nce  «>;  a  spring,  as  it  is  more  strained.  I  have  myself  used 
the  idea  in  tin-  construct i.»n  of  measuring  instruments. 

In  practice  it  is  found  that  with  ordinary  care  regularly 
inspected  factory  boilers  almost  in  \n-  hurst.  Ordinary  care  in- 
volves: 1.  Attention  to  water  gauges  (never  let  water  level  sink  out 

Jit.  and  often  try  the  cocks),  and  blow  off  cocks  (sediment  in  elbow 
pipes  before  starting  engine,  and  scum  before  stopping  to  be  cleared 
off):  never  empty  boiler  when  steam  is  up.  2.  Never  raise  steam 
hurriedly  :  in  a  Lancashire  boiler  six  hours  are  often  given  to  gradual 
heating  from  cold  condition.  3.  Clean  monthly  or  oftener,  removing 
scale  when  soft,  that  is,  as  the  cool  boiler  gradually  empties  of  water, 
remove  scale  about  water  level.  Sweep  plates  and  flues  every  three 
months.  Leakages  ought  to  be  stopped  at  once  to  avoid  corrosion. 
Fusible  pings  cleaned  both  on  fire  and  water  sides  once  a  month,  and 
the  fusible  metal  renewed  once  a  year.  All  cocks  ought  to  be  ex- 
amined once  a  month.  4.  Ease  and  test  safety  valves  and  low  water 
alarms  every  day  and  never  overload.  Beware  of  condensed  water 
before  opening  a  stop  valve  and  open  gradually.  5.  Use  no  un- 
known chemicals  f<>r  the  prevention  of  scale.  G.  At  every  oppor- 
tunity raise  objections  to  the  admission  of  oil  with  the  feed  water. 
If  oil  must  be  used  in  the  engine  cylinder  (and  it  need  not  be)  let  it 
be  filtered  out  of  the  feed-water. 
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CHAPTER  XII. 

STRENGTH   OF   BOILERS. 

113.  Strength  of  Thin  Shells.  —  In  thin-shelled  vessels,  such 
as  boilers  and  pipes,  subjected  to  fluid  pressure  p  inside,  we  assume 
that  the  tensile  stress  /  is  the  same  throughout  the  thickness  ;  so 
that  if  a  is  the  area  of  metal  cut  through  at  any  plane  section  of 
the  boiler,  af  is  the  resistance  of  the  metal  to  the  bursting  of  the 
boiler  at  that  section.  The  force  tending  to  cause  bursting  is  Ap 
if  A  is  the  whole  area  of  this  plane  section  of  the  boiler.  Hence 
the  law  of  strength  is 


(I.)  Thus  in  a  spherical  thin  boiler  of  diameter  d  and  thick- 

ness t,  if  we  consider  a  plane  diametrical  section,  A  is  -^  d2  and  a  is 

4 

irrft,  and  hence  (1)  becomes  trdtf=  -^  d2p,  or 

4 

p  =  4,tf/d  ..........     (2). 

It  is  easy  to  show  that  there  is  more  tendency  to  burst  at  a 
diametrical  section  than  any  other. 

(II.)  In  a  thin  tube  of  diameter  d  and  thickness  t 

1.  Consider  a  section  at  right  angles,  to  the  axis;  A  is  —  d'2  and 

T? 

a  is  irdt,  and  hence  we  get  the  same  rule  as  for  a  spherical  shell. 

(2).  Consider  a  section  through  the  axis  and  imagine  the  boiler  so 
long  that  the  strength  of  the  ends  may  be  neglected.  If  I  is  the 
length,  A  is  Id  and  a  is  2lt,  and  (1)  leads  to 

P  =  1tfiJ      .........     (3). 
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11-  iioc  //«•  tendency  to  bi>,^(  lift  rally  is  tivice  as  great  as  the 
tendency  to  burst  endwise.  Also  if  we  study  in  the  same  way 
the  tendency  to  IHHM  at  any  other  section  we  tind  that  (3)  gives  the 
least  bursting  pre-^ure,  ami  so  we  u>e  it  in  calculations, 

Note.  —  To  prove  that  tin-  foiveieiidmi;  tOCaUM  I'urst  int,'  at  a  plane 
section  of  area  A  is  />  A.  LetZ>/.  'hin  boiler,  inside 

which  there  is  the  uniform  pn  —  mv  /-.  Tin-  piv»mv  i>  always  greater 
at  greater  depths  m  any  riuid  because  of  its  weight,  but  I  shaJl 
neglect  this.  The  Hui«l  ion-.-,  are  ,  \,-iy\vh.-i-.-  normal  to  the  shell  ; 
what  i>  the  ivsultaut  of  all  the  i;,rc.->  acting  on  the  \K\rtBFC1  Now 
these  forces  are  exactly  the  same  on  Ji  FC,  Fig.  1856.  But  in  Fig. 
1856  the  whole  Ix.iln-  consists  of  the  part  BFC  and  a  plane  rigid 
plat.-  />'('.  on  which  the  forces  are  all  parallel,  so  that  we  can  timl 
their  resultant.  The  resultant  force  on  B  C  is  its  area  A  multiplied 


Fio.  I860.  Fio.  1856. 

by  p,  and  we  know  that  this  must  be  equal  and  opposite  to  the 
resultant  force  on  BFC.  The  principle  used  in  this  proof  is  the 
fundamental  principle  of  mechanics;  Newton's  great  law  (some- 
times called  three  laws)  of  motion  is  perfectly  easy  to  understand, 
and,  w  hen  understood,  applicable  to  the  solution  of  most  complex 
question-. 

If  the  boiler  (Fig.  1856)  were  placed  on  a  truck  with  friction  less 
wheels  there  would  be  no  more  tendency  to  move  on  a  level  road  (or 
on  any  road  if  we  neglect  weight)  when  there  is  great  pressure 
inside  than  when  there  is  little.  The  force  due  to  pressure  on 
anyone  little  portion  of  the  surface  l.alanc.-s  the  forces  on  all  the 
rest  of  the  surface.  Hence  it  is  that  if  we  make  a  hole  there 
is  a  want  of  balance,  and  our  truck  will  tend  to  move.  When 
we  make  a  hole  anywhere  the  pressure  is  no  longer  the  same  e\ 
where  because  the  fluid  is  in  motion,  and  hence  we  can  only  calculate 
the  unbalanced  force  by  knowing  the  momentum  which  leaves  the 
vessel  per  second. 
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114.  Storaye  Capacity  of  Cylindric  Vessels. — The  volume  of  the  cylinder 
being  v,  and  the  safe  pressure  p,  we  may  take  vp  as  proportional  to  the  energy 
which  may  be  stored.  If  the  diameter  is  d,  and  thickness  t,  and  length  I,  the 

volume  is  v  =  ^d?l.     The  safe  pressure  isp  =  2lf/d.     The  weight  of  the  metal 

is  W=tdtlw,\i  w  is  the  weight  of  unit  volume  of  the  material.  The  surface  of 
the  vessel  is  S  =  irdl.  In  all  cases  we  neglect  the  ends.  The  storage  capacity 

if       2tf 
for  energy  per  unit  weight  of  vessel  is  j  d'-l  -f  -r-  irdtlw  or  f/2w,  so  we  see  that 

it  is  independent  of  the  diameter.  In  tubes  of  water-tube  boilers,  in  which  the 
surface  ought  to  be  great,  we  want  surface  4-  vp  to  be  great.  This  is  2/tf  or 
4/pd.  Hence  the  thinner  the  tubes  are,  and  if  the  pressure  is  fixed,  the  smaller 
they  are,  the  more  surface  they  have  as  compared  with  their  storage  capacity 
for  energy ;  for  somewhat  similar  reasons  we  need  small  thin  tubes  in  surface 
condensers.  In  cases  where  energy  is  stored  in  hot  water  and  steam  (see  Art. 
123)  the  rate  of  loss  of  energy  is  proportional  to  the  surface,  and  so  we  require 
thick  boilers  of  large  diameter.  The  best  shape,  if  otherwise  convenient,  is 
obviously  the  spherical  shape.  Questions  of  cost,  convenience,  and  danger, 
modify  these  general  results  in  their  applications. 

115.  Fig.  186  shows  some  forms  of  rivets  before  and  after  the 
making  of  the  heads.     Figs.  155-7  show  some  joints. 


FIG.  180. — FORMS  OF  RIVETS. 

Fig.  187  shows  the  various  ways  in  which  we  may  imagine  a  strip 
of  plate  or  the  rivet  which  corresponds  to  it  to  break  (1)  the  rivet 
breaking  in  single  shear,  (5)  in  double  shear. 

The  diameter  of  a  rivet  hole  is  settled,  for  plates  that  are  punched, 
by  a  variety  of  considerations,  which  lead  to  the  rule  (t  being  the 
thickness  of  the  plate)  d—  If<2\/t.  The  pitch  or  spacing  of  the  rivets 
is  settled  by  the  consideration  that  we  may  imagine  each  rivet  to 
correspond  to  a  strip  of  plate  of  width  w  and  thickness  t.  When 
rivets  are  in  double  shear  w  will  evidently  be  just  twice  what  it  is  in 
single  shear. 

In  single  shear,  the  shearing  resistance  of  the  rivet  is  ^y1; 

4 
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t  In-  trai  i!  nirr  ot  the  -trip  of  width  v  is  n-f/  it  /'  and/1  aiv  th«- 

resistances  of  the  'material  to  tension  and  -h--anng.     If  these  are 

.  Draw  round  each  rivet  a  circle  of  diameter 


equal,  wr  find  ir  = 

d  +  w  and  let  lines  come  dividing  the  plate  up  into  >trii>s  of  the 
breadth  w,  so  that  we  allot  a  strip  of  plate  to  each  rivet.  Tlu-iv  i- 
more  interest  in  scheming  out  the  proportions  of  rivrtrd  joints  in 
this  \\-av  than  in  working  common  puzzles. 

116.  The  strength  of  the  joint  ought  evidently  to  be  the 

fraction  ''     -  of  the  unhurt  plat.-,  if  j>  is  the  pitch  of  a  row  of  rivets  ; 

^ 
or  calling  p  —  d  by  the  letter  A',     .       .  expresses  the  relative  strength. 

Students  know  that  when  we  have  only  guiding  notions  like  the 


fiu.  187. 

above  we  must  resort  to  experiment,  and  actual  measurement  shows 
that  instead  of  A  in  the  numerator  of  the  above  fraction  we  ought  to 
take  kA  where  k  is  some  number.  By  means  of  the  above  kind  of 
theory  and  the  results  of  numerous  e.\|M •riments  made  up  to  the 
present  time  by  experienced  men,  the  author  has  ln-.-n  led  to  the 
following  easy  rule  for  the  strength  of  well-riveted  joints.  Hydraulic 
riveting  is  almost  always  better  than  that  done  by  hand.  Indeed, 
steel  riveting  is  hardly  ever  done  by  hand  because  of  the  greater 
probability  of  overheating  rivets. 

If  t  is  the  thickness  of  the  plate,  the  diameter  of  each  rivet- 
hole  is  il=1"2^f.  the  pitch   p  =  A  +  d,  and  the  strength  of  the 


200 
joint    = 


A  +  d 
the  following  table  : — 
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X  strength  of  the  unhurt  plate,  where  k  is  given  in 


Iron  plates. 

Steel  plates. 

•act 

i  .1  . 

,,  ,,  punched  ,,  .  . 

Double  ,,  drilled  „  .  . 

„  ,,  punched  ,,  .  . 

Treble  drilled 


•77 


0-9 

1-06 

1-0 

1-08 


and  A  is  given  in  the  following  table : — 


Lap  joint  or  butt  }  Single  riveted 
joint  with   one  >  Double      ,, 
covering    plate]  Treble       ,, 

Iron  plates  and  iron 
rivets. 

Hteel  plates  and  steel 
rivets. 

Drilled 
holes. 

Punched 
holes. 

Drilled 

holes. 

Punched 

holes. 

1-20 
2-22 
3-23 

1-47 

2-66 

0-9 
1-7 
2-5 

1-08 
1-93 

All  these  values  of  A  are  to  be  doubled  for  butt  joints  with  two 
covering  plates.  The  distance  of  a  hole  from  the  edge  of  the  plate 
must  not  be  less  than  d,  and  when  only  half-inch  rivets  are  used 
there  is  an  additional  quarter  of  an  inch. 

The  friction  between  the  plates  caused  by  the  contraction  of 
rivets  in  cooling  gives  additional  strength,  which  is  usually  neglected 
because  it  is  of  unknown  amount.  Caulking  (inside  and  outside  all 
joints)  is  performed  by  a  blunt-edged  tool  which  indents  the  metal 
of  the  edge  of  one  plate  into  the  other ;  a  fullering  tool  produces  a 
more  uniform  tight  contact  of  the  overlapping  parts.  Caulking, 
especially  if  done  with  too  sharp  a  tool,  may  hurt  the  plate ;  in  any 
case  it  alters  the  surface,  and  this  may  induce  "  grooving." 

A  punched  hole  is  to  be  called  a  drilled  hole  if  the  plate  has 
been  annealed  or  if  the  hole  has  been  rhymered  out  after  punching. 
All  drilled  holes  must  be  slightly  countersunk  on  the  outer  side  and 
all  burrs  removed.  The  old  careless,  senseless  boiler-shop  methods 
led  to  non-agreement  of  holes  when  they  came  together,  and  only 
about  5  per  cent,  of  the  holes  being  really  true  to  one  another,  a 
violent  drifting  process  was  resorted  to.  Modern  methods  are  care- 
fully scientific,  so  that  even  much  rhymering  is  not  needed.  We  now 
use  drilling  machines,  hydraulic  riveters,  edge  planing  machines,  &c., 
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and  all  good   \\..rk  is  done  to  templates     Angle  irons  are  greatly 
di-pni-ed    with,  the   odgo  of  plates  being  flanged.     Great  ca: 
tak.-ii  M  t..  d.  tails,  such  as  whether  ri\.-ts  in  certain  places  ought  or 
ought  not  to  have  countersunk  heads.      Flanging, dishing; and  rolling 
pro,-,  done  .juickly  by  large  tools  at  one  heating  of  the  plates 

instead  of  being  done  by  hand  in  many  heats,  and  this  adds  greatly 
to  the  strength  of  boil<-r>.  and  what  is  as  important,  our  knowledge 
of  that  stn-ngth. 

117.  The  working  value  of/  for  copper  in  Art.  113  ought  not 
to  be  taken  greater  than  2.400  Ibs.  per  square  inch  for  steam  pipes. 
Copper  i>  u -ed  for  >t< -am  pipes  because  it  is  easily  worked  cold,  but 
indeed  steel  is  now  being  generally  used  instead  of  copper. 

Copper  for  fire  box  plates  (generally  £  inch  thick)  or  short  stays 
or  rivets  has  a  tensile  strength  of  about  16  tons  per  square  inch,  and 
elongates  about  25  per  cent,  before  fracture.  Small  holes  are  drilled 
into  such  stays  from  the  ends,  so  that  fracture  may  be  detected  by 
leakage.  Alloys  of  copper  change  so  greatly  in  their  strength 
qualities  as  to  be  unreliable  at  350°  F.  or  400°  F.,  whereas  pure 
copper  can  be  relied  upon  up  to  800°  F.,  as,  indeed,  iron  and  mild 
>tei  1  may  be,  although  they  are  all  rather  weaker  than  at  ordinary 
temperatures.  The  malleability  of  copper  and  its  endurance  of 
furnace  heat  without  surface  deterioration  cause  many  engineers  to 
prefer  it  in  furnaces  and  tubes  to  iron  or  steel. 

In  cast-iron  pipes  and  in  steam  engine  cylinders,  it  has  to  be 
remembered  that  the  difficult}-  in  getting  castings  which  are  of  the 
sam.-  thirkne.ss  everywhere,  and  the  allowance  that  must  be  made  for 
tendency  to  cross-breaking  when  the  pipes  are  handled,  as  well  as  the 
great  allowance  in  cylinders  for  stiffness  and  the  difficulty  of  casting 
and  bonng  out,  cause  such  calculations  as  might  be  suggested  by  the 
formula  (3)  of  Art.  113,  to  be  somewhat  useless.  Thus  it  will  usually 
be  f..und  that,  whereas  a  large  cast-iron  water  pipe  i>  not  much 
thicker  than  the  above  formula  would  lead  to  (taking  the  working /as 
not  greater  than  3,000  for  cast  iron),  becau>e  it  i>  usually  carefully 
moulded  in  loam,  yet  a  thin  ci-t-in»n  pipe  has  often  an  average 
thickness  twice  as  great  as  the  formula  would  lead  to,  and  we  never 
attempt  to  cast  a  nine-foot  length  of  pipe  of  less  than  fth  inch  thick. 

118.  The  law  of  >tr.  ngth  of  a  strut  is  exactly  tin-  same  as  that 
of  a  tie  bar  if  artificial   means  are  provided  for  preventing  bending 
For  the  same  reason  the  law  (:\).  Art.  113,  gives  the  strength  of 
a  flue  to  iv-i-t   collapse,  the  working  c..n,pressive  stress  which  the 
material    will  stand  being  /  Ib.    per  ><|uaiv    inch,   the    diameter  d 
inchr-.  and  the  thickness  t    inches;    but    this  is  on    condition   that 
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.all  tendency  to  buckling  is  artificially  prevented  by  using  rings  like 
those  shown  in  Figs.  158-161. 

The  flues  of  Fig.  151  are  built  up  of  rings  (each  ring  being  a  plate 
bent  and  welded  upon  itself)  flanged  at  the  ends  as  shown.  The 
flanged  joints  give  sufficient  stiffness  for  resisting  buckling,  and  the 
Galloway  tubes  help  in  this.  Figs.  162,  197,  205  show  corrugated 
flues,  the  corrugations  producing  the  same  effect  in  resisting  buck- 
ling. The  thickness  of  any  of  these  flues  is  to  be  taken  as  the  total 
section  in  an  axial  length  /,  divided  by  I.  We  have  as  yet  no  exact 
knowledge  of  the  behaviour  of  thin  tubes  under  external  pressure. 
There  is  a  theory,  but  it  can  be  of  but  little  use  to  the  engineer  until 
it  has  been  tested  by  experiment ;  it  leads  to  the  result  that  if  a  tube 
of  diameter  d  and  thickness  t  is  prevented  from  collapse  by  rings,  the 
distance  between  the  rings  divided  by  *Jdt  must  not  exceed  a  certain 
limit.  Assuming  the  theory  to  be  correct,  we  do  not  know  yet  what 
the  limit  is.  In  strengthening  the  flues  of  Lancashire  boilers,  the 
distance  between  the  rings  is  usually  10*Jdt.  The  working  value  of 
/  for  flues  is  in  practice  taken  as  only  2  tons  per  square  inch,  first 
because  of  doubtfulness  as  to  possible  buckling,  second  because  of 
oxidation  and  other  deterioration  due  to  the  flame,  third  because  steel 
and  iron  at  600°  F.  cannot  be  depended  on  for  a  greater  strength  or 
ductility  than  half  their  strength  when  cold,and  above  this  temperature 
there  is  a  further  great  lowering  in  strength  and  increase  of  brittleness. 
Steel  used  for  boilers  has  about  28  tons  per  square  inch  tensile 
strength  with  an  elongation  of  25  per  cent,  in  the  direction  of  rolling, 
the  breaking  stress  being  6  per  cent,  less  and  the  elongation  20  per 
cent,  less  in  the  cross  direction.  The  following  composition  is  recom- 
mended. Carbon  '16  to  '18  per  cent.,  silicon  "01  to  '018  per  cent., 
sulphur  '03  to  '05  per  cent.,  phosphorus  '02  to  '04  per  cent.,  man- 
ganese '25  to  '48  per  cent.  The  plates  must  be  clean  looking,  and 
must  be  annealed  after  shearing.  The  maker's  name  ought  to  be 
on  every  plate ;  every  plate  while  in  a  boiler  shop  has  a  number  for 
identification,  and  its  strength  and  other  qualities  are  known. 
Test  strips  heated  and  cooled  in  water  at  80°  F.  should  bend  to  a 
circle  of  internal  diameter  only  three  times  the  thickness.  Rivet  steel 
ought  to  have  less  than  '15  per  cent,  of  carbon  and  '04  per  cent,  of 
phosphorus,  and  ought  to  show  no  flaw  when  a  straight  strip  is  doubled 
back  upon  itself  cold.  The  time  spent  in  straightening  plates  is 
greatly  lessened  by  the  use  of  multiple  roller  straightening  machines. 

119.  Exercises.  Strength  of  Cylindric  Shells,  and  Flues 
and  Pipes. — The  strength  of  a  thin  tube  is  given  by 
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where  p  is  the  difference  of  pressure  inside  and  outside  in  pounds  per 
square  inch,/  tin-  thickne^  (or  effective  thickness  if  the  tube  is 
corrugated  or  has  MM -n^tlu -ning  rings),  d  the  average  diameter, /the 
le  (or  rompre-»i\e  in  the  case  of  flues),  stress  on  the  material  in 
pounds  pei  square  inch.  If  p  is  the  working  gauge  pressure,/  in 
trillion  may  he  tak»-n  as  5  tons  per  square  inch  for  iron,  and  7  for 
mild  steel;/  in  compression  is  usually  tak«-n  as  only  2  tons  per 
square  inch.  The  weakening  of  a  plate  produced  by  a  riveted  joint 
is  known  from  Art.  1  hi. 

i:  1.  A  boiler  7  let  t  diameter  is  f  th  inch  thick,  what  safe 
working  pressure  will  it  stand  if  the  >afe  working  tensile  stress  of 
the  material  i-  5  tons  per  square  inch?  Assume  that  the  longi- 
tudinal seams  have  a  strength  only  60  per  cent,  of  that  of  the  plate 
itself.  That  is,  take  the  safe  stress  to  be  60  per  cent,  of  5x2,240 
or  6,720  Ibs.  per  square  inch,  so  that 

safe  gauge  pressure  =  6,720  x  |-r  42  =  100  Ibs.  per  square  inch. 

2.  What  must  be  the  thickness  of  the  flue  of  this  boiler  if  its 
diameter  is  2'  9",  and  if  the  welded  joint  in  it  is  assumed  to  stand 
a  working  crushing  stress  of  2  tons  per  square  inch.     Answer.  §  of 
an  inch. 

3.  The  marine  boiler  shell,  Fig.  206,  is  16  feet  diameter,  and 
withstands  a  gauge  pressure  of  150  Ibs.  per  square  inch  ;  if  the  thick- 
ness is  1J  inch,  what  is/?     Answer.  9,600. 

4.  The  corrugated  flue  of  Fig.  206  is  4  feet  average  diameter,  the 
length  of  metal  is  l:}  times  the  axial  length,  the  metal  is  f  inch 
thick,  the  working  gauge  pressure  is  150,  what  is/?    Answer.  7,400. 

5.  The  steam  vessel   of  a   water   tube   boiler  is   30   inches   in 
diameter,  thickness  §  inch,  pressure  -200  Ibs.  per  square  inch,  find/. 
Ansu-er.  8,000. 

»i.  Each  of  the  tubes  of  a  boiler  is  T5  inches  in  diameter,  and 
0-25  inch  thick  ;  if/  is  8,000  find  p.  Answer.  2,600  Ibs.  per  square 
inch. 

EXEK  1-1  J  A  boiler  like  Fig.  151  intended  for  100  Ibs.  per 
square  inch  (gauge )  is  usually  of  >teel  \"  to  *fc"  thick  in  its  7  foot 
shell,  the  straight  seams  being  double  riveted  butt  joints  with  two 
covering  plates,  it >  :\:i  flues  being  f  to  $*  thick.  Neglecting  the 
extra  virtual  thickness  due  to  the  joints  in  the  Hues,  what  are  the 
greatest  stresses  in  the  metal  taking  the  smaller  thicknesses? 

Answer,  f  =^-  k>r  both  shell  and  fli; 

_  t 

1 0ft  v  R4 

/  =  *  or  8,400  Ibs.  per  square  inch  in  the  shell ;  but  as  the 

*•  X 


204 


THE   STEAM    ENGINE 


CHAP. 


joint  is  0'85  of  the  strength  of  the  unhurt  plate  (see  Art.  116),  we  may 
take  the  greatest  stress  in  the  plate  at  the  joint  as  8,400  -4-  '85, 
or  about  10,000  Ib.  per  square  inch. 

1 00  x  T-} 
/  =  —  or  4,400  Ibs.  per  square  inch  compressive  stress  in 

2  x  g 

the  flue.  Such  a  boiler  is  usually  only  tested  hydraulically  to  150  Ibs. 
per  square  inch. 

12O.  The  flat  parts  of  boilers  need  staying.     Figs.  151,  152, 
163,  164  show  the  gusset  plates  and  end  to  end  stays  in  common 


Fio.   188.— DIAGONAL  STAY. 


use.  Fig.  188  is  a  diagonal  stay  which  may  take  the  place  of  a  gusset. 
In  flat  parts  near  together,  stud  stays  riveted  or  with  nuts  of  the 
shapes  shown  in  Fig.  189,  are  used.  Thus  in  Fig.  202  copper  is  used 
in  the  3-inch  water  space  between  a  locomotive  fire-box  and  its 


STUD  STAY. 


STUD  STAY. 


STUD  STAY. 
Fia.  189. 


END  OF  STAY-UAR. 


shell,  the  stays,  4  inches  apart,  are  screwed  into  the  plates,  the  ends 
allowed  to  project  f  inch  and  then  riveted  over.  The  end  of  a  long 
stay  bar  may  have  a  pin  joint,  as  in  Fig.  189.  In  multitubular 
boilers,  stay-bars,  as  in  Fig.  151,  may  be  used  in  the  steam  space,  but 
many  of  the  tubes  are  screwed  into  the  shell  tube  plate  as  in 
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Fig  101.  Tho  ordinary  tubes  are  iwr.-|\  expand. -d  at  their  ends 
int. i  tin-  tube  plates  as  in  Fig.  !!»•_'.  Fig.  193  shows  the  Admiralty 
ferrule  often  ii^ed  to  protect  the  joint  from 
tin-  furnace  Ham.-.  In  Fig.  190,  tin-  fastening 
of  a  stay-tube  is  more  elaborate,  tli.iv  l>.  m^ 
external  and  internal  nuts. 

Fig.  l!>4  shows  on»-  way  in  which  numerous 
dog  stays  or  girders  snj.|...i-t  the  Hat  t<>ji  of 
the  funiace  of  a  locomotive,  or  of  the  com- 
bustion chamber  of  a  marine  boiler.  They 
are  also  slung  at  their  middles  to  the  shell. 
This  renter  freedom  for  expansion  of 

the  top  of  the  tire  box   before  the  shell  gets  heated.      It    is  getting 
common  to  use  another  method,  supporting  the  Mat  plate  from  steel 


•I 

Fio.  190.—  STAY-TIB*. 


I 


Pio   198.— ADMIRALTY  KERKI  ik. 


Fio.  1W.— Doo  OK  GIRDER  STAY. 


T  castings  on  the  outer  shell  by  means  of  numerous  stay-bars.    This 
allows  better  circulation  of  the  water. 

Flu- 

•  theory  of  the  strength  of  a  flat  plate  ha*  not  yet  been  put  in  a  simple 
form.  It  will  U-  f..un  1  in  Thomson  and  Tail's  Xaturnt  PhUotophy.  The  results 
of  the  tlif.ry  agree  with  «u.-h  .-an-ful  r'vjMMirm-nt-*  n«  have  hecn  made. 


206  THE   STEAM   ENGINE  CHAP. 

(1)  For  a  circular  plate  of  thickness  t  and  radius  r,  supported  all  round  its 
edge  with  a  normal  load  of  p  Ib.  per  square  inch,  if  f  is  the  greatest  stress  in 
the  material— 


(2)  If  the  circular  plate  is  fixed  all  round  its  edge 

f=2r"-p/W. 

(3)  A  square  plate  of  side  *  fixed  at  the  edges 


(4)  A  rectangular  plate  of  length  I  and  breadth  b  fixed  round  the  edges 

+  b4). 


(5)  A  round  plate  supported  at  the  edge,  with  a  load  W  applied  at  a  circum- 
ference of  radius  r0 


(6)  For  stays  in  square  formation,  distance  asunder  8,  each  stay  has  a  load 
ps1,  and  the  greatest  stress  in  the  plate  of  thickness  t  is 


Lloyd's  and  other  associations  have  formulated  elaborate  practical  rules  for 
the  strength  of  curved  and  flat  parts  of  boilers  and  stays,  based  on  the  formulae 
I  have  given,  Arts.  113-120.  These  will  be  found  in  the  manuals  written  for 
boiler-makers. 

121.  Grooving  and  Corrosion.  —  Even  zinc,  if  pure,  in  dilute 
sulphuric  acid  is  not  acted  upon  chemically.  But  if  a  piece  of  any 
other  metal,  such  as  copper,  is  also  in  the  liquid  and  the  metals 
touch  anywhere,  the  zinc  is  acted  upon  rapidly.  Two  kinds  of  metal 
are  needed  as  well  as  an  electrolytic  liquid,  and  the  metals  must 
touch,  else  corrosion  will  not  take  place.  The  better  conductor  the 
liquid  is,  and  the  more  different  in  certain  qualities  the  metals  are, 
the  more  rapid  is  the  action.  One  of  the  metals  is  almost  entirely 
protected,  the  other  being  acted  upon.  Now  in  ordinary  zinc  there 
are  impurities  and  physical  differences,  and  consequently  we  have 
rapid  corrosion  when  it  is  in  an  electrolytic  liquid  such  as  dilute 
sulphuric  acid.  When  iron  touches  water,  although  the  water 
may  be  very  free  from  salts  and  therefore  rather  non-conducting 
electrically,  yet  in  time  we  find  corrosion,  and  especially  near  the 
water  level. 

Where  the  metal  is  sometimes  wet,  sometimes  dry,  very  small 
surface  differences  in  the  metal  are  sufficient  to  allow  of  the  forma- 
tion of  deep  grooves  due  to  corrosion.  Probably  the  fretting  of  the 
surface  of  the  metal,  due  to  the  plates  being  bent  and  unbent  near  the 
more  rigid  angle  iron,  in  the  breathing  of  the  boiler,  causes  sufficient 
difference  of  surface  to  start  the  action.  It  is  usual  to  make  the 
inside  surface  of  a  boiler  more  uniform  by  sponging  it  all  over  with 
a  weak  solution  of  salammoniac.  Hanging  lumps  of  zinc  inside  a 
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boiler,  either  lying  against  the  plates  or  attached  metallically,  very 
materially  prevent-  corrosion  of  the  iron,  the  zinc  being  eaten 
away.  From  200  to  tJ(M)  Ihs.  of  zinc  are  sometimes  consumed  per 
annum  in  the  boilers  of  a  large  veawl  Air  free  water  produces 
much  less  corrosion.  Vegetable  and  animal  oils  decompose  in  boilers 
and  produce  corn '-ion  because  of  aridity. 

It  is  because  of  this  electro-chemical  action  that  any  trace  of 
rancidity  in  lul>ii«Mtin^  oil  does  so  much  harm  between  brasses 
and  journal-.  If  \vait-r  find-  its  way  to  the  place  where  a  gun- 
metal  liner  touches  the  steel  of  a  propeller  shaft,  it  causes  rapid 
eorrosion. 

Making  every  part  of  a  Imiler  more  elastic  greatly  prevents  such 
fretting  of  the  metal  anywhere  as  may  lead  to  grooving  and  pitting. 
Tliis  is  another  reason  why  the  spaces  between  flues,  and  flues  and 
shell,  ought  to  be  as  much  as  possible;  it  is  for  this  reason  that  some 
makers  prefer  five  to  four  gusset  st 

122.  Mi-niiiinij  of  a  fioiler. — Parts  of  a  boiler  are  continually 
altering  in  temperature  in  different  ways.  Thus,  in  a  Lancashire 
holler,  after  the  fire  is  lighted  a  flue  "hogs,"  rising  in  the  middle, 
or  rather  nearer  the  furnace,  as  much  as  f"  or  £" ',  although  it  bulges 
out  the  flat  ends,  perhaps  |".  It  is  well  to  leave  a  flue  free  to  hog 
and  not  to  try  to  restrain  it  with  sta\-. 

K\I:K'  ISP:.  A  Lancashire  boiler  is  35  feet  long,  the  flue  has  an 
average  temperature  of  500°  F.  when  the  shell  is  only  at  100°  F. ; 
what  would  be  the  relative  change  in  length  if  it  were  not 
prevented  ' 

Answer.  By  Art.  171  a  difference  of  400  degrees  produces  a  frac- 
tional change  of  l.-ngth  400  x '000009  or  0-0036  in  iron,  so  that  in 
35  feet  then  is  a  difference  of  :r>  x  12  x  '0036  or  1*5  inches. 

K\I:K'-I>I:.  To  shorten  an  iron  tube  35  feet  long,  by  the  amount 
of  1  inch,  what  mu.-t  l>e  the  compressive  stress  ? 

Answer.  The  compressive  strain  is  1-^(35x12),  and  as  Young's 
modulus  of  elasticity  for  iron  is  about  3  X  106,  the  compressive  s1 
being  3  X  106  multiplied  by  the  strain,  the  answer  is  3  X  lO8-*-^  x  12 ) 
or  7,140  Ibs.  per  square  inch. 

I:\KI:'  I-K.  If  the  flue  is  33  inches  in  diameter,  i  inch  thick  ;  if  the 
heat  tends  to  mal  inches  longer,  and  although  it  bulges  out 

the  ends  of  the  boiler  and  hogs,  it  only  gets  %  inch  longer,  what  is 
the  total  pushing  force  in  the  flue  ? 

.lusicer.  By  last  example  th  :  lo  ll»s.  per  square  inch; 

the  -.-tioii  of  metal  is  33-jr  X  !  or  .">!  s»;  -.juan-  indie*,  so  that  the 
total  j>u>h  i-  U.  or  IG'i  ton* 
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133.  Boiler  Accumulator.  EXERCISE  1.  A  vessel  contains  iv1 Ib.  of  water 
at  406°  F.  under  a  pressure  of  265  Ihs.  per  square  inch.  How  much  steam  must 
be  taken  away  (dry  at  347°  F.  through  a  reducing  valve)  for  the  temperature 
to  become  347°  F. ,  the  pressure  being  130  Ibs.  per  square  inch  ? 

Answer.  If  v\  Ib.  of  water  at  406°  F.  has  as  much  energy  as  ir.,  Ib.  of  water, 
and  x  Ib.  of  steam  at  347°  F.  (w«  +  x  being  equal  to  w,),  measuring  heat  from 
347°  F. 

«>,(406  -  347)  =  x  x  869, 

59 

as  869  is  the  latent  heat  of  steam  at  347°  F.    Hence  x  =  ~™  wl ,  or  1 4|  Ibs.  of  water 

falling  from  406°  F.  to  347°  F.  will  yield  one  pound  of  steam. 

EXERCISE  2.  If  20  Ibs.  of  ateam  per  hour  at  130  Ibs.  per  square  inch  will 
develop  1  horse-power,  what  is  the  storage  capacity  of  a  vessel,  30  feet  long,  15 
feet  diameter,  containing  water  at  265  Ibs.  per  square  inch,  allowed  to  fall  to 
130  Ibs.  per  square  inch  ? 

Answer.  By  the  table,  Art.  180,  we  see  that  1  cubic  foot  of  such  water  weighs 

54  Ibs.,  so  that  we  have -7  15-  x  30  x  54,  or  286,270 Ibs.  of  water  stored.  Divid- 
4 

ing  by  14J  we  find  that  the  supply  of  steam  may  be  19,470  Ibs.,  dividing  by  20 
we  get  a  supply  of  973  horse-power-hours. 

EXERCISE  3.  An  electric  light  station  has  many  small  steam  engines,  each 
coupled  to  a  dynamo  machine  ;  some  of  these  are  stopped  or  started,  as  the  load 
varies.  They  all  take  steam  at  130  Ibs.  per  square  inch  through  reducing  valves 
from  a  reservoir,  and  give  out  1  electrical  horse-power  for  25  Ibs.  of  steam.  The 
reservoir  contains  water  never  higher  than  406°  F.,  never  lower  than  347°  F. , 
and  this  water  is  kept  constantly  circulating  by  means  of  a  centrifugal  pump 
between  the  reservoir  and  a  number  of  boilers,  using  steadily  half  a  ton  of  coal 
per  hour.  Three-fourths  of  the  total  heat  of  the  coal  is  given  to  the  water, 
which  enters  at62°-F.,  the  coal  being  such  that  its  total  heat  per  pound  is  15,000 
heat  units. 

In  24  hours  the  water  receives — 

24  x  \  x  2240  x  15,000  x  f  or  3  x  108  heat  units. 

A  pound  of  steam  at  347°  F.,  the  feed  being  at  62°  F. ,  needs  1,157  units,  and 
hence  if  the  engines  had  a  perfectly  constant  load,  they  would  give  out  3  x  10" 
-=-  (1,159  x  25)  horse-power-hours  in  the  24  hours,  or  435  horse-power. 

EXERCISE  4.  Now  suppose  that  there  is  such  a  load  factor  that  there  is  a  maxi- 
mum supply  at  the  rate  of  1,740  electrical  horse-power,  and  in  fact  that  for  eight 
successive  hours  the  power  given  out  is  greater  than  435,  the  average  of  the  excess 
power  being  510,  so  that  in  fact  there  must  be  a  store  of  510  x  8,  or  4,080  horse- 
power-hours. In  this  rough  calculation  we  may  neglect  the  fact  that  the  steam 
if  taken  away  at  a  higher  pressure  through  a  reducing  valve,  is  probably  super- 
heated instead  of  being  just  dry  as  assumed  above,  and  we  may  assume  that  for 
every  14f  Ibs.  of  water  stored  we  can  produce  1  Ib.  of  steam,  or  for  every  25  x  14f 
or  367^  Ibs.  of  water  stored  we  can  produce  1  electrical  horse-power-hour.  We 
therefore  need  to  store  4,080  x  367£,  or  1  '50  x  10«  Ib.  of  water  at  406°  F.  At  this 
temperature  a  cubic  foot  of  water  weighs  54  Ibs.,  and  therefore  we  need  a 
reservoir  of  27,200  cubic  feet,  neglecting  the  volume  of  the  heated  tubes.  This 
reservoir  if  cylindric  might  consist  of  four  cylinders,  40  feet  high  and  15  feet  in 
diameter.  The  cost  of  such  a  reservoir  with  the  necessary  brickwork,  &c. ,  would 
probably  be  £2,400.  Assuming  interest,  maintenance,  depreciation,  rent,  &c., 
as  10  per  cent,  on  the  cost,  we  find  £240  per  year. 
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124.  TMK  tin-place,  li  feet  long,  Fig.  151.  con>i-t-  of  a  front 
dead  plat,  ati'l  seta  of  tire  bars  resting  on  wrought  iron  or  steel 

i  ii' I  the  support  of  the  fire-brick  bridge  B  riveted  across 
the  riii'-.  Notice  the  spaces  between  the  bars,  Fig.  154,  to  allow  of 
air  entering  from  the  ashpit.  The  door  i>  double  or  sometimes 
treble  with  air  between,  so  that  the  outer  part  may  remain  cool. 
The  clever  stoker  knows  that  it  is  by  regulating  the  air  coming 
through  the  \vntilators  in  the  door,  as  well  as  by  the  ashpit,  that 
he  may  obtain  perfect  combustion  and  no  smoke,  even  with  the  most 
bituminous  coals.  The  careless  stoker  can  only  obtain  good  com- 
bustion with  Welsh  coals.  With  good  stoking  the  same  results  art- 
obtained  with  Newcastle  or  Cheshire  coals  as  with  Welsh.  H«  r«  i> 
the  Ix-st  method  with  non- Welsh  coals.  Suppose  fiv-h  coal  is  needed, 
tin-  red-hot  stuff  is  pushed  forward  till  it  is  thicker  near  the  bridge; 
the  fresh  coal  is  put  on  near  the  dead  plate  and  the  door  closed,  air 
coming  in.  The  coal  begins  to  coke  (this  is  called  the  C«/,</K/  system 
and  is  l>etter  than  the  sprc<"/inr/  system  of  feeding  a  furnace,  except 
for  \  11  coal);  it  gives  off  its  gaseous  hydrocarbons,  which, 

.  «-r  th .••  white-hot  part  and  also  by  meeting  the  hot  air  which 
has  come  from  the  ashpit  through  the  grate,  and  al.-o  by  its  own 
combustion,  reaches  a  high  temperature.  Now  for  perfect  com- 
bustion of  the  g-i>es  \\e  have  merely  to  recollect  that 

1.  There  mu-t  be  at  !ea-t  a  -uhVient  .juantity  of  air. 

•J    The  air  and  gases  must  be  well  mixed. 

3.  The  mixture  must  be  at  a  high  temperatu 

If  any  of  th.-e  conditions  is  not  fulfilled  tin  n  jx  an  escape 
"f  unburnt  ga>es.  If  th.-e  unburnt  gases  are  hydrocarbon-  and  if 
th«-y  are  >uddenly  cooled,  they  become  deoompoted  and  form  -moke 
or  soot.  Impinging  on  a  cold  solid  ^urfaci-.  -..m.-  ..(  ih.->e  h\dro- 
carbons  deposit  a  very  hard  kind  of  soot  difficult  to  HI. 
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In  the  Lancashire  boiler  we  depend  upon  the  mixing  that  goes  on 
above  and  behind  the  fire  bridge  as  well  as  above  the  fire,  and  this 
is  why  we  call  the  space  behind  the  bridge  a  combustion  chamber.  It 
is  fatal  to  good  economy  to  attempt  to  cool  the  gases  much  until  they 
are  well  mixed,  and  in  Fig.  151  the  first  Galloway  tube  is  perhaps  too 
close  to  the  bridge.  And  yet  although  it  cools  the  gases,  it  also  helps 
to  mix  them.  More  space  is  needed  for  more  bituminous  coal. 

We  do  not  like  to  rely  altogether  upon  the  air  coming  up  through 
the  grate,  and  it  is  necessary  to  think  a  little  about  what  happens  to 
such  air.  Suppose  air  to  come  up  through  a  thick  mass  of  white 
hot  coke ;  first  its  oxygen  combines  with  carbon  to  form  carbonic 
acid  CO2 ;  later  this  carbonic  acid  dissociates  into  carbonic  oxide 
CO  and  oxygen ;  this  oxygen  again  takes  up  carbon  to  form  more 
carbonic  acid.  If  the  fuel  is  thick  enough  no  doubt  there  are  more 
changes — but  the  result  is  this,  that  escaping  from  the  top  of  the 
coke,  we  have  carbonic  oxide  and  carbonic  acid  and  the  nitrogen  of 
the  air.  Students  must  have  seen  such  CO  burning  with  a  blue 
flame  over  a  thick  coke  fire.  That  such  carbonic  oxide  may  not  go 
off  unconsumed,  air  must  be  admitted  by  the  door.  Now  in  the 
Lancashire  boiler  we  do  not  like  thin  fires,  but  even  when  thickest 
much  of  the  oxygen  which  comes  through  the  grate  will  probably 
not  form  either  CO  or  CO2,  and  air  through  the  fire  door  is  not  so 
necessary  (although  we  always  take  care  to  open  the  ventilator  of 
the  door  about  a  minute  after  a  fresh  firing)  as  it  is  in  the  locomo- 
tive and  other  boilers  using  thick  fires.  In  these  there  is  probably 
little  free  oxygen  after  passage  through  the  fire ;  hence  both  for  the 
sake  of  the  CO  and  also  of  the  hydrocarbons,  air  must  be  admitted 
through  the  door.  The  space  above  the  grate  in  a  locomotive  is  the 
only  combustion  chamber,  and  it  ought  to  be  large.  In  some  cases 
of  Lancashire  and  marine  boilers,  advantage  is  found  in  admitting 
air  through  passages  behind  the  fire  bridge. 

In  chimney  draught,  or  when  jets  of  steam  produce  draught  in 
the  uptake  of  locomotives  or  marine  boilers,  the  entering  air  can  only 
be  heated  by  the  inner  part  of  the  hot  fire  door  or  the  hot  ashpit, 
but  when  the  forced  draught  consists  in  blowing  air  in  through 
orifices  above  the  grate  and  also  into  the  ashpit,  fire  door  and  ash- 
pit door  being  well  closed,  it  is  possible  to  heat  this  air  by  the 
gases  in  the  uptake  as  it  comes  through  pipes.  In  this  case  very 
perfect  combustion  is  obtainable.  Note  that  in  no  case  can  a  stoker, 
however  careful,  obtain  good  combustion  unless  he  can  command 
just  as  much  draught  as  is  necessary.  With  chimney  draught 
he  performs  his  regulation  by  lifting  or  lowering  the  damper,  which 
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is  hung  from  a  chain  passing  over  pulleys  to  the  balance  weight, 
which  is  within  rosy  reach  of  tin-  stoker.  The  density  of  the  furnace 
gases  is  an  indication  of  the  amount  of  carbonic  acid  present,  and 
this  is  an  indication  of  the  amount  of  air  supplied  per  i>ound  of  fuel. 
The  Dasymeter  makes  an  automatic  record  of  this  and  ought  to  be 
used  as  commonly  as  a  pressure  gauge.  It  acts  by  the  apparent 
change  of  weight  of  a  hollow  globe  in  a  box  through  which  a  small 
supply  of  filtered  furnace  gases  passes. 

The  opening  of  the  fire  door  admits  too  much  cold  air  (usually 
checked  by  the  damper  beforehand),  and  yet  it  is  certain  that 
frequent  small  supplies  of  coal  are  far  better  than  infrequent  largo 
supplies.  Indeed,  the  feeding  of  the  fire  ought  to  be  continuous, 
and  the  conditions  of  draught,  &c.,  ought  to  keep  constant.  Hence 
for  the  mo-t  perfect  combustion  we  depend  upon  mechanical  stoking, 
which  keeps  admitting  fresh  fuel  all  the  time,  the  coal  as  it  gets 
coked  and  more  and  more  burnt,  rinding  its  way  towards  the  bridge, 
where  the  ash  and  clinker  drop.  Indeed,  in  small  boilers  of  great 
power  it  is  almost  absolutely  necessary  that  all  the  operations,  feeding 
with  water  and  fuel,  and  regulating  draught,  &c.,  should  be  auto- 
matically and  continuously  performed. 

125.  The  combustion  chamber  is  filled  with  white  hot  flame, 
and  as  the  gases  travel  towards  A  they  give  up  most  of  their  heat 
to  the  boiler.  Usually  about  half  the  total  heat  given  to  the 
boiler  is  given  up  by  radiation  from  the  fire  and  the  hot 
gases  in  the  furnace  and  combustion  chamber  of  a  Lancashire 
boiler.  The  rest  of  the  heating  surface  seems  to  take  up  heat 
by  mere  contact  with  the  hot  gases,  and  hence  it  is  that  the 
(lalloway  tubes  prove  to  be  useful,  because  the  gases  strike  upon 
them  and  the  eddying  and  mixing  motion  causes  a  continual  renewal 
of  hot  ga>e>  near  the  metal,  and  the  water  circulates  easily  through 
the  tubes.  The  seating  of  >i\  boilers  are  shown  in  Fig.  1!>7.  A 
fiiv-briek  wall  makes  the  st  uff  pass  down  and  underneath  the  bottom 
nearly  to  the  front  of  each  boiler:  there  it  divides  into  two  streams, 
passing  up  and  along  the  sides  of  the  boiler  by  passages,  which  unite 
again  in  the  passage  going  to  the  chimney.  An  iron  door  or  damper 
passes  usually  down  through  a  >ht,  supported  by  a  chain  going  over 
pulleys  to  the  front  of  the  boiler,  where  there  is  a  counterweight. 
The  boiler  rests  on  the  seating  Mocks  of  fire-brick,  made  of  special 
-hape.  Some  men  let  the  gases  pass  along  the  side  flues  l>efore  the 
bottom. and  it  may  l>e  more  economical,  but  the  other  is  on  the  whole 
better  he.-ause  there  is  less  unequal  heating  of  the  boiler.  What 
the  actual  temperatures  are,  everywhere,  I  do  not  know,  for  although 
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I  know  of  many  published  measurements,  I  know  of  none  yet  made 
with  accurate  instruments. 

EXERCISE.  If  half  the  heat  of  fuel  is  radiated  in  the  furnace,  and 
the  other  half  is  carried  off  by  gases.  If  the  gases  are  20  Ibs.  per 
pound  of  fuel,  and  the  calorific  power  of  the  fuel  is  14,500  Fah. 
units;  neglecting  the  fact  that  there  is  vapour  present,  and  that 
there  is  almost  certainly  dissociation,  find  the  temperature  of  the 
gases  leaving  the  furnace  if  their  specific  heat  is  0'24. 

Answer.  7,250  -=-  (20  x  '24)  or  1,510  Fah.  degrees  above  ordinary 
temperature. 

It  is  said  that  thick  copper  wire  lying  on  the  brightest  fuel  in  any 
boiler  furnace  does  not  melt.  Probably  therefore  the  temperature 
never  reaches  the  melting  point  of  copper.  Copper  wire  will  of 
course  rapidly  disappear,  because  of  oxidation,  &c.  The  temperature 
near  the  chimney  is  often  about  that  of  melting  lead.  There  is  no 
doubt  a  great  advantage  in  letting  the  two  flues  unite  in  one,  just 
behind  the  fire  bridge,  as  in  the  usual  hand  firing,  if  the  furnaces 
are  fired  alternately,  the  mixing  is  most  conducive  to  good  com- 
bustion. The  best  large  stationary  boiler  known  to  me  is  shown  in 
Fig.  196,  and  maybe  called  a  multitubular  boiler.  Here  when  the 
mixing  of  the  gases  has  occurred  in  C  C,  they  pass  through  a  great 
number  of  tubes,  which  take  away  their  heat  far  more  rapidly  than  it 
is  taken  in  any  Lancashire  boiler,  than  which  this  occupies  less  space 
for  the  same  power.  Space  must,  however,  be  left  behind  A  for 
the  cleaning  of  the  tubes.  The  best  results  are  obtained  with  two 
furnaces  meeting  in  the  combustion  chamber  C  C,  fired  alternately. 

An  economiser  (Figs.  195  or  197)  or  feed-water  heater  consists 
of  a  number  of  vertical  iron  pipes  (sixty  for  a  single  boiler  with 
three-quarters  of  the  heating  surface  of  the  boiler,  say  600  square 
feet),  through  which  the  feed-water  passes,  their  sooty  outsides  are 
kept  constantly  scraped,  and  they  are  placed  in  the  passage  between 
the  boiler  and  the  chimney.  It  is  found  that  the  use  of  an 
economiser  adds  from  10  to  15  per  cent,  to  the  amount  of  steam 
evaporated  by  a  Lancashire  boiler.  Water  may  be  raised  to  240°  F. 
It  causes  great  gain  in  economy,  and  lessens  the  straining  of  the 
boiler,  due  to  local  cooling.  It  does  hot  benefit  a  multitubular 
boiler  so  much,  because  the  flues  of  this  boiler  are  already  very 
efficient.  In  this,  as  in  many  other  cases,  the  extra  contrivance, 
such  as  a  feed-water  heater,  owes  its  value  to  the  uneconomical 
nature  of  the  contrivances  which  it  supplements. 

As  much  as  33  per  cent,  better  results  are  obtained  over  the 
ordinary  hand-stoking  by  the  use  of  mechanical  stokers,  but  it  is 
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..nly  in  the  case  of  steady  loads  on  en^;  I  therefore  on  boil.-rs 

tint    th-  -ti»k«-r  hits  u    h«»|»j).-r,  which   ha>    t^>   be 


filled  with  fuel,  and  the  fuel  falls  into  small  boxes;  a  slowly  rotating 
shaft  drives  plungers  forcing  coal  from  the  boxes  en  to  the  dead 
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plate,  and  also  gives  a  reciprocating  motion  to  the  fire  bars,  so  that 
the  coal  is  carried  towards  the  bridge,  where  it  falls  into  the  ashpit. 
Henderson's  form  breaks  up  the  coal  coming  from  the  hopper  ;  it 
falls  on  fans,  which  spread  it  on  the  bars.  Half  the  bars  rise  and 
fall,  the  others  have  a  reciprocating  horizontal  motion. 

K\  KHCISE.  A  Lancashire  boiler  27  feet  long  7  feet  diameter,  shell 
rVth  of  an  inch  thick,  flues  33  inches  diameter  f  of  an  inch  thick, 
ends  |  of  an  inch  thick,  what  is  its  approximate  weight  ? 

Answer.   Neglecting,  overlapping,  &c. 

Each  end  (842  -  2(33)2}  x  7854  x  jj  or  2,393  cubic  inches 
of  metal,  or  4,790  for  both. 

Shell  84-7TX  27  x  12  x  7!  =  37,400  cubic  inches. 

16 

Flues  2  X  33w  X  §  X  27  x  12  or  25,200  cubic  inches. 
8 

Total  67,400  cubic  inches,  and  taking  '28  Ibs.  to  the  cubic  inch, 
the  weight  is  18,760  Ibs..  or  8 '43  tons.  Now  the  actual  weight  will 


FlO.   196. — MULTITUBULAR   BOILER  (STATIONARY). 

be  about  12  tons,  together  with  3i  tons  of  fittings,  and  this  gives 
a  fairly  correct  notion  of  the  usual  allowance  to  be  made  for  flanges, 
angle  irons,  &c.,  in  rough  calculations. 

If  the  student  will  make  measurements  he  will  find  that  the  total 
heating  surface  on  the  external  shell  is  about  370  square  feet ;  flues, 
450  square  feet  +  water  tubes  30  square  feet ;  altogether  say  870 
square  feet;  economizer  say  600  square  feet.  The  grate  is  about 
33  square  feet  in  area,  so  that  there  is  26  square  feet  of  heating 
surface  (with  economizer  45)  per  square  foot  of  grate. 

Such  a  boiler  will  usually  burn  12  to  18  tons  of  coal  per  week  of 
54  hours,  or  15  to  22  Ibs.  of  coal  per  hour  per  square  foot  of  grate  (a 
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fairly  thick  fire)  without  much  smoke,  if  tin-  <-<>.-il  is  admitted  a  little 
at  a  time,  either  >j>rinkled  all  <>\«T  ..r  alternately  at  the  si<l. •>.  ..r  only 
on  the  dead  plate,  a  little  air  being  always  admitted  through  tin- 
doors  after  tiring.  The  common  sort  of  result  obtained  i>  \»  have 
<>ns  water  evaporated  JUT  hour. 

:<  DEOL  1'  i-  usual  to  obtain  in  ordinary  practice  with  good 
firing  KH  Ibs.  of  water  evaporated  (as  it  fn.ni  and  at  212'  I'  »  \»T 
pound  of  coal  if  an  economist-!-  is  used  ;  what  is  the  usual  evaporation 


KM.   i'.i;.  -SEATING  FOR  Six  LANCASHIRE  BOILERS. 
Showing  economiaer  D.    The  gaaes  may  go  by  A  through  the  economiaer  D,  or  doe  by  B. 

of  the  above  boiler  per  hour?  And  how  much  is  it  per  square  foot 
of  grate  ?  How  nnu-h  is  it  per  square  foot  of  heating  surface  ? 

Answer.  3,966  or  5,950  Ihs. :  120  to  180  Ibs. ;  4'6  to  277  Ibs.,  not 
counting econoniiscrsurtat-t- :  27  t«>  4  ll>s.,  counting  economiser  surfat-c. 

|V\I.I:«-I^K.  If  tor  25  Ibs.  of  evaporation  we  obtain  1  indicated  ii..r>.  •- 
i.  what  is  the  average  indu-atcd  horse-power  corres|>ondillg  to 
tin-  Ix.ili-r  JMTA 

Answer.  If  we  take  5,000  lbe.pei  hour  a-  the  average  evaporatioii, 

this  meaUB  about  200  indicated  horse-pown-. 

With  a  range  of  Lancashire   boilers   \\v    usually   assume    about 
20  indicated  horse-power  per  foot  of  boiler  frontage,  including  l»riek- 
or  10  with  CWnish  boilers. 
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126.  THE  vertical  boilers  shown  in  Figs.  198-200  are  easy 
to  understand.  Ki-  ^<>1  sli<>w.-  a  "Field"  water-tube  which  pro- 
jects downwards  into  a  fireplace,  and  is  surrounded  by  flame.  A 
vertical  tube  closed  at  the  end  with  water  in  it, 
surrounded  by  Hame,  will  get  nearly  red  hot  and 
then  suddenly  much  of  the  water  becomes  steam 
explosively.  The  interior  tube  allows  the  mo>t 
rapid  circulation  to  take  place,  and  these  field  tubes 
are  quite  wonderful  for  quick  evaporation. 

In  the  locomotive  boiler  the  usual  pressures 
l:;n  to  -joo  ll)s.  prr  square  inch  absolute. 
I'irj  xh,,\v*  the  tire  IMIX.  whose  top  and  sid.-- 
(u>ually  c.ipper  \  inch  thick)  are  in  one  piece,  tin- 
tube  ]»lat«-  T P,  |  inch  thick  and  the  back  fire  box 
plate  B  FP  being  connected  by  flanges  to  the  rest. 
It  is  enclosed  by  its  ^  inch  steel  casing  which 
ha-  a  >houlder  plate  joining  it  to  the  steel  £  inch 
barrel  formed  of  three  iron  or  steel  plates  called 
the  hack,  the  middle,  and  the  front  plate.  The 
t'r.'iit  plat.-  is  fastened  to  the  J  inch  smoke  box  tul>« 
plate  S  TP  by  a  circular  angle  iron.  About  200, 1  \ 
to  1$  inch  (10  \V.  ( I  thick)  brass  flue  tubes  convey 
the  h"t  i,ra>e>  tr..m  furnace  to  smoke  boxSJ9and  the 
chimney.  Kivets  UMially  \  inch.  Circular  joints 

D  lap  l)iit  sometimes  butt.  The  straight  joints  always  butt 
with  t\\.'  ^  plates. 

The  h»le>  in  both  the  tube  plat.-  an-  larger  than  the  tubes,  which 
are  passed  through  from  the  smoke  box  end  of  the  barrel  and  then 
expanded  and  made  steam  tight  with  a  tube  expander,  ferrules  being 
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put  on  at  the 
fire  box  ends. 
The  tubes  act 
also  as  stays. 
Only  the  top  and 
bottom  rows  of 
tubes  are  shown 
in  Fig.  202;  OS 
are  copper  stays 
through  the 
water  space  W  S 
all  round  the  fire 
box.  Notice  the 
longitudinal 
stays  also,  their 
ends  at  A  and 
B  screwed  into 
the  plates.  The 
top  of  the  fire 
box  is  shown 
with  many  cop- 
per screws  from 
the  wrought  iron 
dog  stays  R  S  G 
which  are  hung 
by  one  or  two 
rows  of  links  L 
to  angle  irons  on 
the  inside  of  the 
fire  box  shell. 
Sometimes  roof- 
ing stay  bolts, 
each  from  shell 
to  fire  box,  are 
used  instead  of 
girder  stays,  and 
they  give  better 
\\  at  er  circula- 
tion. The  dome 
is  of  steel,  its 
steel  flange  or 
fitting  F  riveted 
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on.  N«.t in-  the  shape>  ..f  the  fire  bars  and  how  they  are  carried  by 
bolts  through  the  foundation  ring  F R.  The  air  space  is  from  \  to  \ 
of  the  whole  grate  area.  A  wrought  iron  rectangular  ashpan  is 
bolted  to  FR.  It  has  a  damper  in  front  (sometimes  one  at  the  back 
aUo),  a  hinged  door  worked  by  a  notched  rod  from  the  footplate. 
There  is  usually  a  fire  brick  arch  nearly  across  the  fire  box  to  deflect 
the  tlainr  ami  so  mix  the  gases  better.  It  was  the  use  of  this  brick 
arch  which  first  enabled  coal  to  be  burnt  instead  of  coke  in  loco- 
motives. There  is  also  usually  a  deflector  plate  inside  the  fire  hole 
to  deflect  the  cold  air  downwards  when  the  door  opens.  As  this 
obstructs  radiation  it  is  not  so  good  as  having  a  door  opening  inwards 
which  itself  acts  as  a  deflector  plate. 

The  regulator  tor  admitting  steam  through  the  steampipe  S P  to 
the  valve  chest  is  shown  in  Fig.  u'4. 

The  heating  surface  of  a  locomotive  is  usually  750  times  the  area 
of  one  of  the  pistons;  the  grate  area  is  usually  10  times  the  area  of 
one  of  the  pi>ions.  Tin-  tube  heating  surface  is  usually  10  times  the 
heating  surface  of  the  tin-  box. 

K\KI:<  1-1:.  OIL-  pi>ton  16  inches  diameter,  what  is  its  area? 
What  i>  tin-  customary  total  heating  surface,  tube  surface,  &c.  ? 

Answer.  Piston  201  square  inches;  grate  14  square  feet;  heating 
1,047:  t ub«- surface  !i.~)l  .  firebox  h«  a  ting  surface  95.  If  the  tubesare 
1  \  inchis  in  diameter  in>ide  and  10  feet  long  how  many  of  them  are 
then 

J  .'.  u-li  tube  has  an  area  of  :\{.v.\  square  feet,  so  that  there 

are  about  2G5  of  them. 

High  cylindric  marine  boilers  are  from  11  to  17  feet  in 
diameter,  and  axe  either  doable  or  single  ended.  Fig.  203  is  single 
ended,  9  to  10  feet  long,  and  Fig.  205-6  is  double  ended,  17  to  18  feet 
long,  being  like  two  single-ended  boilers  set  back  to  back.  There  is 
greater  economy  of  weight  and  space  and  heat  radiation.  In  men-of- 
war  there  may  be  an  advantage  in  having  more  boilers  quite  distinct. 

Fig.  205  is  one  of  four  marine  boilers.  The  shell  is  eylindric  with 
corrugated  furnaces.  The  straight  joints  are  treble  riveted  butt,  with 
two  covering  plates,  breaking  joint  The  ring  joints  are  doable  riveted 
lap.  Usually  there  are  two  or  three  combust  ion  chambers,  not  al 
the  sat m-  in  number  as  tin-  furnaces.  The  uptakes  meet  at  the 
base  of  the  funnel,  with  a  damper  in  each  ;  indeed  there  is  usually  a 
damper  for  each  combustion  chamber  for  greater  ease  in  cleaning  the 
separate  furnaces.  The  furnaces  arc  from  36  to  45  inches  in  diameter, 
Dflhet  I'-ng,  grate  6  to  7  feet  long  in  two  or  three  lengths  of  steel 
fire  ;g.  206).  Then-  is  always  an  ash  tray  because  of  the 


220 


THE   STEAM   ENGINE 


CHAP. 


corrugations  in  the  furnaces,  and  it  is  usual  to  keep  a  little  water  in 
it.  The  furnace  tubes  are  kept  4  to  5  inches  apart  both  at  heights  and 
hollows  of  the  corrugations.  The  ends  flanged  are  f  to  -J  inch  thick. 
The  front  one  is  in  three  pieces.  The  central  piece  is  the  front  tube 
plate ;  the  lower,  flanged  out  at  the  holes,  carries  the  furnaces.  The 
combustion  chambers  are  of  flat  plates  curved  and  flanged  £  to  ^  inch 
thick,  well  stayed. 

The  tubes  are  still  sometimes  of  brass  but  almost  always  of 
drawn  steel  £  inch  thick,  2£  to  3  inches  internal  diameter.  They  are 
a  good  fit  for  the  holes  in  the  tube  plates  and  a  tube  expander  is 


Pia.  208.— SINGLE  ENDED  MARINE  BOILER,  THREE  FURNACES,  THBEF.  COMBUSTION  CHAMBERS. 

used.  The  holes  are  a  little  larger  at  the  smoke  box  end  to  facilitate 
insertion  and  withdrawal.  The  tubes  are  usually  about  1  inch  apart 
on  their  outsides.  Notice  the  large  number  of  tubes  that  are  stay 
tubes  marked  blacker  than  the  rest  in  Fig.  205.  (Many  people  object 
altogether  to  the  use  of  stay  tubes,  which  indeed  are  seldom  used  in 
locomotives.)  The  Serv^  tube  has  internal  ribs  for  the  better 
abstraction  of  heat ;  it  is  of  twice  the  usual  weight  and  cannot  be 
more  efficient  than  a  small  tube  with  great  draught. 

Notice  the  end  to  end  stay  bars  2  or  2^  inches  diameter,  the  holes 
in  the  plates  not  screwed. 

Already  there  are  single-ended  boilers  of  13  feet  diameter,  whose 
cylindric  part  is  If  inches  thick  10  feet  long,  in  two  plates  each  11  feet 
broad,  with  one  welded  joint;  the  other  joint,  being  welded  at  its  end 
parts  only,  the  rest  of  it  treble  riveted.  The  flanges  are  internal 
and  on  the  cylindric  part,  each  of  the  end  plates  being  in  one  piece. 


difficult  to  convey  larg-T  plat.-s  tli;in  these  by  mil.     Very  large 
Hanging  ami  welding  maehin.-ry  has  thus  given  great  simplicity  and 
•igth  nf  construction. 

:«-isK.  A  marine  boiler  shell  is  16  feet  :*  inches  diameter.  I  \ 
iiirhi-s  thick  1'  inches  thickm-ss  has  bt-.-n  exceeded  in  the  mercantile 
marine),  tin- a  \vi irking  gauge  pressure  of  170  Ibs.  Tin-  furnaces  are  43 
inch,  s  diann-t.-r  ami  ;•  inch  thick.  Neglecting  tin-  MKT.-.-IS,.  in  efectivt 
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thiekm-ss   due   to    the  corrugations,  what    arc  the  working 

,      195x170  1  "sx5, 

Answer.  Shell  /=  —«1  1,050  and  as  the  joint  is  --    or 

L  X  1  2  o  ~|~  1  "i  •  ' 

'837  of  the  strength  of  the  unhurt  plate,  theansw.  r  is  1  1  ,().")()  -4-  -S37,  or 
0  t<»ns  per  square  inch  tensile  stress  in  the  joints  of  the  shell. 

In  the  furnacr  tube/=  —  ^  —  v—  ,  or  5,848  Ibs.  per  square  inch. 

-  x  -g 

The  working  ami  te>t    pressur«-s  of  a  marine  boiler  are  usually 

engraved  OQ  ft  bran  piafc  ti\.-d  U>  the  front  of  the  bcnler.     It  is  usual  to 

I',  nirdon  pivssuiv  gauges;  one  scale  goes  to  15  or  20  Ibs. 

above  the  working  pressure,  tin-  other  to  the  highest  pressure  used  in 

testing  the  lx>ilt-r  hydraulically. 

To  show  the  general  nature  of  the  steam  pipe  connections1  in 
thi-  Navy,  in  Fi'j.  -('k  tin-  dotted  lines  are  bulkheads,  and  I  assume 
that  there  are  tour  double-ended  lx>ilers  and  twin  screw  engines  ;  1  and 
_  HIV  ihe  stop  valves  of  the  boiler  in  the  forward  boiler  room  FUR, 
giving  .steam  to  their  mam  pipe,  which  goes  to  the  starboard  »-iigine- 
room  bulkhead  Stop  Vftlve  3.     Tin-  stop  \alv.->   4  and    ~)  in  the  after 
lx>il«T  r.Miin  J  /,'  L  am   to  their  main,  \vhich  g..«->  to  the  jn.rt 

•  •ngiii'-r  ......  i  bulkln-ail  stop    \al\e  6.     There  is  a  thwart-ship  main 

pi|H-  on  whi«-li  are  the  >t«.p  \al\  •  -  :;  and  (i  ju>t  meiitii-ned  :  also  valves 

7  and  8  (to  shut  off  either   ••ngin--)   which    may   !><•  c|c->.-d  either  by 

hand  in  tin-  •  ii-iii---nH.ni  <>r  from  out>ide  :  and  the  regulator  valves  of 

•  i  ml  K>.  S.-\.-n  and  8  are  In-lil  ojM-n  agam>t  the  pressure, 


1  Klo<-tin-   light  station  engiueera  are  evolving  iinporUnt  scheme*  of  st«*nipipe 

.irr.in^.  in.  ir 
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so  that  they  may  be  easily  closed,  and  small  pass  valves  are  provided 
to  ease  their  opening.  Sometimes  there  is  another  valve  provided 
between  3  and  6. 

It  is  most  important  that  the  water  level  should  be  kept  right 
in  all  the  boilers.  There  is  ample  feeding  power,  and  on  an 
emergency  all  the  feed  may  be  given  to  one  boiler ;  and  we  provide 


FlO.    205.  — DOI'BI.E  ENDED    MARINE    BOILER. 

that  there  may  be  a  great  increase  in  the  speed  of  the  main  feed 
pump,  and  besides  this  there  is  an  auxiliary  feed  pump  also.  If,  in 
spite  of  this,  the  water  level  gets  lower,  the  stop  valve  must  be  closed, 
the  safety  valve  opened,  and  the  fires  drawn. 

Unless  there  is  time  given  to  prepare  so  that  there  may  be  a 
good  reserve  of  steam  by  throttling,  &c.,  it  is  difficult  to  maintain 
constant  pressure  when  the  speed  of  the  ship  alters.  It  is  possible 
now  to  blow  off  without  noise  by  the  silent  blow  off  or  stop  valve  on 


JO! 
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the  main  steam  pipe,  which  lets  steam  directly  into  the  condensers, 
thus  saving  feed-water.  Care  must  be  taken  in  doing  this  gradually 
so  as  not  to  damage  the  condenser,  tubes. 

It  is  a  good  exercise  for  students  starting  at  the  feed  tank 
to  describe  how  the  water  stuff  travels  in  a  marine  engine 
Feed  tank  at  100°  F. — feed  pump  suction  pipe,  suction  valve; 
increased  pressure,  delivery  valve  with  branch  to  boiler-feed  valve, 

feed  pipe  inside  boiler.  Great  heat 
received  through  heating  surface 
from  furnace  and  flues;  becomes 
steam  at  370°  F.  and  170  Ibs.  pres- 
sure, passes  through  stop  valve 
nearly  dry,  main  steam  pipe,  bulk- 
head .  valve,  stop  valve,  regulating 
valve  getting  a  little  wet;  valve 
chest  of  H.P.  engine  ,  H.P  cylinder, 
condensing  on  entrance  a  good  deal, 
doing  work  on  piston,  expanding 
and  evaporating  a  little,  exhaust  at 
larger  volume  and  smaller  pressure, 
and  evaporating  all  that  was  con- 
densed as  it  passes  into  first  re- 
ceiver, valve  chest  of  intermediate 
cylinder  condensing  as  it  enters 
doing  work  on  piston,  expanding 
and  evaporating  a  little ;  exhaust 
at  larger  volume  and  smaller  pres- 
sure and  evaporating  all  that  was 
condensed  as  it  passes  into  second 
receiver — valve  chest  of  L.P.  cylin- 
der, condensing  on  entrance  to  L.P. 
cylinder,  doing  work  on  piston,  ex- 
panding and  evaporating  a  little, 
exhaust  at  larger  volume  and  smaller  pressure,  evaporating  all  that 
was  condensed  at  first  as  it  passes  by  exhaust  pipe  to  condenser, — 
suction  pipe,  foot,  bucket  and  delivery  valve — discharge  pipe  to  feed 
tank. 

All  the  sulphate  of  lime  coming  in  with  feed- water  is  insoluble  at 
290°  F  and  deposits  as  a  close-fitting  scale.  Common  salt  is  soluble 
and  magnesium  sulphate  although  insoluble  falls  as  a  soft  deposit. 
Besides  it  is  removable,  as  carbonate  of  lime  is  removable  (by  previous 
boiling).  Sea  water  contains  3i  Ibs.  of  sulphate  of  lime  per  ton. 


Fio.  207.— MARINE  BOILER  FIRE  DOOR. 
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IAI  i;    in     1  ..t  12,000  I.H.P.  us*-  17  11)8.  of  steam  p.  r  hour 

h.>rxe-|.ou.  r  ;   \\li.it  i-th.-  w.-i^ln  ..I   t<  ••  -d-'.v  .it.  r  j>er  day  ? 

12,000x17x24 

,  or  2,186  boom 

_  .  _  r'  ' 

the  feed-  \\ater  t..  ha\e  ")  |  MI-  rent.  of  sea  water  per  cycle 
added  to  it  becau--  <«t  leakage,  what  is  the  amount  of  <K>jH>sit  «>f 
stilphatc  «if  liuif  in  tin-  hnil.-r>  p«-r  day  ?  Answer.  Each  ton  of  feed 
(|.-|».,>it>  17.")  11)..  or  t!  total  <lcj»osit  of  383  Ibs.  per  day. 

It  the  total  heating  surface  is  50,000  square  fret,  and  if  the 
sulphate  of  linn-  i>  ile[)c^it«-d  uniformly  ov.-r  it,  and  if  its  specific 
privity  i-  'Jo',  what  thickness  \vill  be  deposited  in  three  months  '. 
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Antuxr.     The  voiume  per  d;.  .x2G)  or  2-3G4  cubic 

feet;  thickne-^  in  feet  per  day.  ~2  .'M4  -=-  50,000,  and  thickness  in  inches 
in  !>1  days  is  "0516  or  a  little  moix-  than  _',,th  of  an  inch. 

Fig.  20S  is  a  low  form  of  cylindric  marine  Ixiiler,  (7  to  9  feet 
diamet«-r  with  two  furnaces.  10  feet  with  three  furnac.  «.    17  t..  1- 

(seldom  employed  except  in  >ma!'  ;>ars  from 

the  combustion  chamber  to  the  shell.  It  to  /;.  make  the  interior  leas 
accessible.  The  heating  surface  is  about  :K)  times  the  grate.  About 
23  ll»s.  of  coal  d  per  hour  JMT  square  foot  of  grate,  or  26  if  the 

.ral  draught  is  hel|H-<l.     The  weight  of  boiler,  including  water,  is 
from  1  to  1J  cwts.  per  indicated  horse-power. 

Water  tube  boilers  are  mostly  used  in  cases  where  space  is 

Q 
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limited,  as  in  ships,  electric  light  and  other  stations  in  cities. 
They  are  now  used  in  the  very  largest  ships.  They  give  the  same 
heating  surface  with  less  weight  both  of  boiler  and  of  water  contained 
by  it ;  the  pressures  are  high  and  safety  great ;  their  weight  per 
horse-power  is  about  40  Ibs.  as  against  130  Ibs.  in  cylindric  boilers. 
There  are  no  other  boilers  capable  of  producing  so  much  steam  per 
hour  which  have  so  little  reserve  power ;  and  it  almost  seems  as 
if  we  were  nearing  the  time  when  boilers  will  only  contain  as  much 
water  as  will  supply  their  engines  with  steam  for  a  few  seconds. 
At  present  steam  is  raised  in  them  in  twenty  to  thirty  minutes 
without  undue  straining.  These  boilers  are  almost  all  now  fitted 
with  floats  which  open  equilibrium  feed  valves  automatically,  to  keep 
the  water  level  nearly  constant.  The  arrangements  must  be  very 
frictionless.  In  considering  gauge  glasses,  &c.,  it  is  to  be  remembered 
that  there  are  considerable  differences  of  pressures  between  different 
parts  of  these  boilers.  Hence,  when  evaporation  stops  in  the  non- 
drowned  types  the  water  level  falls.  Impure  water  is  specially 
troublesome.  A  reducing  valve  is  often  relied  upon  to  steady  and 
dry  the  supply  from  these  boilers. 

In  ordinary  boilers  there  would  be  a  very  much  more  rapid  genera- 
tion of  steam  if  centrifugal  pumps  or  other  stirring  arrangements 
were  worked  inside.  The  water  tube  boiler  gives  probably  the  very 
best  circulation  that  we  are  likely  to  see  due  to  mere  natural  changes 
of  density  produced  by  heat.  This  matter  has  become  much  more 
important  since  the  use  of  surface  condensers  has  caused  boiler  water 
to  be  greatly  free  from  air.  (See  Art.  354.) 

These  boilers  are  seen  at  their  worst  when  supplied  with  unsuitable 
water.  In  towns  they  are  supplied  with  fresh  water  continually,  when 
supplying  non-condensing  engines.  This  water  is  passed  through  a 
feed-water  heater,  called  a  water  purifier,  arranged  so  as  to  be  easily 
cleaned  of  sediment. 

All  town  water  has  from  10  to  100  grains  of  solid  matter  per 
gallon. 

EXERCISE.  Engine  of  100  indicated  horse-power  using  20  Ibs.  of 
water  per  hour  per  horse-power.  How,  much  solid  matter  is  de- 
posited by  the  water  per  month  (10  hours  per  day)?  Answer.  50 
to  500  Ibs. 

Filters  are  used  to  remove  the  mud,  or  sometimes  mere  settlement 
suffices.  As  for  the  salts :  the  carbonates  of  lime  and  magnesia  are 
only  soluble  if  carbonic  acid  is  present,  so  that  if  this  is  removed, 
either  by  boiling  or  by  the  addition  of  lime-water  or  soda  the  salts 
are  deposited.  As  for  the  sulphates  of  lime  and  magnesia  at  a  very 
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high  temperature  they  are  insoluble  and  will  deposit.  But  the 
addition  of  carbonate  of  lime  will  also  cause  them  to  deposit  as  a 
white  powder,  which  may  be  removed  by  filtering. 

Mr.  Thornycroft  was  probably  the  first  to  introduce  the  water 
tube  boiler  with  rapid  circulation  of  the  water  in  small  tubes,  the 
tlame  and  hot  gases  playing  round  their  oiitsides.  The  water  in  his 
small  curved  pipes  is  partly  water,  partly  steam;  the  mixed  mass 
rises  rapidly,  being  very  light  compared  with  the  more  compact  mass 
of  water  in  his  down-comer  pipes.  In  this  way  the  water  is  always 
circulating  in  a  way  which  has  been  examined  through  thick  glass 
end"  on  his  top  horizontal  steam  chamber,  and  he  has  measured  the 
j'.mount  of  water  circulating  by  means  of  a  gauge  notch  inside.  The 
ends  of  the  small  tubes  could  be  seen  spurting  out  water  inter- 
mittently, and  there  is  a  complete  circulation  of  105  Ibs.  of  water  for 
every  1  Ib.  of  steam  generated.  There  is  still  some  discussion  as 
to  the  relative  values  of  the  Thornycroft  system — tubes  opening 
above  water  line — and  the  drowned  tube  system.  Thornycroft 
claims  greater  safety,  more  certain  and  more  rapid  circulation,  better 
working  with  bad  water  and  better  efficiency,  and  more  power 
for  the  weight.  The  curved  tubes  bend  easily  without  straining 
the  boiler. 

In  one  form  of  Thornycroft  boiler  the  furnace  fuel  does  not 
radiate  heat  directly  to  the  water  tubes :  the  furnace  has  a  firebrick 
covering:  the  products  of  combustion  are  well  mixed  before  they  are 
admitted  to  the  tube  space. 

In  the  Yarrow  boiler,  Fig.  211,  the  tubes  are  straight,  they  enter 
the  steam-chamber  below  the  water  level.  In  the  Belleville  boiler 
the  4  inch  or  5  inch  tubes  are  straight,  joined  to  elbow  pieces  or 
junction  boxes  by  screwed  joints,  making  zig-zag  paths  of  small 
slope  from  a  low  small  water  chamber  to  an  upper  steam  chamber  over 
an  on li nary  grate.  All  is  enclosed,  except  the  steam-chamber.  The 
admitted  to  the  steam-chamber  mixes  there  with  rising  water, 
and  both  descend  through  a  non-return  valve  to  a  quiet  sediment 
collector  before  being  used.  The  sediment  is  blown  out  periodically. 
Some  lime  put  into  the  feed  tank  causes  the  oil  to  deposit  also.1  The 
-  may  be  examined  by  opening  doors  on  the  front;  there  is  an 
au  t  on  in  tic  feed  control,  a  float  in  a  stand  pipe  controlling  the  feed 
regulation  \alve. 

The   Babcock    and   Wilcox,   Fig.   212,  is   much  employed  in 

elect  rie  light   Ma! 

KCISE. — If  the  proper  working  piv--uiv  for  a  tube  16  feet 

1  These  boilers  are  particularly  affected  by  a  list  of  the  vessel  to  one  side. 

<J    -' 
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diameter  and  1|  inches  thick,  weakened  by   no  joint,  is  200  ihs.  per 
square  inch  (above  atmos.),  what  is  the  proper  working  pressure  for  a 
tube  1  inch  diaim-trr  TV  inch  thick  of  the  same  material  ? 
Answer.  1,600  Ibs.  per  square  inch. 

KXKKCISK.  A  vertical  pipe  of  length  /,  has  many  thin  copper  tubes  lying 
inside  it,  nearly  touching  ;  water  is  driven  through  the  space  round  the  tubes, 
along  the  pipe,  at  the  velocity  r,  ;  hot  gases  from  a  furnace  are  driven  through  the 
tubes  in  the  opposite  direction  at  the  velocity  of  r2.  If  the  heat  given  to  the 

water  is  proportional  to  /  A  /     '  -  ,  where  W2,  and  TO.,  are  the  hydraulic  mean 
'V   m^m^ 

depths  of  the  gas  and  water  spaces,  prove  that  (if  the  thicknesses  of  the  tubes  are 
proportional  to  their  diameters)  if  the  diameters  of  the  tubes  and  pipe  are 
halved,  keeping  the  same  number  of  tubes  and  same  arrangement  of  them,  and 
if  the  same  quantities  of  water  and  gas  are  drawn  through,  the  amount  of  heat 
given  up  is  the  same,  if  the  length  is  only  one-eighth  of  what  it  was  before. 

For  if  d  is  the  diameter  of  a  tube,  ra,  is  proportional  to  d,  so  that  mt  is 
halved  ;  also  it  is  easy  to  see  that  m^  is  halved  ;  also  the  velocities  are  inversely 
proportional  to  the  areas,  so  that  vl  is  four  times  as  great,  and  so  is  r.,.  If  x  is 
the  new  length,  then 


4r.,   4r..  t>i«j  n        t  / 

x  A  /  r-        r—  =  I     v  '  —  ~  ,  or  x  ,.  /  64  =  /,  or  x  -  „  /. 
\    £»i,,  %m2  Y    ?Hj7n2'  V 

I  have  no  proof  that  the  above  rule  truly  holds,  but  I  have  no  doubt  that 
some  such  rule  holds.  If  it  does,  the  application  of  it  ought  to  lead  to  great 
reforms  in  boiler  construction.  See  Chap.  XXXIII. 

127.  Draught.  If  students  work  the  following  exercises  they 
will  possess  the  small  amount  of  knowledge  that  seems  in  anybody's 
possession  on  the  subject  of  chimney  draught. 

EXERCISE  1.  The  weight  of  a  cubic  foot  of  air  at  atmospheric 
pressure  and  32°  F.  is  '0807,  what  is  the  weight  of  a  cubic  foot  at 
62°  F.  ;  at  552°  F.  ?  Answer.  -0761  Ib,  -0393  Ib. 

EXERCISE  2.  A  column  of  air  at  552°  F.,  1  square  foot  in  section, 
and  h  feet  high,  how  much  less  is  it  in  weight  than  a  column  of  equal 
height  at  62°  F.  ?  Answer,  h  ("0761  -  '0393),  or  "0368  h. 

EXERCISE  3.  What  height  of  chimney  will  produce  a  draught 
equal  to  the  pressure  of  1  inch  of  water,  if  its  average  internal 
temperature  is  552°  F.  and  the  temperature  of  the  atmosphere  is 
62°  F.  ?  A  square  foot  1  inch  high  of  water  is  ^V  of  a  cubic  foot. 
and  weighs  62-3  4-  12,  or  5'2  Ibs.  This  must  be  the  difference  in 
weight  of  a  column  of  hot  air  inside  the  chimney  and  a  column 
of  the  same  height  of  cold  air;  taking  the  answer  of  Exercise  2,  if  h 
is  height  of  chimney  in  feet, 

•0368  h  =  5-2,  or  h  =  140  feet  nearly. 

This  answer  ought  to  be  remembered  by  all  engineers. 

The  stuff  in   the   chimney   is  a  little   denser   than   air;   the 
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t« mperatiire  i>  |>erhap8  less  or  more  than  5.52  F..  tin-  outside  air 
mav  IN-  differ.-nt  In iii i  ()2°  F.  Ne\erthelevS,  a  chimney  of  the  height 
of  1  In  feet  will  produce  a  draught  of  about  I  inch  of  water  if  the 
How  of  gas  is  slow.  When  the  gas  Hows  fast,  tin-  draught  diminishes 
because  of  tin-  friction  in  flu-  chimney  its.-lf. 

This  draught  is  needed  to  overcome  tin-  frictional  resistance  t.. 
tin-  ]Kissage  of  air.  (1 )  through  the  coals  on  tin-  grate :  the  nioiv  tln-.-e 
an-  -.•nil. In  d  h\  the  air  the  more  rapid  being  the  combustion  of  what 
may  be  called  th<-  fixed  carbon.  Indeed,  this  scrubbing  conduces  to 
less  air  being  needed  p,-r  pound  of  coal.  The  frictional  resistance  in 
the  fire  is  probablv  tin-  greatest  of  the  frictional  resistances  in  a 
In.iler  which  has  a  thick  tin-:  (2)  round  corners  and  obstructions  in 
the  flues;  (3)  along  all  tin-  more  regular  parts  of  the  flues  and 
chimney.  Tin-  is  probably  the  smaller  of  the  three  terms  whereas 
it  ought  to  be  much  the  greatest  in  a  well-arranged  boiler.  It  is 
proportional  to  the  whole  surface  of  flues  and  chimney,  and  is 
inversely  proportional  to  thi  ir  average-  cross  section.  Indeed,  it  is 
ii>nal  to  >,i\.  what  comes  to  the  same  thing,  that  it  is  proportional  to 
/  the  length,  divided  by  m  the  hydraulic  mean  depth  (cross section 
of  any  channel  conveying  fluid  divided  by  perimeter  touched  by  the 
fluid  is  called  the  hydraulic  mean  depth).  It  will  be  found  that 
almost  everything  that  makes  friction  great  in  flues  conduces  also, 
and  for  much  the  same  reasons,  to  better  combustion  and  the  more 
rapid  transmission  of  the  heat  to  the  water.  If.  the  velocity  of  air 
through  a  boiler  is  doubled  the  friction  is  quadrupled, and ao the 
draught  must  be  four  times  as  great.  And  if  produced  by  a  chimney 
we  saw  that  the  draught  is  proportional  to  its  height.  Nevertheless, 
when  a  boiler  is  int. n«l.  .1  to  burn  twice  as  much  coal  per  hour  on 
tare  foot  of  grate,  although  the  velocity  of  air  is  to  be  twice 
as  great  and  the  draught  ii  is  t.nir  times  as  great,  it.  is  usual 

to  assume  that  the  height  ..f  the  chimney  need  only  be  twice  as 
great  The  subject,  like  all  connected  with  it  relating  to  friction  of 
air  in  passages,  has  not  yet  been  carefully  >t tidied.  The  height  of  a 
low  chimney  is  usually  fixed,  not  by  calculation  of  the  draught,  but 
by  the  sanitary  re«juin -m. n'~  ..f  the  neighbourhood. 

The  area  of  cross  section  of  a  brick  chimney  flu-  i>  n-u  illy  taken 
to  be  this  fraction  of  the  whole  grate  area  of  the  l>oiler  or  boilers 

rn- 

when    //=  height  of  chimney   in    feet,  w  —  weight  of  coal  per 

square  foot  of  -4 rate  p.  r  hour.  •  is  <>  1  for  ..ne  I,mca>hir.-  boiler, 
*08  for  -i\  Ixulei- 

iit  of  a  i  above  the 
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grate ;  its  section  is  usually  £  to  £  of  the  total  firegrate  area.  In 
locomotives  and  portable  engines  y1^. 

More  rapid  rates  of  firing  than  30  Ibs.  per  hour  per  square  foot  of 
grate  need  forced  draught.  Nobody  who  has  noticed  the  demorali- 
sation of  a  good  stoker  when  he  is  firing  quickly  and  has  no  command 
of  sufficient  draught  will  attempt  to  have  a  consumption  of  35  Ibs. 
per  square  foot  with  natural  draught.  With  good  draught  and  thick 
fires  (never  less  than  1 0  inches  thick  after  or  7  inches  before  stoking) 
Ave  use  less  air  and  have  higher  temperatures. 

In  locomotives  the  forced  draught  is  produced  by  the  exhaust 
steam  puffing  up  the  chimney.  In  marine  boilers  the  steam  must 
all  be  returned  to  the  boiler,  and  a  surface  condenser  must  be  used, 
because  the  use  of  sea  water  in  the  boilers  was  always  troublesome, 
even  when  low  pressures  were  used ;  but  with  the  high  pressures 
now  in  use,  sea  water  would  deposit  all  its  sulphates  of  magnesium 
and  lime  in  the  boiler.  Hence  a  steam  blast  cannot  be  used. 
Indeed,  in  all  cases  natural  draught  is  relied  upon  in  the  ordinary 
working,  and  forced  draught  is  only  used  in  emergencies.  And 
yet  when  using  the  natural  draught  of  the  chimney  we  find 
differences  due  to  the  weather,  so  that  fans  blowing  air  into  the 
boiler  room  (a  certain  amount  of  care,  but  not  too  much,  being  taken 
to  close  all  vents  except  through  the  furnaces)  produce  a  wonderful 
improvement.  The  supply  to  fans  is  always  through  cowls  on  the 
upper  deck.  The  name  "  forced  draught "  is  more  usually  applied  to 
the  case  in  which  the  stokeholds  alone  are  made  air-tight,  and  air  is 
pumped  into  them  so  that  the  draught  obtainable  is  1  to  1^  inches 
of  water  in  cruisers  and  2  inches  in  battleships.  Entrance  to  these 
stokeholds  is  through  air  locks  (that  is,  two  air-tight  doors  with  a 
space  between  them).  These  are  open  if  the  forced  draught  is  not 
on,  and  other  openings  are  then  also  made. 

Indeed,  the  fans  are  usually  kept  going  all  the  time,  and  when 
the  draught  produced  by  them  is  only  \  an  inch  of  water  it  is  really 
used  as  "  natural  draught "  on  the  trials  of  a  ship's  engines.  From 
25  to  70  per  cent,  is  said  to  be  the  increase  of  development  of  steam 
with  fairly  good  combustion,  producible  (with  good  fires)  by  from  1 
to  2  inches  of  forced  draught. 

Under  natural  draught  in  Lancashire  boilers  we  find  that  we 
obtain  the  best  results  when  twice  the  absolutely  necessary  quantity 
of  air  is  admitted.  Unless  we  admit  this  excess,  the  thicker  parts  of 
the  fire  get  too  little  air.  Under  the  fan-helped  natural  draught  in 
marine  boilers,  about  50  or  60  per  cent,  of  excess  air  is  admitted,  and 
under  forced  draught  less  than  50  per  cent,  of  excess  is  admitted. 
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With  the  -trolly  forced  draught  and  tliick  fires  of  locomotive  boilers 
good  combustion  is  obtained  with  much  less  than  50  per  cunt,  of 

•  .ss  air. 

In  Howden's  system  of  forced  draught,  air  driven  by  a  fan 
passes  through  tube-  in  tin-  uptake,  and  so  is  heated;  it  is  admitted 
into  tin-  a-hpit  and  o\er  t  lie  grate,  !>«>th  spaces  being  air-tight, 
producing  a  draught  of  £  to  1  inch  of  wai 

There  is  another  sy.-ti-m.  of  drawing  the  gases  through  a  fan 
t  into  the  chimney. 

KM  i;<  isi:  1.  If  grate  area  is  160  square  feet,  45  Ibs.  coal  per 
.-quare  foot  p«  r  hour.  -2(K)  cubic  feet  of  air  at  60°  F.  and  atmospheric 
pi.  More,  per  lb.  of  coal.  Find  the  useful  work  done  by  a  fan  if  the 
draught  produced  by  the  fan  is  1  inch  of  water  pressure  (the  draught 
due  to  chimney  is  in  addition  to  tin-). 


Ansiver.  1  inch  water  pressure  is  -y«-  ,  or  5'2  Ibs.  per  square  foot, 

and  hence  the  work  done  per  hour  is  5'2  x  200  X  45  X  160,  or 
7  '5  x  108  foot  -pounds.  The  useful  power  is  therefore  3'8  horse- 
power. 

Ex  K.I:'  M:  2.   If  the  useful  power  of  the  fan  is  20  per  cent,  of 
the  indicated  power  of  the  engine  driving  it,  what  is  the  indicated 


Answer.  19  horse-power. 

I-AKI:-  M-:  :J.  The  engine  driving  the  fan  consumes  30  Ibs.  of  steam 
p.  r  hour  j>er  indicated  horse-power,  and  the  above  boilers  develop 
10-2  Ibs.  of  steam  per  pound  of  coal,  what  fraction  of  the  total  supply 
of  steam  is  .-pent  in  driving  the  fan  ? 

Answer.  The  total  .evaporation  is  10'2  x  45  x  160,  or  73,440  lb. 
per  hour.  The  fin  uses  1!)  x  30,  or  570  Ibs.  per  hour;  the  answer  is 
therefore  0'0078,  or  07s  p,  r  cent. 

EXERCISK  4.  In  the  above  boilers  the  heating  surface  is  45 
times  the  grate  area,  and  if  boilers  and  their  engines  produce 
1  indicated  horse-power  for  2  Ibs.  of  coal  per  hour  :  at  the  above  rate 
as  they  use  45  x  160,  or  7,200  Ibs.  of  coal  per  hour,  the  indicated 
horse-power  is  3,600.  This  is  22  •">  h-.r-e  power  per  square  foot  of 
grate,  or  1  horse-power  for  every  2  -JM  i  heating  surface. 
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Fio.  812.— BABOOCX  ua>  WILCOX. 

The  straight  sloping  tube*  connect  water  boxes,  each  with  *  cover  for  examination  and  repair,  and 
th«M  with  water  pipe*  to  the  U>p drum,  which  in  half  filled  with  »te»ni.    The  nearly  vertical  water  p 
are  abort  in  front,  where  there  in  an  upward  flow,  and  long  behind.     The  boxes  an  alao 
horisonUlly,  and  tnotttmtt  additional  circulating  pipe*  an  added 
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.  213.— BABCOCK  AND  WILCOX. 


<  HAPTER   XV. 

X I  M  Mi:  H  A  L   CALCULATION'. 

128.  EVKX  tin-  1><  Dinner  in  this  subject  must  know  not  merely 
how  to  multiply  ami  divide  numbers,  he  must  be  able  to  work  by 
logarithms.  Let  him  therefoce  practise  multiplication  and  division 
;uid  extraction  of  roots,  &c.,  in  this  way,  at  once.  He  must  know 
tin-  ordinary  symbols  of  arithmetic  and  algebra,  such  as  +,  — ,  X, 
•r ,  +/ ,  f/~,  &c.  Also  what  a2  or  as  mean.  But  he  must  also 
practise  the  calculation  of  ab  where  a  and  b  are  any  numbers  what- 
soever. Let  him,  therefore,  at  once,  work  the  following  exercises,  by 

i-ithmg. 

K\i:i:<  1^1  1.  Calculate  a  x  b,  which  is  sometimes  written  ab  or 
a'b;  also  calculate  a  +  b,  which  may  be  written  a:b  or  y  or  a/6 

wh.-n  a  •  13-J3  and  6  =  24-32.     Answers.  32175,  54*40. 

Again  \vhrn  a  =  17*56  and  b=  143  5.     Answers.  2520,  0*1224. 
Again,  when  a  =  0*5642  and  6  =  0*2471.     Answers.  0*1394,  2*283. 

Sho\\  that  the  following  statements  of  the  standard  taken  as  the 

pressure  of  one   atmosphere   agree.      14*70  Ibs.    per   square    inch; 

'2 .  I  hi.",    11».    per   square  foot;    29*92    inches  of  mercury  at  0°  C. ; 

7b'0  nun.  <>t  mercury  at  0°  C.  ;  1033  kilos  per  square  metre;  33*9  feet 

ire  water  at  0   ('.  :  88-04  fed  of  sea-water  at  0°  C. 

.1  certain  purpose  n  i>  necessary  to  measure  two  distances 
in  inches,  t<>  multiply  the  numbers  and  to  extract  the  square 
root.  Find  the  answer  when  the  distances  are  2*34  and  1*56  inches. 
Find  the  answers  also  when  the  distances  are  2'33  and  r.~>.~>  ;  2*35  and 
1  >7  nd  155. 

Answer*.   1  «X)4,  1'9208,  1*9085. 

If  the  Mudent  will  suppose  the  method  of  measurement  of  the 
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distances  to  be  such  that  an  error  of  '01  of  an  inch  was  possible,  he 
will  see  that  only  three  figures,  say  1*91,  ought  to  be  given  in  the 
answer. 

In  a  leading  newspaper  a  few  days  ago  I  saw  the  indicated  horse- 
power of  a  marine  engine  quoted  as  3562'74  horse-power.  Well,  it  is 
very  probable  that  this  measurement  is  in  error  at  least  5  per  cent. 
That  is,  the  person  who  made  the  measurements  and  calculations  is 
not  sure  whether  the  answer  might  not  be  3,700  or  3,400,  and  yet  he 
pretends  that  his  last  figure  has  a  meaning.  I  am  sorry  to  say  that 
many  misleading  figures  of  this  kind  are  published  in  the  best  books 
written  on  the  steam  engine. 

I  often  notice  that  even  careful  experimenters  have  been  using 
thermometers  such  that  errors  of  one  degree  are  quite  probable,  and 
yet  they  will  state  results  of  observation  and  calculation  to  six 
significant  figures.  The  very  best  English  thermometers  cannot  be 
relied  upon  in  the  most  experienced  hands  to  the  tenth  of  a  degree 
Fahrenheit  if  ranges  of  from  20°  F.  to  212°  F.  have  been  observed. 

A  teacher  ought  to  manufacture  a  great  many  exercises  in  multi- 
plication and  division  to  make  his  pupils  familiar  with  logarithms, 
and  not  until  they  are  so,  ought  he  to  proceed  to  the  following. 

EXERCISE  2.  Calculate  ab.  That  is,  the  number  a  raised  to  the 
power  indicated  by  b. 

Find  the  logarithm  of  a,  multiply  it  by  b,  and  this  is  the  logarithm 
of  the  answer. 

Let  a  =  20-52  and  6  =  2.     Answer.  42M. 
a  =  1-564  and  6  =  1  i.     Answer.  1.956. 
a  =  0-5728  and  b  =  3.     Answer.  01879. 
a  =  607 1  and  6  =  J.     Answer.  3'930. 

Note  here  that  to  multiply  by  J  means  that  we  are  to  divide  by  3. 

a  =  0-2415  and  6  =  J.     Answer.  0'6227. 

a  =  1  -67 1  and  b  =  2.     Answer.  0'358 1 . 

a  =  5014  and  6  =  3£.     Answer.  M2xlO-13. 

Pupils  must  be  well  drilled  upon  .the  fact  that  a~b  means  l-=-a6, 
and  that  abxac  =  ab+e. 

EXERCISE  3.  Work  out  the  values  of  M=(sr~l-  7- •)/(*—  1).  When 
8  =  0-8  and  r  has  the  values  1-333,  1'5,  2,  3,  5,  8, 12,  20.  The  answers 
are  given  at  page  286. 

EXERCISE  4.  Work  out  the  values  of  Mm  Exercise  3  when  s=  1'2. 
The  answers  are  given  at  page  286. 

EXERCISE  5.  It  is  said  that  the  numbers  headed  0,  p,  u,  H  and  / 
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in  the  tables  Art.  Iso  an-  nearly  connected  by  the  laws  given  in  (1), 
(2),  (5).  (9),  &c.  Take  a  t«-\v  <>f  tin-  numlfix  in  the  table  ami  make 
the  calculations,  and  siat.  the  apparent  inaccuracy  |,»-r  cent.  There 
is  no  better  kind  «>t  r.vivi.s.-.  f,,r  it  ought  to  be  well  understood  that  to 
form  a  good  acquaintance  with  tlu-  table  means  more  than  the  one- 
third  part  of  our  study  of  the  steam  engine.  Hence,  when  a  student 
practises  the  use  of  a  slide-rule  or  book  of  4-figure  logarithms,  he 
ought  to  practise  on  these  numbers.  Such  a  table  also  gives  rise  to 
the  best  kind  of  exercise  work  on  squared  paper. 

EXERCISE  6.  Let  the  student  practise  finding  rates  of  increase. 
Thus,  if  he  takes  numbers  at  random  from  columns  0  and  H  of  the 
table,  say  these  : — 


rp. 

//. 

M. 

«//. 

HIM. 

no 

•J»S 

11.  VJ  1 
M.V4-8 
11.. 

uao  a 

9 
9 
9 

•J7 
-'7 

•  >:t 
o:;i 
<>:* 

He  ought  in  this  way  to  practise  the  finding  of  dp/dff  (this  is 
equal  to  dp'dt  if  t  is  the  absolute  temperature)  and  others ;  using 
squared  paper,  perhaps,  to  help  him  to  find  an  exact  set  of  values. 

In  the  following  case  how  ought  one  to  proceed?  From  a 
table  of  values  of  />  and  9  to  liml  •//>  <ld  for  IM.V  C.  with  the  greatest  accuracy 
possible,  p  being  pressure  of  saturated  steam  in  pounds  per  square  foot,  and  6 
temperature. 


p.                          Sp. 

'.HI 

302 

»)•) 

I  ,  1  1  .  ' 

1:1 

100 

lo;, 
110 

11.-, 
no 

•Jllii 
2524 

»  I  Bfi 

408 
470 
MO 

Ills 

57 
88 

70 

8 

8 
8 

Out  tifth  of  408  is  evidmtly  too  small,  our  fifth  of  47"  is  too  great;  a  little 
thought  will  show  that  the  average  of  these  is  not  correct  ••itlu-r.  Thvre  ia  a 
rule,  deduced  by  an  application  of  Taylor's  Theon-m.  \\ln.-h  « .in  !»»•  nnplnvfl  in 
piuh  cases.  Note  the  figures  in  clarendon  type;  it  will  U>  found  that  the  true 
(I ft  de  for  8=  106°  C.  is  given  very  accuraU-ly  by  tin-  series  : — 

|!J(408  +  470)  -  ft  (70- 57)  +  A (8  +  8)!  =  «7'59. 
Proof.  If  tin-  <|u.iiitities  sloping  down  to  the  right  be  called  dlt  d^  d,, 


240  THE   STEAM   ENGINE  CHAP. 

Ac.,  and  those  sloping  upwards  to  the  right  be  called  e,,  e2,  e3,  &c.,  then, 
representing  the  value  of  p  when  9  is  103°  0.  asf(0),  we  have  :  — 

d,  =A<>  +h)-  M=W  +  ^f"  +  j7/'"  +  &c- 

*i  =M  -A*-  *)  =  W  -  "2  /"  +  "2  /'"  -  &c- 

Therefore  dl  +  el  =  2hf  +  2  y  /'"  +  &c- 

By  further  application  of  Taylor  we  obtain  d^,  and  %;  d3  and  «„  and 
neglecting  terms  with  the  71  h  and  higher  powers  of  h,  we  are  able  to  express/'" 
and  /•  in  terms  of  rf2  -  e2  and  da  +  e3,  and  so  obtain 

hf  =  i(rf,  +  e,)  -  h(dz  -  e2)  +  fa(d3  +  e3). 
In  the  same  way  we  find 

A2/"  =  1  -209  (rf,  -  ei)  -  0-1045  (^j  +  «,)  +  0-0098  (d,  +  «,). 

In  particular  cases  we  can  find    -j-  with  great  accuracy  even  from  only  two 

(I/  V 

terms  if  we  know  a  good  empirical  formula.  Thus,  for  example,  we  know  that 
with  not  very  great,  but  with  some  accuracy,  the  pressure  and  temperature 
of  steam  are  connected  by  the  law  0  =  a  +  bplis,  if  6  is  the  temperature  Centi- 
grade or  Fahrenheit.  Hence  if  we  only  get 

p  =  2524  for  6  =  105°  C.,  p  =  2994  for  8  =  110. 
Extracting  the  fifth  roots  of  these  two  pressures 

105  =  a  +  4-790  b  110  =  a  +  4'958  6. 

Solving,  we  find  fc  =  29-77,  a  =  -  37  "6. 

dO  dp      5    . 


so  that  when  p  =  2524,  -     =  88. 
(tu 

I  often  ask  a  large  class  of  students  to  work  out  many  of  the  values  of  --/- 

it0 

in  the  table  Art.  180,  and  to  show  the  answers  in  a  curve  on  squared  paper. 

EXERCISE  8.  Assuming  from  Exercise  7  that  ^  for  6  =  105°  C. 
is  87  '68,  find  u  the  volume  of  a  cubic  foot  of  saturated  steam  from 


where  I  is  the  latent  heat  of  1  Ib.  of  this  kind  of  steam  in  mechanical 
units  or  740,710  foot-pounds  ;  t  is  the  absolute  temperature,  or 
0  +  2737,  and  vw  is  the  volume  of  one  pound  of  water  which  is  nearly 
negligable.  Ansiocr.  22*31. 

EXERCISE  9.  A  student  is  supposed  to  know  that  yxn=a  is  really 
the  same  as  log.  y  +  n  log.  x  =  log.  a,  any  kind  of  logarithms  being  used, 
and  he  ought  to  practise  calculations  requiring  this  knowledge. 

For  example  :  let  us  suppose  that  some  kind  of  stuff  follows  the 
law  pvL'ls=a  where  p  is  pressure  in  pounds  per  square  inch  and  v  is 
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vt.luiin-  in  riil.ir  fi-i-t.  It  />=l001bs.  per  squan-  inrli  :ui(l  <•  =  !  cubic 
Mini  n.  Answer.  100. 

Now  if  v  becomes  1'5,  using  the  same  value  of  a,  finil  p. 

Answer.  63'24. 

Again,  if  v  becomes  2,  -  4,  in  each  case  find  the  cor- 

responding value  of  p. 

See  if  v-nir  an-\\.-rs  are  as  shown  in  tin-  third  column  of  the  first 
table  of  Art.  i:>«;. 

Repeat  the  above  work  when  pv°'9  =  a,  taking  p  =  100  and  v  =  1  to 
start  with,  ami  ri.mpaiv  your  an*\v.-r>  with  the  figures  of  Art.  156. 

EXAMPLE.  It  is1  said  that  if/;  is  the  pressure  of  saturated  steam  in 
pounds  per  square  inch  and  u  is  the  volume  (in  cubic  feet)  of  a  pound 
of  steam,  then  there  is  a  rule  which  is  very  nearly  true, 

1.0040 


Take  some  of  the  values  of  /<  in  the  table  Art.  180  and  calculate 
values  of  u  for  the  purpose  of  this  exercise,  and  als..  notice  to  what 
extent  the  formula  does  really  represent  the  relation  between jp and  it. 
EXERCISE  10.  Mr.  D.  Baxandall  and  Mr.  Lister  find  that  the 
numbers  in  the  last  columns  of  Table  II.  Art.  180,  may  be  calculated 
by  the  simple  formulae 

443 
'p+50 

where  w  is  the  weight  of  dry  saturated  steam  per  horse-power  per 
hour,  of  pressure  p  Ib.  per  square  inch,  which  would  be  used  by  a 
perfect  condensing  engine  UMII^  the  Kankine  cycle  (see  Art.  214);  and 


=  8-28 


\\hi-re  w  is  the  weight  of  dry  saturated  steam  per  horse-power  of 
pressure  p  Ib.  per  square  inch,  per  hour,  which  would  be  used  by  a 
perfect  non-condensing  engine  using  the  Kankine  cycle. 

Test  the  accuracy  of  these  formulae  for  the  following  \alues  of  p 
by  comparing  with  Table  II.  of  Art.  180. 


COXDCXBIXO. 

Nox-CoxDRXsiim. 

*  in  Ublc. 

p- 

ir  by  above 
formula. 

vintabto. 

P- 

:     !!:..:> 

60 

M-JT 

50 

•>    "» 

no 

8-61 

140 

110 

17-78 

1  7  '..-. 

170 

746 

7  st; 

17" 

1450 

BO 

7  1> 

716 

180 

|-J"7 

1  •_'".-, 
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EXERCISE  11.  If  p1vllfl3=p2vz1'13  and  if  -2  be  called  r.     If  pc/  = 
»i  Ihs.  per  square  inch,  find  r  for  the  following  values  of  jir 


Pi  •  •  •  • 

250 

200 

150 

100 

50 

r  .  . 

27-13 

22-27 

17-26 

12-06 

6-53 

We  have  here  found  the  ratio  of  cut  off  which  enables  the 
pressure  pv  to  become  6  at  the  end  of  the  expansion. 

EXERCISE  12.  If  p  =  a(6  +  b)5,  and  if  we  have  given  the 
following  values 


e°c.  ... 

130 

135 

140 

P  .  .  .  . 

39-25 

45-49 

52-52 

rfffl 

Find  6  when  p  =  45.     Also  find  -^,  which  is  5p/(d  +  b). 

d(j 

Answer.  0  =  134°'66        ^  =  1-31 

dd 

The  student  will  find  that  the  above  formula,  although  good 
enough  for  interpolation  purposes,  is  not  an  accurate  general  formula 
connecting  p  and  0  for  saturated  steam. 

EXERCISE  13.  In  proving  the  reasonableness  of  the  Willans  law  for 
steam  engines,  I  use  in  Art.  161  the  approximate  formula 

-  =  -0171  +  -0021  p. 


•a. 


where  u  is  the  volume  in  cubic  feet  of  1  Ib.  of  steam  and  p  is  the 
pressure  in  pounds  per  square  inch. 

Take  the  following  values  of  p,  calculate  u,  and  compare  with  u 
as  given  in  table. 


p- 

n  by  the  above  formula. 

Real  v. 

80 

5-40 

5-37 

120 

3-71 

3-67 

140 

3-21 

3-18 

180 

2-53 

2-51 

220 

2-09 

2-09 

280 

1-65 

1-65 

129.  The  common  logarithm  of  a  number  n  may  be  and  often  is 
written  as  log.  n,  but  if  we  wish  to  let  readers  be  quite  sure  that  it 
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is  on  the  common  system,  which  suits  mir  decimal  system,  or  is  to 
the  base  10  as  we  say,  then  we  write  it  as  log.,,, 

Mathematical  men  u-e  Napierian  (mechanical  engineers  some- 
times call  them  hyperbolic)  logarithms  to  the  base  e,  as  they  are 
called,  where  e  is  a  well-known  number  '2  7  ivi.  Thus  Ing.  n  is  read 
as  "  The  Napierian  logarithm  of  the  number  n"  In  mathematical 
work  generally.  lug.  n  always  means  the  Napierian  logarithm,  the 
e  being  left  out.  To  convert  common  intu  Napierian  logarithms, 
multiply  by  '2  '3026. 

The  Napierian  logarithm  is  very  useful  to  the  engineer,  and  so 
we  have  given  a  table  at  p;i_:  ->s 

rAi:i:<-isi:  1.  Using  a  table  of  common  logarithms  calculate  the 
Napierian  logarithms  of  1,  2,  3,  4,  5,  6,  7,  8,  9,  10,  12,  16,  20.  The 
answers  are  given  at  page  288. 

EXEIK  •!•>].  ~2.  Work  out  the  values  of  (1  +  loge  r)/r  when  r  has 
the  values  1,  1-333,  1-5,  2,  3,  5,  12,  20.  The  answers  are  given  in  the 
fourth  column.  i«xge  286. 

EXERCISE  3.  If  *V'°  =  K,  find  R  when  v0  =  12-39,  tQ  =  493  (corre- 

sponding to  32°  F.)  and  p9  =  2,116. 
Answer.  R  =  53  '2. 


EXEIMSK  4.  It  v  =  3,  t  =  500,  find^  if       =  53'2. 

I 

Ansircr.  //  =  S.^ 

i:\  '..  If  K  =  -2375,  k  =  -1688,  and  if  v,  t  and  p  have  their 

values  in  the  last  exercise,  calculate  <f>,  the  entropy  of  a  pound  of  air, 
in  the  following  ways  :  — 

£  =  k  log.  ?-+  K  log.-  .  (1) 

5  Po  *o 

l-/Mog.£  ........     (2) 

*o  Po 

=  *log.  L  +R  log.  -  ........     (3) 

*0  VQ 

The  logaritlnn-  an-  Napierian. 

,„•,,-.    _  0-041  1  in  all  three  cases. 
IAKIICISE  6.  The  numbers  headed  <f>w  (the  entropy  of  1  Ib.  of 

water)  are  very  nearly  e.jual  to  log,.   —  . 

'rt 

This  would  be  exactly  right,  only  that  the  specific  heat  of  \ 
is    not    constant    t   is   any  absolute    temperature,    and  f0    is    the 

u  'I 
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absolute    temperature  corresponding  to  0°  C.  or  32°  F.     Calculate 
a  few  values. 

EXERCISE  7.  The  numbers  headed  <f>s  (the  entropy  of  a  pound 
of  steam)  are  calculated  by  adding  to  <f>w,  the  latent  heat  /  divided 
by  the  absol  ute  temperature  t.  Calculate  a  few  of  them. 

13O.  EXERCISES  IN  MENSURATION. 

(1)  A  cylinder  18  inches  diameter,  30  inches  long,  what  is  its 
volume  in  cubic  feet  ? 

Answer.  4'41. 

(2)  A  cubic  foot  of  water  at  ordinary  temperatures  weighs  62-3  Ibs. 
A  gallon  contains  10  Ibs.  of  water.     There  are  two  pints  in  a  quart 
and  four  quarts  in  a  gallon.     The  clearance  spaces  in  the  cylinder  of 
a  steam  engine  are  filled  with  water  and   emptied ;    the  water  is 
measured   and  found  to  be  13*2    and    15'6   pints.     What   are   the 
volumes  of  the  clearance  spaces  ? 

Answer.  457  and  533  cubic  inches,  or  '26  and  '31  cubic  feet. 

(3)  If  the  answer  to  Exercise  1  is  the  volume  of  the  working  stroke 
of  the  same  cylinder,  compare  the  volumes  of  clearances  and  working 
stroke. 

Ansivcr.  6  per  cent  and  7  per  cent. 

(4)  A  pound  of  stuff,  partly  steam  and  partly  water,  at  a  pressure  of 
69'21  Ibs.  per  square  inch,  fills  a  vessel  whose  volume  is  5'2  cubic  feet. 
Neglecting  the  volume  of  water,  what  is  the  weight  of  the  portion 
which  is  steam  ?     In  the  table,  page  320,  you  will  find  the  volume  of 
one  pound  of  this  kind  of  steam.     Answer.  0'843  Ib. 

(5)  If  the  vessel  of  the  last  question  gets  larger, its  volume  becoming 
9'8  cubic  feet,  and  we  find  that  the  pressure  is  33'7l  Ibs.  per  square 
inch,  what  are  now  the  weights  of  steam  and  water  present  ?   Answer. 
0-809  Ib.  steam,  0191  Ib.  water. 

In  the  above  two  questions  we  neglected  the  volume  of  the  water. 
We  had  '157  and  191  Ib.  of  water  respectively  in  the  two  cases,  and 
these  must  be  very  nearly  the  correct  amounts,  however  carefully  the 
calculation  had  been  made.  Taking  water  at  6  2 '3  Ibs.  per  cubic  foot 
the  volumes  are  '0025  and  '0031  cubic  feet,  obviously  small  enough 
to  be  neglected  in  comparison  with  the  volumes  of  steam  in  steam 
engine  calculations. 

(6)  A  volume  of  7,620  cubic  inches  is  represented  on  a  diagram 
to  scale  by  a  distance  of  8'6  inches,  what  distance  will  represent 
457  cubic  inches  ?     What  volumes  will  be  represented  by  3'34,  5'59, 
8-39,  0-65  inches  ? 
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Ansiver.  0'52  inches  :   1  715,  2'865,  4323,  and  0'3334  cubic  feet 
The  above  answers  are  all  used  in  Chap.  V. 

(7)  A  locomotive  travels  at  50  miles  per  hour;  how  many  revolu- 
tions per  minute  are  made  by  one  of  its  wheels,  6  feet  diameter, 
assuming  no  slip  ? 

Ansiver.  233'3  revolutions  per  minute. 

(8)  A  screw  propeller  makes  150  revolutions  per  minute,  its  slip 
is  :i  per  cent.,  the  ship  travels  at  15  knots.     What  is  the  pitch  of  the 
screw  ? 

Answer.  10'43  feet. 

(9)  A  cylinder  is  1 5  inches  in  diameter.     What  is  the  area  of  its 
cross-section  in  square  inches  and  in  square  feet?     The  crank  is  14 
inches.     What  is  the  working  volume  in  cubic  feet  ?    It  takes  exactly 
a  gallon  of  water  to  fill  the  clearance  space.      What  is  its  volume  ? 
Express  the  clearance  as  a  fraction  of  the  working  volume. 

Answers.  176715  squuiv  inches.  2'8634  cubic  feet.  016  cubic 
foot.  0-0561. 

(10)  The  length  of  the  indicator  diagram  from  the  cylinder  of  (3; 
parallel  to  the  atmospheric  line  is  2'8  inches ;  what  distance  will,  to 
the  same  scale,  represent  the  clearance  ? 

Answer.  -157  inch. 

(11)  A  boiler  has  300  tubes  8  feet  long,  3  inches  diameter  inside. 
What  is  the  total  cross-sectional  area  ?     What  is  the  area  of  tube- 
heating  surface  ? 

Answer.  2,122  square  inches.  Heating  surface  =  1,880  square 
feet. 

(12)  The  hydraulic  mean  depth  m  of  a  pipe  or  channel  is  its  cross 
sectional  area,  divided  by  its  perimeter  touched  by  the  fluid;  in  the 
case  of  a  pipe  running  full  of  water,  or  of  a  pipe  in  which  gas  is 
Mosving.  this  is  the  whole  perimeter.     What  is  the  hydraulic  mean 
depth  of  one  of  the  above  tubes  ? 

7T 

Ansncer.  The  area  is  -  x 32 ;  the  perimeter  is  Trx.'i:  w=f  inch. 

T0 

(13)  Find  the  volume  and  weight  of  the  rim  of  a  cast  iron  wheel 
of  square  section,  outside  and  inside  radii  '20  feet  and  18  feet  6  inches. 

Answer.  Volume  =  272  cubic  feet.     Weight  =  54'5  tons. 

i  14)  When  the  piston  «»f  (3)  has  passed  through  one-third  of  its 
stroke,  what  is  the  volume  behind  it  ? 

Answer.  1'50  cubic  t 

(15)  In  the  back  stroke  the  piston  ..f  <!')  i-  on. -tenth  of  its  stroke 
from  the  end  when  cushioning  is  taking  place,  what  is  the  volume? 

Answer.  0'446  cubic  foot. 
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(16)  In  the  engine  of  (3)  if  the  crank  shaft  makes  200  revolutions  per  minute, 
neglecting  angularity  of  the  connecting   rod,  find  the  velocity  of   the   piston 
when  it  has  travelled  over  these  fractions  of  its  stroke,  0'2,  0'4,  0'6,  0'8. 

Answer.  19'44,  23  8,  23'8,  19'44  feet  per  second. 

(17)  When  the  piston  of  (3)  has  travelled  over  0'4  of  its  stroke,  at  what  rate 
(cubic  feet  per  second)  is  steam  coming  in  through  the  port?  (neglect  the  fact 
that  some  stuff  already  in  expands).     If  the  port  opening  is  8"  x  ^"  what  is  the 
velocity  through  it  of  the  entering  steam  ? 

Answer.  29 '2  cubic  feet  per  second. 

131.  Students  are  supposed  to  know  how  to  find  the  areas  and 
volumes  of  regular  figures,  and  to  find  the  weights  of  objects  by 
calculation.  Exercises  will  be  found  in  many  books,  or  they  may 
easily  be  manufactured  by  teachers.  It  is  necessary  here,  however, 
to  speak  of  the  area  of  irregular  figures.  Thus  to  find  the  area  of 
Fig.  214.  Every  student  ought  to  practise  the  use  of  the  planimeter 
in  finding  areas.  Simpson's  rule  will  be  found  in  all  books  on 
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FIG.  214. 


mensuration,  but  the  following  simpler  rule  is  so  much  used  by 
engineers  that  the  beginner  ought  to  get  well  accustomed  to  its  use. 
Let  any  direction  be  called  the  direction  of  the  length  of  the  figure 
— we  shall  take  it  to  be  horizontal.  Draw  two  parallel  lines  G  A  and 
D  B  touching  the  figure  at  its  extreme  ends,  and  let  the  distance  A  B, 
which  is  at  right  angles  to  both,  be  called  the  length  of  the  figure. 
Divide  A  B  into  any  convenient  number  of  equal  parts.  Let  us  take 
ten  equal  parts.  Draw  a  perpendicular  at  the  middle  of  each  part 
and  measure  E  F,  G  If,  IJ,  &c.,  the  parts  intercepted  by  the  figure. 
We  should  call  these  the  ten  equidistant  breadths  of  the  figure. 
Add  these  together  and  divide  by  ten,  and  we  have  the  average 
breadth  of  the  figure.  This  average  breadth  multiplied  by  A  B  is 
the  area  of  the  figure  approximately. 

EXERCISE  1.  If  the  ten  equidistant  measured  breadths  are  O21, 
0-92,  1-16,  1-27, 1-25,  1-27,  T24,  1-18,  1-15,  0  55  inches,  and  if  the 
length  A  B  is  3  24  inches,  adding  the  breadths  we  have  10'20,  and 
dividing  by  ten  we  find  T02  the  average  breadth.  The  area  is 
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:i  24  x  lo-j  ,,r  :;:;o  -.|u;ir«-  inches.     \..ti«-.-  that  it  i-  n..t  \\t-ll  to  give 
too  many  figures  in  an  .-inswerin  engineering. 

2.  If  the  area  of  a  figure  is  25*06  square  inches  and  its  length  is 
9  inches,  what  is  its  average  breadth  ?     Answer.  278  inches. 

3.  In  the  indicator  diagram  shown  in  Fig.  77,  we  take  Al  At  to 
be  the  length.     It  is  2'50  inches.     The  area  of  the  figure  is  found  to 
be  4'56  square  inches,  by  means  of  a  planimeter.     Find  the  average 
breadth.     Answer.  4'56  -f-  2\5  =  1  H-J  inches. 

4.  The  ten  equidistant  breadths  of  Fig.  77  are  1'87,  2*15,  2'46, 
2-51,  2-30,  1-35,  1-20,  0'92,  0'85,  074  inches,  what  is  the   average 
breadth  ?     Answer.  T63  inches. 

5.  In  the  last  exercise,  if  the  breadth  of  the  diagram  represents 
t  he  pressure  of  steam  to  such  a  scale  that  1  inch  represents  40  pounds 
of  pressure  per  square  inch,  what  is  the  average  pressure  shown  on 
the  diagram  '      - 1  V± 

6.  In  Art.  32  you  will  find  numbers  which  will  enable  you  to 
draw  any  of  the  hypothetical  indicator  diagrams   there  described. 
Find   their  average  pressures  graphically,  and  see  how  nearly  you 
come  to  the  answers  given  in  page  76. 

7.  The  pull  on  a  tramcar  varies  quite  gradually  in  the  following 
way :  find  the  average  pull.     The  instrument  with  which  the  observer 
measured  the  pull  was  really  a  spring  balance,  which  you  may  call  a 
dynamometer  if  you  please.     Its  vibrations  were  damped  by  a  dash- 
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pot,  else  it  would  have  been  a  little  difficult  to  read  it.  s  is  the 
distance  in  feet,  which  the  car  had  travelled  through  from  a  parti- 
cular place  when  the  reading  of  each  pull  P  (in  pounds)  was  made 
Find  the  average  pull.  If  all  the  readings  were  at  equidistant  points 
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there  would  not  be  any  great  error  in  taking  the  average  of  all  the 
numbers  P  by  merely  adding  them  up  and  dividing  by  14.  But  the 
distances  s  must  be  plotted  horizontally  (to  scale)  on  a  sheet  of 
paper,  and  ordinates  to  represent  P  must  be  raised  so  as  to  get 
a  curve  which  shows  how  P  varies.  I  have  drawn  a  curve  through 
the  ends  of  the  above  ordinate  and  find  that  the  average  value  of  P 
seems  to  be  about  635  Ibs.,  but  of  course  any  such  answer  is  only 
approximately  correct. 

If  a  student  does  the  following  exercise,  and  meditates  a  good  deal  on  his 
answers,  it  will  be  time  well  spent.  In  the  table  on  p.  247  insert  the  time  in  seconds 
at  which  the  traincar  reached  each  of  the  places  at  which  the  reading  was  taken. 
We  count  time  from  the  first  observation,  the  fourteen  observed  times  were  (let 
us  suppose),  0,  0-2,  2'5,  3'0,  3'7,  4-1,  4'8,  5'2,  6'2,  6'5,  7'0,  8'3,  9'7,  11 '2  seconds. 
Now  find  the  time  average  of  the  force.  That  is,  plot  (P)  and  the  time,  and 
draw  a  curve  and  find  its  average  breadth.  I  find  the  answer  to  be  640  Ibs. 

Now  why  is  the  time  average  different  from  the  sjMce.  average  found  above  ? 
I  put  this  suggestive  question  here  in  a  note  because  I  do  not  wish  a  student 
to  think  it  an  essential  part  of  our  elementary  treatment  of  the  steam  engine  ; 
but  every  student  of  applied  mechanics  will  find  the  speculation  an  im- 
portant one. 


CHAPTER    XVI. 

i  \i  I;«,Y  \< .  ouirr. 

132.  IN  (1haj).  III.  I  a— nine  tliat  my  reader  knows  how  t<>  make 
calculations  concerning  the  doing  of  work  ;  these  belong  to  the  more 
elementary  subject  of  applied  mechanics.  Average  force  (pounds  in 
the  direction  of  motion,  multiplied  by  the  distance  (feet)  moved 
through,  is  work  done  (foot-pounds^  Many  exercises  ought  to  be 
dealt  with  where  work  is  done  a^ain-t  and  by  gravity  or  done 
against  friction,  or  done  in  order  that  some  equivalent  energy  may 
be  stored.  Power  is  rate  of  doing  work.  The  power  which  an 
agent  mn-t  exert  in  many  operations  must  be  well  known  through 
many  numerical  calculation^.  The  operations  about  which  astudent's 
mind  must  IN-  -toivd  with  exact  figures  are: — Traction  or  the  pulling 
of  railway  trains,  tramcais  and  all  sorts  of  carriages  on  different  kinds 
of  roads  with  different  kind  of  wheel  tyres  ;  the  power  which  must  be 
exerted  in  the  propulsion  of  ships  of  different  tonnage  and  shape,  at 
different  speeds  ;  the  waste  of  power  by  friction  in  such  operations  as 
the  pumping  of  water,  the  creation  of  electric  energy  and  its  transmis- 
sion and  reconversion;  the  power  needed  to  dri\e  workshop  tools  of 
all  kinds,  and  the  machines  n-ed  in  all  kind-  of  manufacture. 
English  manufacturers  are  now  beginning  to  copy  the  more  sensible 
•  •I-  -cientitic  method-  of  their  rivals  in  <  Jermany  and  America,  and 
like  Dorothea  in  the  story  they  are"  learning  what  everything  costs" 
and  not  only  what  everything  OOfttfl  in  money  but  in  money's  worth. 
The  mathematics  of  thi-  subject  of  energy  is  the  -imple  mathematics 
of  the  housekeeper  and  the  butcher  and  the  l»aker.  There  is  still 
much  meaMiieiiu  nt  t<>  be  done  with  dynamometers,  but  the  wonder- 
ful improvement-  which  have  been  effected  in  steam  engine 
manufacture  in  the  la-t  twenty  yean,  due  altogether  to  the  good 
(energy)  account  keeping  of  electrical  people  u  ho  know  exactly  what 
they  Want  and  whether  they  1,'et  what  t  IP  y  want .  already  enable  US 
lining  has  been  made.  There  .IP-  it  least  two  firms 
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of  steam  engine  makers  who  have  given  up  the  slipshod  and  shiftless 
methods  of  working  of  the  past ;  and  the  recent  strike  has  done  this 
much  good  that  English  manufacturers  were  forced  to  travel  and  now 
blame  themselves  a  little  for  their  own  shortcomings. 

An  English  cook  specifies  "  pinches "  of  salt,  "  handfuls "  of 
flour,  "  small  amounts  "  of  other  things.  An  English  engineer  was 
often  more  hopelessly  vague  and  kept  no  account  of  coal,  steam, 
indicated  power,  actual  power,  power  wasted  in  transmission,  power 
given  to  a  machine.  Machines  had  to  be  driven  and  the  engineer 
drove  them,  and  his  client  was  satisfied  because  like  Toddy  he  only 
wanted  "  to  see  the  wheels  go  wound." 

As  I  have  said,  the  subject  is  supposed  to  be  dealt  with  under  the 
head  "  applied  mechanics."  Nevertheless,  as  I  shall  refer  to  these 
figures,  I  have  placed  in  the  following  sheets  some  scraps  of  informa- 
tion that  I  usually  carry  about  in  my  head.  The  answers  to  the 
following  exercises  are  always  in  the  mind  of  a  practical  engineer. 

Again,  I  have  found  it  convenient  to  assume  here  that  a  student 
knows  something  of  heat  and  other  forms  of  energy,  the  heat 
required  to  produce  a  pound  of  steam,  &c.  although  I  do  not  enter 
upon  the  subject  of  heat  and  steam  regularly  until  I  get  to  Chap. 
XVIII.  I  have  done  this  illogical  looking  thing  because  any  course 
that  one  can  take  in  teaching  a  subject  must  be  illogical  and  the 
best  course  is  usually  the  one  that  seems  most  illogical. 

Units  of  Energy  used  Commercially. 

1  horse-power  hour  =  1,421  centigrade  heat  units  =  2,558  Fahren- 
heit heat  units  =1,980,000  foot-pounds. 

1,000  gallons  of  water  at  a  pressure  difference  of  750  Ibs.  per 
square  inch  convey  17,300,000  foot-pounds. 

1  Board  of  Trade  electrical  unit  =  1,000  watt  hours  =  2,654,000 
foot-pounds.1 

1  centigrade  heat  unit,  probably  the  most  suitable  value  if  we 
deal  with  Regnault's  numbers  =  1,393  foot-pounds.  See  Art.  177. 

1  Fahrenheit  heat  unit  =  774  foot-pounds. 

The  standard  unit  of  evaporation  which  is  the  latent  heat  of 
1  Ib.  of  steam  at  atmospheric  pressure  =  536  centigrade  heat  units  = 
966  Fahrenheit  heat  units  =  748,000  foot-pounds  =  the  evaporation 
unit  of  energy. 

Calorific  energy  of  1  Ib.  of  average  coal  =  8,570  centigrade  = 
15,430  Fahrenheit  heat  units  =  about  16  evaporation  units  =  about 
12,000,000  foot-pounds. 

1  One  horse  power  =  746  watts ;  one  electrical  unit  of  power  =  1,000  watts, 
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Calorific  energy  of  1  Ib.  petroleum,  about  17,000,000  foot-pounds. 

Calorific  energy  per  pound  of  town  ivf'usr  artually  obtained  in  a 
< I*  -tractor  (after  deducting  the  large  amount  of  energy  wasted  in 
steam-jets)  =  900,000  foot-pounds. 

Calorific  energy  of  1  cubic  foot  average  coal  gas  =  530,000  foot- 
pound-. 

Calorific  energy  of  1  cubic  foot  of  Dowson  gas  (1  Ib.  of  anthracite 
produces  about  70  cubic  feet)  =125,000  foot-pounds. 

133.  K\I:I:<-IM:S.  Calculate  tin-  efficiencies  of  the  following 
engines,  using  the  above  figures.  The  power  is  actually  given  out  by 
the  engiii 

Small  engine  with  varying  load  using  20'9  Ibs.  of  coal  per  horse- 
power hour.  Answer.  '00790. 

Small  steam  engine  using  8  Ibs.  of  coal  per  horse-power  hour. 
Answer.  O206. 

Lenoir  gas  engine  using  105  cubic  feet  of  coal  gas  per  horse- 
power hour.  Answer.  '0356. 

( )il  engine  (varying  load)  using  2'5  Ibs.  petroleum  per  horse-power 
hour.  Ansiner.  •04.">7. 

Hugon  gas  engine  using  70  cubic  feet  of  coal  gas  per  horse-power 
hour.  Ansicer.  '0536. 

Large  good  condensing  steam  engine  using  2  Ibs.  of  coal  per 
horse-power  hour.  Answer.  '08  :!">. 

Oil  engine  (constant  load)  using  TO  Ib.  petroleum  per  horse- 
power hour.  Ansicer.  '1165. 

Gas  engine  (using  Dowson  gas)  using  1*4  Ib.  of  coal  per  horse- 
power hour.  Answer.  '1179. 

Modern  gas  engine  using  26  cubic  feet  of  coal  gas  per  h<>: 
power  hour.     Answer.  '14 

Modern  gas  engine  using  97  cubic  feet  of  Dowson  gas  per  horse- 
power hour.  Answer.  '1G3:J. 

The  Diesel  oil  engine  is  -aid  to  use  only  0'56  Ib.  of  kerosene  per 
brake  horse-power  hour.  Answer.  -21. 

Exercises. 

Change   into  horse-power   the   rate   of  conversion   of  chemical 
energy  burning  in  tin-  following  cases  : — 
1  Ib.  of  kerosene  per  hour.     Answer.  *  ^ 
1  Ib.  of  coal  per  hour.     Answer.  6*06. 
1  cubic  foot  of  coal  gas  per  hour.     Ansicer.  0'286. 
1  cubic  t  DowBOD  gas  pvr  hour.     .1       w.  00 
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Exercises. 

The  student  will  for  himself  find  information  to  enable  him  to 
check  or  correct  the  following  figures. 

Roughly,  the  cost  in  pence  of  a  horse-power  hour  in  London  by 
various  agents  may  be  taken  to  be  : — Labourer  carrying  things  up 
ladders  150;  labourer  lifting  weights  by  rope  and  pulley  100;  labourer 
using  winch  or  capstan  50 ;  horse  in  whin  gin  8 ;  horse  on  a  waggon 
4 ;  electric  power  (at  8d.  per  unit)  6 ;  hydraulic  power  in  London  (at 
18  pence  per  1,000  gallons  700  Ibs.  pressure)  2i ;  small  gas  engine  or 
oil  engine  or  good  small  steam-engine  of  about  15  horse-power  in 
steady  work,  including  cost  of  attendance  1 ;  large  gas  engine  0'5. 
1  horse-power  for  a  year,  10  hours  a  day  (Sunday  rest)  is  3,130  horse- 
power hours.  At  one  penny  per  horse-power  hour  this  is  about  £13 
per  annum.  The  power  in  a  cotton  factory  costs  about  \d.  per  horse- 
power hour. 

EXERCISE.  If  a  company  sells  electric  power,  24  hours  a  day, 
every  day,  and  charges  £5  per  horse-power  per  annum,  how  much  is 
this  per  horse-power  hour  ?  Answer.  \  of  a  penny.  How  much  is 
it  per  electrical  unit  ?  Answer.  0'15  of  a  penny. 

The  following  prices  per  horse-power  hour  are  for  the  fuel  alone, 
where  the  fuel  is  cheap  in  England ;  large  steam  engine  in  steady 
work  013,  gas  engine  using  Dowson  gas  0'08. 

134.  Engines  of  any  size  from  10  to  250  maximum  indicated  horse-power. 
Take  I1  as  the  highest  indicated  power,  /  as  any  indicated  power,  then 
usually,  if  B  is  brake,  or  actual  horse-power  given  out, 

B  =  -957  -  l/lf 

If  K  =  cost  of  engine,  boilers,  fittings,  buildings,  &c.,  in  pounds  sterling 

K  =  100  +  207,, 
If  C  =  coal  used  in  pounds  per  hour 

C=  34  +  1-87. 

Petty  stores  per  annum  (of  3,000  hours)  P  =  2  +  '257  in  pounds  sterling. 

(1,000  hours)  P  =  1-2  +  -157. 

Labour  in  pounds  sterling  for  a  year  (of  1,000  hours)  L  =  24  +  "67. 
„  ,,  (of  3,000  hours)  L  =  40  +  7. 

For  electric  lighting  in  London  at  present  (1898)  the  total  indicated  horse- 
power supplied  is 

50,000  horse-power  from  high  speed  engines. 
20,000  ,,  low  speed  vertical. 

5,000  ,,  low  speed  horizontal. 

5,000  ,,  special  engines. 

The  tendency  for  the  time  seems  to  be  to  return  to  a  low  speed  vertical 
marine  type  of  2,000  or  less  power.  The  best  usual  results  from  high  speed 
engines  are  1  indicated  horse-power  hour  for  1G  to  18  Ibs.  of  steam  of  170  Ibs.  per 
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square  im-h  absolute,  the  ele<-tti..d  |*>wer  Ix-ing  82  to86  percent,  of  the  indicated 
I*. \\.-r-.  \\..\\  nun  li  steam  do  these  figures  give  per  electrical  unit  ?  Answer*. 
•_••;  to «  it.. 

The  boilers  usin^  \\VUIi  coal,  at  j  of  their  full  load,  evaporate  about  8|  Ibs. 
of  water  per  pound  of  coal ;  what  do  the  above  figures  give  in  pounds  of  coal 
per  unit?  Answert.  .'H  t<>  .'<  3. 

The  average  of  all  the  daily  load  factors  for  a  year  is  from  10  to  20  per 
cent.  Tin-  l.'-i'l  h'iftnr  means  the  ratio  of  the  average  power  supplied  to  the 
maximum  ]n>wer.  It  was  Mr.  (Yonipton  \\  li»  tir-t  dn-\v  attention  to  the  great 
impnrtati.  ••  of  the  load  factor  on  economy.  One  of  the  companies  whose  average 
•  l.ul\  IOK!  D  I-  i-  cent.,  uses  5*6 Ibs.  of  coal  per  unit  generated  through- 

out the  year.  This  is  the  )>est  result  yet  obtained  ;  this  is  3  Ibs.  of  coal  per 
hour  per  average  indicated  horse-power.  What  in  the  ratio  between  electrical 
mid  indicated  horse-power  ?  Answer.  72  per  cent. 

The  cost  of  coal  at  that  station  is  found  to  be  £</.  per  electrical  unit.  How 
mm  h  is  this  p«-r  ton  ?  Aiuicer.  16*.  8</. 

The  lowest  coal  bill  for  any  company  using  alternating  current  is  6  Ibs.  of 
coal  per  indicated  horse-power  hour.  Wages  in  both  systems  cost  about  \tl. 
JMT  unit. 

I  dwell  at  some  length,  see  Art.  149  particularly,  on  the  effect  of  a  light 
load  on  an  engine  in  diminishing  its  economy.  In  boilers  the  great  loss  of  economy 
due  t<>  light  load  on  a  cent  nil  station  is  mainly  because  of  the  great  waste  in 
banking  up  the  fires  and  putting  the  boilers  in  steam  again,  also  because  loss  of 
heat  goes  on  all  the  time. 

135.  AH  an  evidence  of  the  progress  of  science  I  venture  to  publish  here  a 
copy  of  one  weekly  report  made  by  the  resident  engineer  (Mr.  O.  B.  Smith)  of  the 
Hove  Electric  Lighting  Co.,  Ltd.  Mr.  Crompton  has  been  kind  enough  to  get 
me  permission  to  publish  it,  and  he  thinks  with  me  that  it  is  good  for  young 
engineers  to  see  how  accounts  are  now  being  kept  at  an  electric  light  station. 
1  li.ive  before  me  a  copy  of  the  daily  log  sheet,  giving  the  measurements  made 
ti!t«-i n  miimti-  throughout  the  day,  separate  logs  being  kept  for  each 
department  of  the  station  ;  but  I  refrain  from  publishing  this. 
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136.  Five  years  ago  there  was  no  known  case  of  a  central 
electrical  station  burning  less  than  7  Ibs.  of  coal  per  hour  per  Board 
of  Trade  electrical  unit  sold  during  the  year,  although  in  particular 
months  the  consumption  was  as  low  as  4  Ibs.  Many  stations  burned 
12.  Yet  on  a  steady  best  load  the  engines  and  dynamos  burnt  only 
about  2'8  Ibs.  of  coal  per  unit  delivered  by  the  station.  The  differ- 
ence is  mainly  due  to  variation  of  load  (see  art.  149).  Small 
engines,  whose  maximum  indicated  powers  on  full  load  were  12,  45, 
and  60,  have  been  found  by  trial  to  burn  36,  18,  and  8£  Ibs.  of  coal, 
respectively  per  hour  per  indicated  horse-power  in  their  ordinary 
small  factory  use  under  altering  loads  in  Birmingham. 

Leaving  out  very  exceptional  tests,  the  most  favourable  results 
in  test  trials  of  steam  per  hour,  per  indicated  horse-power,  may  be  said 
to  be  20  in  non-condensing  and  13£  in  condensing  engines.  Assume 
9  Ibs.  of  steam  per  pound  of  coal  and  we  have  the  most  favourable  coal 
results  per  indicated  horse-power  as  2*2  and  1*5. 

EXERCISE.  Assume  a  mechanical  efficiency  of  85  per  cent,  in 
condensing  and  of  90  per  cent,  in  non- condensing  engines,  and  calcu- 
late the  figures  usually  supposed  to  be  the  most  favourable  yet  found 
in  ordinary  testing.  Answers.  2'47  and  177  Ibs.  of  coal  per  brake 
horse-power  hour. 

As  a  matter  of  fact  I  may  say  that  almost  all  our  figures 
concerning  actual  or  brake  power  are  speculative,  there  are  few 
numbers  to  be  relied  upon.  I  always  feel  doubtful  of  the  accuracy  of 
indicated  power  measurements,  and  very  doubtful  indeed  if  the  speed 
is  higher  than  300  revolutions  per  minute  (see  Art.  47).  In  the 
following  table  of  the  best  results  from  special  trials  of  engines,  N 
means  non-condensing,  C  means  condensing,  1,  2,  or  3  mean  single, 
compound,  or  triple  expansion,  S  means  that  super-heated  steam  was 
used.  J  means  jacketed.  Under  w,  I  give  the  numbers  from  the  table, 
Art.  180,  the  number  of  pounds  of  saturated  steam  of  the  boiler 
pressure  which  a  perfect  steam  engine  (condensing  or  non-condensing) 
would  use  for  1  horse-power  hour  on  the  Rankine  cycle. 

When  the  pounds  of  coal  are  marked  thus  *,  it  means  that  only 
the  steam  was  measured,  and  it  is  assumed  that  1  Ib.  of  coal  would 
have  produced  9  Ibs.  of  steam.  In  most  cases  this  means  107  Ibs. 
from  and  at  21 2°  F. 

I  have  not  included  Prof.  Ewing's  results  from  a  Parsons'  Steam 
Turbine  of  135  electrical  horse-power;  its  consumption  was  2T2  Ibs. 
of  steam  (say  2'35  Ibs.  of  coal)  per  electrical  horse-power-hour,  which 
corresponds  with  a  reciprocating  engine  using  16  Ibs.  of  steam  (or 
1'8  Ibs.  of  coal)  per  indicated  horse-power-hour  (see  also  Figs.  56 
and  57.) 
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137.  The  non-condensing  trials  of  the  Willans  Engine  gave 
the  following  results.  Calculate  the  efficiency  in  every  case,  taking 
as  the  standard  a  perfect  non-condensing  engine,  Rankine  Cycle,  see 
Table  II.,  Art.  180.  using  the  same  kind  of  steam. 

POUNDS  OF  STEAM  PER  INDICATED  HORSE-POWER  Hot'R. 


Perfect  non- 

Measured  results. 

l'<  roentage 

Pressure 

(Absolute). 

condensing 
engine. 
Ifankine 
cycle. 

Best  results. 

efficiency 
of  per- 
fect 11011- 

condensing 

Single 
cylinder. 

Compound. 

Triple. 

40 

35-5 

42-5 

42-5 

83-5 

70 

22-7 

30-8 

— 

— 

30-8              73-5 

90 

19-62 

27-7 

24-25 

— 

24-25             80-9 

110 

17-65 

26-0 

22-0 

— 

22 

80-1 

140 

15-75 

— 

20 

— 

20 

78-6 

150 

15-28 

19-5 

19-8 

19-5 

78.3 

160 

14-88 

19-2 

19-0 

19-0 

78.4 

EXERCISE.  A  good  locomotive  using  steam  of  160  Ibs.  pressure, 
uses  42  Ibs.  of  steam  per  hour  per  horse-p  er  ;  show  that  its  efficiency 
is  0  354  as  compared  with  a  perfect  non-condensing  engine. 

138.  There  are  various  ways  of  stating  Engine  Performance. 

One  horse-power  hour  is  1,421  Centigrade  heat  units,  or  2,558 
Fahrenheit  heat  units.  It  is  usual  to  rest  content  with  "  The 
engine  uses  18  Ibs.  of  steam  per  hour  per  indicated  horse-power."  Or 
"  The  engine  uses  2  Ibs.  of  coal  per  hour  per  indicated  horse-power." 
If  the  steam  is  100  Ibs.  steam  (164°  C.),  and  the  feed-water  was  at 
20°  C.  the  heat  given  to  produce  18  Ibs.  of  steam  was  18x(606'5  + 
•305  X  164-20),  or  11,457  units.  Taking  8,300  units  of  heat  as  de- 
velopable per  pound  of  the  coal,  we  have  the  following  more  correct 
ways  of  stating  the  performance. 

I.  Engine  and  boiler.  2  Ibs.  of  coal  per  indicated  horse-power  hour, 
or  16,600  heat  units  (C.)  per  indicated  horse-power  hour,  or  277 
units  (C.)  per  minute  per  horse-power.    An  efficiency  of  1,421  -f  16,600, 
or  '0856,  or  8'56  per  cent. 

II.  Engine.     18  Ibs.  of  steam  per  indicated  horse-power  hour,  or 
11,457  C.  heat  units  per  indicated  horse-power  hour,  or  191  units  (C.) 
per  minute  per  horse-power.  An  efficiency  of  1,421  -f-  11,457,  or  0124, 
or  12 '4  per  cent. 

III.  Engine.     A  perfect    heat    engine,    working    between    the 
temperatures     164°     C.    and    40°    C.     would    have    an    efficiency 

124  -r  (164  +  274),   so  that  our   engine  has   -124-=-  or  43"8 

438 
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jM-r  i-.-nt.  «.f  tin-  efficiency  of  th'-  |»-rf--<-t  h-'.-tt   •  •n^iii.-.  u-ing  the  sum- 
temperate 

IV.  Engine.  An  rn^iiii-  using  the  Rankine  Cycle  (see  Art.  21 4  i 
between  164°  C.  un«I  20'  C.  would  consume  7 '6    Ibs.  of  steam  per 
horse-power  hour.     The  efficiency  ratio  of  our  engine  is  7'6  -f-  IN, 
or  04-2. 

V.  The  above  engine   had  a  surface  condenser,  supplied   with 
918  Ibs.  of  water  per  hour  per  indicated  horse-power:  this  water 
entered  at  15°  C.  and  left  at  25°  C. ;  the  condensed  water  left  at 
40°  C.,  or  20°  above  that  of  the  feed  ;  therefore  the  heat  rejected  per 
hour  per  indicated  horse-power  was — 

918  X  10  =  91 80  by  condensing  water, 

18  x  20  =    360  by  condensed  water, 

The  heat  utilised  is  1421. 

So  that  we  can  account  for  the  amount  10,961.  Now  the  heat  supplied, 
as  we  saw  in  II.,  was  11,457,  and  there  is  496,  or  4'3  per  cent.,  to  be 
accounted  for  by  radiation  and  leakage. 

It  is  vt-rv  usual  to  merely  measure  the  heat  going  off  by  the  con- 
densing water  and  to  call  it  the  whole  rejected  heat,  and  as  we  have 
1  421  utilisiMl  \\v  may  say — 

1421 
Efficiency  ==  1421  +  9180  = 

A  more  correct  plan  is  to  take  in  the  360  also,  and  say — 

1421 
Efficiency  ==  142i  +  9180  +  360  =  *129' 

This  is  all  that  can  be  done  if  we  only  measure  by  the  condi-ns.  r 
water,  unless  we  estimate  the  heat  lost  by  radiation  to  be,  say,  5  per 
cent,  of  what  we  measure  from  the  condenser ;  this  would  give  us 
10,017  wasted  altogether,  so  that  the  closer  estimate  would  be — 

1421 
Efficiency  =  1421  +  10017  =  ^'124,  or  124  JR  r  rent. 

It  will  l>e  observed  that  if  we  calculate  from  tin-  feed -water  or 
steam  Hippli.-d,  th. -iv  is  a  doubt  as  to  the  wetness  of  the  steam  ;  and 
it  \\«»  calculate  from  the  o.n.l.  -n>.  -r,  there  is  doubt  as  to  the  amount  of 
radiation  and  leakage. 

It  is  quite  a  usual  thing  to  say :  let  h  be  the  Fahrenheit  heat 

s  2 
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units  gained  by  the  condensing  water  per   minute   per  indicated 
horse-power, then  the  efficiency  =  r-    ,'j'  ... 

A  very  perceptible  saving  is  effected  when  the  feed-water  of  a 
main  engine  is  heated  up  to  near  the  boiler  temperature  by  the 
exhaust  steam  of  auxiliary  engines,  such  as  are  often  used  now  to 
work  air  and  feed  and  circulating  pumps. 

We  cannot  see  our  way  to  much  improvement  in  the  non-con- 
densing steam  engine  ;  the  performance  often  approaches  90  per  cent, 
of  what  is  theoretically  possible,  sua  may  be  seen  in  the  table,  Art.  136. 
This  is  by  no  means  the  case  in  condensing  engines,  but  it  does  not 
seem  practicable  to  expand  steam  to  the  low  pressures  which  might 
give  better  results.  There  is  a  chance  for  a  binary  vapour  engine ; 
using  steam  at  the  higher  temperatures  and  petroleum  or  ether  for 
the  lower  temperatures.  (See  also  the  note  Art.  214.)  Cutting  off 
the  toe  of  the  diagram  as  Mr.  Willans  called  it,  that  is,  releasing  steam 
at  a  much  higher  pressure  than  the  exhaust  pressure,  is  a  serious  loss 
to  put  up  with  ;  but  a  good  practical  remedy  is  not  yet  known  to  us. 

139.  We  may  with  a  fair  amount  of  accuracy  say  that  a  large 
gas  engine  burning  Dowson  gas  uses  at  full  load  85  cubic  feet  per 
effective  horse-power  hour.  If  the  anthracite  costs  25s.  per  ton,  and 
we  charge  15  per  cent,  per  annum  for  interest  and  depreciation  on 
total  cost  (we  may  take  the  total  cost  to  be  the  same  as  that  of  a 
steam  engine,  boiler,  &c.,  of  the  same  power),  then  we  find  cost  per 
hour  in  pence  =  5£  +  '45  I. 

Since  1877  there  has  been  a  sale  of  31,000  Otto  engines  in  Eng- 
land and  16,000  in  Germany,  with  a  total  brake  power  of  508,000 
horses.  The  consumption  of  coal-gas  used  to  be  about  30  cubic  feet  of 
gas  per  hour  per  brake  horse-power  ;  now  in  a  special  trial  it  has  been 
found  to  be  as  low  as  14.  There  is  much  more  improvement  possible. 
There  are  now  single-cylinder  engines  of  140  and  double-cylinder 
engines  of  220  horse-power.  Even  now,  however,  power  from  a  20-horse 
engine  worked  by  coal-gas  costs  more  than  from  a  steam  engine.  In 
some  electric-light  stations  working  arc  and  incandescent  lights  the 
total  expenditure  in  coal  and  coke  in  producing  Dowson  gas  was  only 
3  Ibs.  per  electrical  unit  for  the  first  half  of  the  year  1897.  In  a  special 
test  of  two  engines  at  Leyton  during  5  hours,  October,  1897,  the  follow- 
ing results  were  obtained  :  Output,  319  electrical  units  ;  anthracite  per 
hour  per  indicated  horse-power,  0'846  Ib. ;  per  brake  horse- ]>«>\vrr. 
0'975  Ib. ;  per  electrical  horse-power,  T152  Ib. ;  per  electrical  unit, 
T543  Ib. ;  coke  per  electrical  unit,  0'225  Ib.  Total  fuel  per  unit, 
1*768  Ib.  I  find  that  at  Leyton  the  average  total  fuel  per  unit 
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generated  from  January  to  October  of  1897  was  2*55  Ibs.  I  do  not 
know  the  load  factor  at  Ley  ton,  and  therefore  cannot  compare  this 
average  with  the  5'6  Ibs.  of  coal  per  unit,  which  is  the  best  yet 
achieved  with  strain  engines  having  a  load  factor  of  15  per  cent. 
In  steady  running  on  full  load  there  is  no  doubt  that  the  gas  engine 
using1  Dowson  gas  is  already  consuming  not  much  more  than  half 
the  coal  per  brake  horse-power  that  is  consumed  in  the  largest  and 
-team  engines,  and  that  the  cost  of  repairs  and  attendance  is 
very  much  le-s  than  with  steam  engines. 

140.  The  usually  accepted  figure  for  the  result  of  burning  1  Ib. 
<>f  town  reftise  in  the  production  of  steam  is  1  Ib.  of  steam  (nett, 
after   deducting  the  steam   used   in   the   furnace)    at    140  Ibs.  per 
square  inch  produced  from  feed -water,  at  60°  F.     If  an  engine  at 
full  load  u>es  -2'3  Ibs.  of  this  steam  per  electrical  unit  (1,000  watt 
hours).     If  a  cell  burns  0'25  tons  of  refuse  per  hour  for  24  hours  a 
day  at  a  cost  of  13f,  pence  per  ton  (the  labour  part  of  this  c< 

}>cr  ton)  including  everything,  what  is  the  cost  of  steam  per 
electrical  unit,  and  what  is  the  number  of  units  produced  per  cell  in 
24  hours?  Answers.  0'136  pence;  584  units. 

There  are  several  places  in  the  British  Islands  where  the  fee 
simple  of  water-power  of  about  600  total  horse-power  with  the 

land  may  be  bought  for  £6,000.  The  cost  of  utilising  this 
power  with  turbines  and  dynamos,  giving  out  usefully  70  per  cent, 
of  it,  would  be  £5,000.  Taking  10  per  cent,  of  the  total  cost  to 

wages,  repairs,  rates  and  taxes,  depreciation,  and  interest, 
what  is  the  yearly  profit  if  one  halfpenny  per  electric  unit  is  paid, 
the  load  being  full  for  24  hours  a  day  for  313  days  in  the 

10  per  cent,  of  £11,000  is  £1,100  per  year,  the  power  given  out 

being  70  per  cent,  of  600,  or  420  horse-power.     One  horse-power  is 

and     1,000    watts    for     1    hour     is    called     a    unit. 

-  I,; 

I'-O  x  x  24  x   313  =  2-353  X  10«  electrical  units  per  year. 

IIMM) 

Dividing  these   halfpence  by  480  we  find   1' 4,002  per  annum  to  be 
paid  for  the  ein-r^y,  and  so  the  profit  i-  per  annum. 

141.  The  student  will  work  exerci-i •-  «»n  traction  such  as  he 
will  find  in  a  book  on  Applied  Mechanics.     The  following  figures 
may  he  remembered. 

The  resistance  in  jumnds  per  ton  of  a  moving  train  (including 
engine)  on  the  1,-ve]  U  found  roughly  In  adding  two  to  one  quarter 
<>f  the  -p,  ,  d  in  miles  p.-r  hour.  Tin-  i-  t"i  -p-  •  d<  greater  than 
20  mil.--  per  hour.  At  lea  ipeedfl  there  is  a  different  law  which  for 
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some  trains  and  permanent  ways  may  be  indicated  by  the  following 
figures : — 


Speed  in  miles  per  hour     .    .    . 

0 

1* 

2 

5 

10 

Resistance  in  pounds  per  ton    . 

20 

10 

7 

5 

6 

A  curved  line  adds  12  per  cent,  to  the  resistance  on  the  average 
English  railway. 

In  the  best  locomotives  on  special  trials  the  best  performances  are 
25  to  30  Ibs.  of  steam  (pressure  1 65  Ibs.  per  square  inch)  per  hour  per 
indicated  horse-power.  In  ordinary  use  the  consumption  is  over  40  Ibs. 

EXERCISE.  The  average  resistance  of  an  express  train  on  an 
English  railway,  as  measured  on  the  draw-bar  between  engine  and 
train,  is,  say,  18  Ibs.  per  ton  at  45  miles  per  hour  ;  the  weight  of  the 
train  (not  including  the  engine)  is  180  tons,  what  is  the  actual 
power  ? 

Answer.  389  horse-power. 

It  has  been  found  that  in  such  a  case  the  power  actually  exerted 
on  the  train  is  only  45  per  cent,  (in  short  express  trains  it  is  about 
40  per  cent.,  in  slow  goods  trains  as  much  as  75  per  cent.)  of  the 
indicated  power  of  the  engine ;  what  is  the  indicated  power  ? 

Answer.  864. 

The  consumption  of  steam  is  40  Ibs.  per  hour  per  indicated  horse- 
power. How  much  feed-water  must  be  provided  for  one-hour's  run, 
neglecting  leakage  ? 

Answer.  15  "4  tons. 

If  each  pound  of  coal  evaporates  8i  Ibs.  of  water,  what  weight  of 
coal  is  used  per  hour  ? 

Answer.  1*8  tons. 

An  American  train  is  usually  only  two-thirds  of  the  length  of  an 
English  train  for  the  same  weight.  For  the  same  speeds  the  draw- 
bar force  of  traction  of  the  English  train  being  (in  certain  experi- 
ments) 6  Ibs.  per  ton  was  only  3£  Ibs.  per  ton  on  the  American,  and 
yet  the  American  road  was  not  so  good.  The  superiority  was  due  to 
the  construction  of  the  American  cars. 

Wherever  roller  bearings  have  been  tried  they  have  greatly 
n-«l uoed  the  friction;  the  starting  pull  on  a  railway  vehicle  is  some- 
tinu-s  as  low  as  3  Ibs.  per  ton. 

There  seems  to  be  no  electrical  accumulator  which  can  be 
relied  upon  to  discharge  more  than  7  watt-hours  per  pound  of  its  total 
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lit,  during  a  5  hours' discharge.  It  is  seldom  that  one  finds  a 
published  Statement  <>n  thi>  subject  which  can  be  n-li.-d  upon.  In 
speculative  calculation  it  is  better  to  take  only  5  watt-hour-.  «.r  l~> 
hors.--p.>wer  hours  perton,  the  average  rate  of  discharge  Iwin^.S  horse- 
power per  ton.  Hut  in  tramcar  work  tin-  discharge  is  sometimes 
thre,-  times  this  rate,  and  I  shall  take  9  horse-power  per  ton  for 
IJj  hour-. 

A  tramcar  when  supplied  with  electrical  power  by  trolley  wire 
i.r  by  iOOOmoUton  i  just  about  twice  as  much  electrical 

power  as  tin-  mechanical  power  actually  utilise<l  in  propulsion.  That 
he  average  power  received  may  be  calculated  on  an  average 
tractive  force  of  60  Ibs.  per  ton  (at  8  to  10  miles  per  hour),  instead  of 
the  30  Ibs.  per  ton,  which  it  probably  is  on  the  average.  It  is  n..t 
safe  to  take  a  better  figure  than  this  for  the  efficiency  when  one 
considers  any  new  project.  It  is  to  be  understood  that  this  tractive 
force  is  not  what  would  be  measured  in  a  trial  at  uniform  speed.  It 
is  proportional  to  the  average  power  divided  by  the  average  speed. 
The  average  power  is  greatly  increased  by  stopping  and  starting, 
kinetic  energy  being  created  to  be  soon  destroyed. 

K\I:I:<  ISE.  A  car  to  take  52  passengers  worked  by  accumulators 

hs  with  its  electro-motor  and  gearing  and  fittings  7  tons  empty, 

lo  tons  fully  loaded.     Taking  the  tractive  force  to  be  30  Ibs.  per  ton 

at  10  miles  per  hour;  taking  the  electrical  power  to  be  twice  the 

,!.  what   is  the  weight  of  the   accumulators?      What    is   the 

electrical  power  '     What  would  it  l>e  if  it  were  supplied  l>y  a  trolley 

wire  ?     Take  the  discharge  a<  !l  horse-power  per  ton. 

Let  a;  tons  be  the  weight  of  accumulators.     The  tractive  force  is 

.   (10  +  r)  60  x  10  x  5280 
(10  +  #)30,  and  the   electrical  power  is  Tiooo  x  tit) 

or  T6(10  -f  >•).  Hut  it  is  0  horse-power  jx-r  ton  of  accumulators,  or 
9jr,so  that  9*  =  1'6(10  +  x)  or  x  =  2'16  ton<  We  need  216  tons  of 
accumulators  discharging  at  the  rate  of  If  ~>  electrical  horse-power.  If 
supplied  by  a  trolley  wire  only,  1(5  electrical  hone-powef  is  wanted. 
In  fact,  with  accumulators,  if  U'  is  the  weight  of  the  loaded  car  in 
tons  x  =  Oi>lii  IP,  and  the  electrical  power  is  T95  W,  whereas  by 
trolley  wire  the  power  is  Iti  II'. 

The  tractive  force  on  a  tramcar  was  mea-ured  as  30'5  Ibs.  per 
ton.  A  similar  car  with  roller  l>earings  on  the  same  road  ne.-d.  d 
2.")  11)-.  p.  r  ton.  The  >t art iu<,'  force  lor  a  tramcar  is  diminished  by 
20  to  60  jH-r  cent.  l»y  the  use  of  roller  bearing-  and  thi-  general 
sa\in^  mav  be  j»ut  down  a-  :><»  per  c.-nt. 

The  i  bic\c|e  ,>r  any  \ehicle  with  inflated  tyres 
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on  a  concrete  road  seems  to  be  30  ll>s.  JKT  ton  at  G  miles  per  hour, 
about  40  on  wood  pavement,  and  40  to  GO  Ibs.  per  ton  at  12  miles 
per  hour  on  a  good  macadamised  road,  slightly  wet ;  in  heavy  mud 
at  5  miles  per  hour,  as  much  as  146  Ibs.  per  ton  has  been  registered. 

These  were  towing  forces;  in  self-propulsion  it  is  understood  that 
the  resistances  are  considerably  greater.  The  resistance  per  ton  of  a 
locomotive  is  considerably  greater  than  that  of  the  train.  Specula- 
tive calculations  ought  to  be  based  on  the  highest  figures.  The 
towing  tractive  force  for  iron-tyred  passenger  carriages  on  London 
roads  when  muddy  seems  to  vary  from  22  Ibs.  per  ton  (asphalte),  30  to 
40  Ibs.  per  ton  (wood),  50  to  60  Ibs.  per  ton  macadam,  to  perhaps  as 
much  as  80  Ibs.  per  ton  on  macadam  new.  A  committee  of  the 
Society  of  Arts  some  time  ago  found  101  Ibs.  per  ton  on  ordinary 
macadam,  and  44'5  on  macadam  gravelled. 

EXERCISE.  It  is  found  that  the  accumulators  of  the  electric  cabs 
(with  pneumatic  tyres)  in  London  give  out  at  the  rate  of  3  horse- 
power on  smooth  wooden  roads,  when  going  at  7  miles  per  hour,  and 
5  horse-power  on  macadamised  roads ;  this  is  the  average  power 
up  and  down  the  London  street  gradients.  Take  4  horse-power  as 
the  average.  What  is  the  average  actual  tractive  force  if  only  half 
the  electrical  power  is  utilised  ? 

Ansmr.  107  Ibs. 

I  do  not  know  the  actual  weight  of  the  cab,  but  take  it  that  the 
cab  and  motor  and  gearing  and  fittings  weigh  22  cwt.,  and  that  the 
accumulators  gave  out  5  watt  hours  per  pound  on  a  5  hours'  run. 
What  is  the  total  weight  of  the  cab,  and  what  is  the  average  tractive 
force  per  ton  ? 

Answci.  4  x  5  X  746  4-  5,  or  2,984  Ibs.  of  accumulators,  and 
2,464  Ibs.  of  vehicle,  or  2*433  tons.  The  average  actual  tractive  force 
is  44  Ibs.  per  ton. 

On  the  City  of  London  Electric  Railway,  the  weight  of  a  train 
and  locomotive  and  passengers  being  36  tons,  5'4  electrical  units 
were  supplied  in  a  journey  of  5,550  yards,  taking  15  minutes  (includ- 
ing stopping).  Check  the  following  figures.  Assume  useful  tractive 
power  to  be  half  the  electrical ;  speed,  12'6  miles  per  hour ;  we  find 
0'047  electrical  units  per  ton  mile ;  tractive  force,  12'0  Ibs.  per  ton. 

On  the  Montreal  tramways,  at  an  average  speed  of  7|  miles  per 
hour  (total  load  about  10  tons),  0'26  electrical  units  are  used  per  ton 
mile.  Assume  the  useful  tractive  power  to  be  half  the  electrical, 
and  find  the  average  tractive  force.  Anxn-i'r.  7ti  Ibs.  JMT  ton. 

It  will  be  seen  that  this  Montreal  figure  is  much  greater  than 
the  figure  taken  by  me  as  more  usual ;  but  it  is  a  figure  taken  often 
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by  some  of  the  most  experienced  of  my  friends,  and  we  have  so  much 

ft  knowledge,  that  it   is  quite  possible  for  this  to  be  a  better 
guide  than  tin-  other. 

142.  Ship  Propulsion.  Up  to  the  highest  speeds  of  conim-  r- 
cial  shij)s  we  may  assume  without  great  error  that,  for  vessels  riot 

inilar  in   form  and   cl>  ^  at    the  usual  >|>eeds,  the 

indicated   horse-power  is  /  =  IfllP  •+•  a,  win  n  l>  is   tin-  displacement 
us,  ami   /•  is  the  speed   in   knots,  and  a  is  constant,  which  for 
many  classes  of  vi-s>.-I  may  be  taken  as  not  very  different  from  -2K>. 

I  It  .1  \  •  — •  1  of  1  7'JO  tons  moves  at  10  knots  when  its 
indicated  horse-po\\.  T  is  tJ55,  what  is  tin-  value  of  a  in  sucha  class  of 
vessel?  Answer.  '2 lit. 

A  vessel  of  the  same  class  of  2,300  tons  moves  at  15  knots,  what 
is  th«-  po  \\.-r  '  J  <  •  .  -J.080. 

BxEBCm  ~2.  Taking  a  as  240,  a  vessel  of  6,000  tons  going  at 
'2'2  knots;  what  mal  will  it  consume  in  a  passage  of  3,000  nautical 
milee,  neglecting  the  effect  of  its  lightening,  if  it  uses  2  Ibs.  of  coal  per 
hour  per  indicated  horse-power  ? 

Answer.  It'  an  engine  uses  c  Ib.  of  coal  per  hour  j»er  indicated 
horse-power,  the  whole  weight  of  coal  conMimed  on  a  passage  of  s 

nautical  milrs,  is  -  sDi  v2  pounds.     In  this  case  it  is  1,784  tons. 

K.\i:i:«-|>r.  '\.  For  students  after  they  read  Art.  156.  For  a  marine 
engine  we  have  tin-  rough  and  ready  rule,  "The  speed  v  is  propor- 
tional to  tlie  square  root  of  the  absolute  boiler  jn-e—ui-e  and  the 
amount  of  admission  of  steam."  Show  that  if  p3  be  taken  as  11  per 
cent,  of  the  b<  )il  i -r  pressure^,  the  rough  and  ready  rule  is  fairly  true. 
\  Two  boats  of  the  same  shape  were  driven,  one  by 
jet  propulsion,  the  other  by  twin  screws.  The  following  results  were 
obtained : — 

Jet,  1-J-i;  knots,  with   167  I.H.P  17'3  knots,  170  I.H.P. 

( '"injvare  the  efficiencies,  if  the  di>p!  re  as  100  to  65. 

.1  A-  <).")!  t<>  1. 

During  eleven  sea  voyages  the  average  figures  for 
i;  M  s>.  /;  .  long)  wei 

D  =  8,500  tons,  speed  15  knots,  4,900  indicated  horse -power  ;  show 
that  u  =  -_N7 

II  M  >    /        btt    1)  |>eed    18'6    knots, 

1  =  7.714.    show  that  ••    |sk 

A  torjH-d,,  boat   1>  -,,11-.  -p.-.i  -2-2  kn..i-,  /=  460;  show 

that  a  =  -2-2-2 

\.  7    A  -hip  whose  displacement  at  starting  is  6,000  tons, 
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uses  5  tons  of  coal  per  hour,  producing  1  indicated  horse-power  for 
an  amount  of  coal  per  hour  which  gradually  increases  and  may  be 

expressed  as  c  =  2  +  ^^.     The  value  of  a  diminishes  according  to 


the  law  a  =  240  —  =  t,  where  t  is  the  time  in  hours  from  starting. 
o 

How  far  has  she  gone,  and  at  what  speed  is  she  going  when  her 
displacement  is  4,000  tons  ?  As  5^  =  6,000  -  4,000,  ^  =  400  hours 
where  ^  is  the  total  time  taken. 

As  11,200  =  * 


4 


(6,000  - 


v  =  13-09  X  (y^—  \   (6,000  -  50'*  -     Calculating  v  for  many 

^2          -" 


+ 

values  of  t,  and  using  squared  paper,  it  is  easy  to  integrate  it.     I  find 
the  required  v  =  13'64,  distance  5,850  nautical  miles. 

In  addition  it  is  worth  while  giving  some  fairly  accurate  results 
for  large  steam  ships. 

DIMENSIONS  OF  TYPICAL  BRITISH  AND  GERMAN  ATLANTIC  LINERS. 


Length 
between 
perpen- 
diculars. 

Ratio 
length 
to  beam. 

Length 
to 
depth. 

Displace- 
ment. 
Tons. 

Indi- 
cated 
power. 

Speed 
on 

trial. 

Britannic  (1874)                       .    .    . 

455 

10-111 

12-640 

8,500 

5,500 

16 

Alaska  (1881)    .    

500 

10 

12-607 

10,500 

18 

Umbria  (1884)   .    .           

500 

8-772 

12-500 

10,500 

14,321 

20-18 

Latin  (1887) 

448 

9-174 

12-274 

7,700 

8,900 

17-8 

Paris  (1888  )  

527-6 

8-373 

12-910 

13,000 

20,600 

21-8 

Augusta-  Victoria  (1888)          .    .    . 

460 

8-288 

11-795 

9,500 

12,500 

19-5 

Teutonic  (1890)      .               ... 

565 

9-826 

13-425 

12,000 

13,680 

19-15 

Havel  (1890) 

463 

9 

12-346 

9,195 

11  500 

19-5 

F  first-  Bismarck  (1891)     .           .    . 

502-6 

8-777 

13-224 

10,200 

14,000 

20 

Campania  (1893)  .    .           .... 

600 

9-231 

14-457 

17,000 

30,000 

22 

Kaiser  Wilhelm  der  Grosse  (1898). 
New  Hamburg  A  merican  liner(  1  899 
Oceanic  (1899) 

625 
662-9 
685 

946 
9-89 
10 

14-544 
15-06 
14 

20,000 
23,000 
25,000 

27,000 
33,000 
25,000 

22£? 
23? 
22  9 

EXERCISE  8.  The  engines  of  a  ship  when  running  steadily  at  a 
lower  power  are  regulated  rather  by  the  lowering  of  the  boiler  pressure 
than  by  keeping  the  links  permanently  shifted  and  are  found  to  use 
213  tons  of  coal  per  hour  when  the  ship  goes  at  15  knots  and  118 
tons  when  the  ship  goes  at  10  knots;  what  coal  does  she  use  at  12 
knots  ?  As  power  is  proportional  to  v3,  if  C  is  the  weight  of  coal 
burnt  per  hour,  we  know  that  C  is  a  linear  function  of  /  (the 
Willans  rule,  Art.  148),  and  therefore 


where  a  and  &  are  constants  and  v  is  the  speed  in  knots. 
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Applying  the  above  figures  we  find  C'=078  +  '00(Hrs.     Hence  at 
12  knots  (7=1  471  tons  p«-r  hour. 

K\I:I:<  ISE  9.    The  above  ship  is   to   make  a  passage  with  the 
•  -st  economy  possible  ;  what  is  the  best  speed  ? 

If  s  is  the  passage  in  miles,  the  timr  tnk--ii  is  -  and  the  total  coal 


f&  "7s 

OOOmmed  is  C-,  so  th:it  it  is  pn«i  »ortional  to  --  h'0004»8. 

V  V 


-0-7H 


+  -0008r  =  0,  or  03  =  975  or  about 


This  is  a  minimum  when 

10  knots. 

EXERCISE  10.  If  economy  of  coal  is  not  all-important;  suppose 
that  the  loss  of  every  hour  is  valued  at  the  worth  of  0'6  ton  of  coal, 
what  is  the  best  speed  .' 

The  total  loss  per  hour  is  now  to  be  taken  as  represented  in  tons 
of  coal,  0-6 +0-78  + -0004  i?3,  or  1 -38 +  '0004  r3. 

The  total  loss  in  the  voyage  is  proportional  to 

—  +  •0004^. 

v 

And  this  is  a  minimum  when  t^  =  1725,  or  v  almost  exactly  12  knots 
It  is  worth  while  trying  what  the  number  representing  the  total 
loss  in  the  voyage  amounts  to  at  other  speeds,  and  I  show  it  in  the 
table.  We  see  that  to  use  a  slightly  different  speed  than  the  best  is 
not  very  harmful. 


rknoU. 

Number  proportional 
to  total  IOM  la 

rknoU. 

Number  proportional 
to  total  IOM  in 

voyage. 

Yoyage. 

10 

•178 

13 

•174 

11 

•IT* 

14 

•177 

is 

-191 

EXERCISE  11.  If  a  is  240,  find  the  speeds  of  ships  of  from  1,000  to 
10,000  tons  when  their  displacements  in  tons  are  numerically  equal  to 
their  horse-power.     Write  your  answers  in  a  table  for  easy  reference. 
For  auxiliary  engines  the  consumption  of  coal  is  about  10  tons 
per  da}-  in  first  class  line-of-battle  ships  and  8  to  3i  tons  in  cruisers. 
143.    The  resistance  to  the  motion  of  a  ship  is  considered 
to  be  m. uli-   up  of  two  parts.     1.    The    skin    friction  in   pounds 
S=fA  I'",  \\h--iv    I'  is  the  speed  in  knots  Mr  vnrn; 

or  painted  wooden  models  or  clean  iron  >hip>.  A  N  th«  \\.-tted  area 
in  v.ju.ir.-  feet,  ./'  i-  IH^  for  ships  of  ov.-r  2<>0  f.-rt  long,  and  O12, 
•0106,  •(><  hip  l.-n-tli^  •  .M.I  :><>  f.  •  •.  At  speeds  of  6 

1  Some  numbers  valuable  to  students  will  be  foun<l  in  Sir  Win.  White's  British 
Association  A< Ureas,  1889. 
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to  8  knots  in  ordinary  vessels  this  skin  resistance  is  about  80  or  90 
per  cent,  of  the  whole  ;  at  high  speeds  it  is  about  half  the  whole. 

2.  A  residuary  resistance  due  to  the  fact  that  eddies  (the 
smaller  part)  and  waves  are  produced.  Eddy  resistance  is  thought 
not  to  be  more  than  8  per  cent,  of  the  skin  resistance  even  at  high 
speeds.  It  is  mainly  caused  by  bluntness  of  the  stern  of  a  vessel. 
In  two  perfectly  similar  ships,  similarly  loaded,  of  lengths  I  and  L,  at 
speeds  v  and  v^/Ljl,  which  are  said  to  be  the  corresponding  speeds,  the 
residuary  resistances  are  proportional  to  I3  and  L3. 

The  skin  resistances  Sl  and  sa  of  the  ship  and  its  model  can  be 
calculated  from  Fronde's  numbers  given  above.  Hence  if  R  is  the 
resistance  in  pounds  of  a  ship  L  feet  long,  A  its  wetted  area  in 
square  feet,  V  its  speed  in  knots,  and  if  r  and  I  are  the  resistance 
and  length  of  a  model  which  is  exactly  similar  and  of  similar 
draught  when  the  model  is  drawn  at  the  corresponding  speed  v 
knots,  where  V :  v  : :  *J  L  :  *,/l,  prove  that  it  follows  from  the  above 
that 

73  l-83(          /Tv  0-085          \ 

R  =  ±-r-  0-009^4  V     jl-2(40       -1 
1A  *      \l/  ' 

if  the  ship  is  more  than  150  feet  long  and  the  model  is  from  8  to  30 
feet  long.  Instead  of  1*2,  which  suits  a  model  of  20  feet  long,  we 
really  ought  to  use  1'33  if  the  model  is  8  feet  long  and  I'll  if  the 
model  is  30  feet  long. 

Example. — Before  building  a  vessel  400  feet  long  of  wetted 
surface  26,000  square  feet,  we  wish  to  know  R,  its  resistance,  at 
V=  12  knots.  A  model  is  made  ten  feet  long,  it  is  drawn  at  a  speed 
of  12-r-v/40  or  1'9  knots  in  the  tank,  and  its  resistance  r  is  found  to 
be  0-9  Ib.  We  find  R  to  be  39,720  Ibs. 

Prove  that  R  in  pounds  x  V  in  knots  -f  307  =  utilised  horse- 
power. In  this  case  we  find  1,550  horse-power.  The  indicated 
power  will  probably  be  more  than  3,000. 

The  vagueness  of  our  knowledge  as  to  the  probable  loss  of  power 
by  friction  makes  any  attempt  to  calculate  R  for  the  above  purpose 
rather  useless,  and  the  better  use  of  the  tank  would  therefore  seem 
to  lie  in  helping  to  improve  a  particular  class  of  vessel. 

The  following  great  simplification  has  recently  been  tried  by 
ColonelEnglish.  Suppose  an  existing  vessel  to  be  run  at  various  speeds 
and  its  indicated  horse-power  noted.  Now  assume  that  the  effective 
horse-power  in  a  new  ship  will  be  the  same  fraction  of  the  indicated, 
that  we  take  it  to  be  in  the  existing  ship — say  one-half.  Find  the 
resistance  of  the  existing  ship  ;it  tin-  speed  Vv  We  wish  to  know 
the  resistance  of  the  new  ship  at  the  speed  Vy  We  only  need  to 


vvi  IM  i;r;Y   ACCOVX  269 

compare  the  wave  and  eddy  resistances,  which  we  shall  call  ll\  and 

Make  two  models,  one  of  ih-  _  and  one  of  tin-  ship 

being  designed.     Let  the  values  of   J',  I>.  >'.  I..  \\'  for  the  two  ships 

and  the  two  models  be  indicated  by  capital  and  small   letter-,  the 

hip  and  its  model  having  the  affixes  r 

S  i-  skin  friction  ;  1)  is  displacement,  which  in  similar  ships  is 
proportional  to  the  cubes  of  the  lengths. 

-,=  rYM^r^  J',   ('/-)••,  and  let  i'=r2;  that  is,  make  the 

\  /  ' \f  /    . . 

second  model  of  such  a  size  that  F2  and  r2,  as  well  as  F,  and  vv  are 
"corresponding  speeds,    and  yet  that  the  speeds  of  the  two  model > 

I  >  i  I '  \fl 
shall  l»e  the  same.    In  fact  -^=  =J|  ~M.     Now  let  the  two  models  be 

(/,  JJ^    \   KO/ 

i  from  the  two  arms  of  a  lever  whose  fulcrum  may  be  adjv 
and  the  ratio  of  the  resistances.  //.  may  he  measured.     Note  that 
we  need  only  find  this  ratio — a  much  easier  thing  to  do  than  to  find 
either  resistance.  Show  that  the  total  resistance  of  the  new  ship  is — 

K~F 

Mr.  Froude's  estimate  of  the  disposal  of  the  whole  indicated 
power  of  a  marine  steam  engine  was : — 

Friction  of  engine,  26  per  cent.;  power  wasted  in  driving  air, 
feed  and  other  piling,  7;  loss  of  power  due  to  slip  of  screw.  Ml  : 
friction  of  screw,  3*8;  loss  due  to  the  greater  resistance  of  a  vessel 
when  the  propeller  2a  working  than  when  the  vessel  is  towed,  15'5; 
jM.wer  really  effective  in  propelling  the  \v-.-el,  387. 

It  i-  usually  stated  (on  what  experimental  authority  I  do  not 
know)  that  in  modern  ships  the  effect i\e  horse-power  is  53  per  cent. 
of  what  is  indicated.  In  the  first  edition  of  this  book,  after  a  long 
d.-cription  ..i  propellers  made  in  France.  1  stated  that  a  well- 

arranged  propeller  utilised  >]rds  of  the  work  actually  given  out  by 

th.-eiigin.-.  Tin-  mechanical  efficiency  of  a  g 1  modern  engine  is 

'85,  and  §  of  percent.  Fronde's  idea  was  that  the  useful 

power  was  the  tract  i.. n  "       of  the  useful  power  of  the  engine:  this 


give  50  percent,  as  the  probable  ratio  of  useful  propelling 
JH.WCI-  to  indicated  power  in  modern  steam  CII;,M 

Students  will  do  well  to  keep  the  following  figures  in  mind. 

In  1845  a  -hip  with  a  total  machinery  and  coal  load 
of  500  tons  (besides  its  cargo  and  hull  load  of  1,000  tons  more)  going 
at8  k  indicated  power  being  335,  used  1  ton  of  coal  per  hour, 
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what  was  the  amount  of  coal  used  per  hour  per  indicated  horse- 
power? Answer.  67.  The  total  weight  of  boilers,  engines,  and 
other  machinery  was  120  tons,  leaving  380  tons  available  for  coal. 
What  was  the  indicated  horse-power  per  ton  of  machinery  ? 
Ansnver.  2 '8. 

What  was  the  locomotive  performance?  Answer.  DW-r-I  is 
nearly  200,  where  D  is  1,500  tons,  v  is  8  knots,  /  is  335. 

The  ship  could  run  at  full  speed  380 -r- 24,  or  15'8  days,  without 
coaling,  a  distance  of  15'8  X  24  x  8  or  3,040  nautical  miles. 

Now  in  1898  a  ship  with  the  same  loading  to  run  at  10  knots, 
its  indicated  power  being  524,  has  a  locomotive  performance  of  250. 
The  total  weight  of  its  machinery  is  50  tons,  leaving  a  weight  of 
450  tons  available  for  coal.  What  is  the  indicated  power  per  ton  ? 
Answer.  10*5.  It  uses  10  tons  of  coals  in  the  24  hours.  This  is  at 
the  rate  of  If  Ib.  of  coal  per  hour  per  indicated  horse-power.  It 
can  run  for  45  days  at  full  speed  without  fresh  coal,  a  distance  of 
10,800  nautical  miles. 

With  forced  draught  the  power  per  ton  of  machinery  is  12  in 
battleships,  30  in  torpedo  catchers. 

144.  Brake  and  Indicated  Power.  The  actual  horse-power 
delivered  from  the  crank  shaft  of  a  steam  engine  (usually  called  the 
brake-horse-power)  is  less  than  the  indicated  power,  because  of 
friction.  In  mechanical  laboratories  it  is  almost  always  found  that 
when  we  give  power  /  to  any  machine  and  receive  power  B  from  that 
machine,  there  is  some  such  law  as — 

B  =  cl-a (1) 

where  c  and  a  are  constants. 

In  my  book  on  Applied  Mechanics  I  have  considered  this  matter 
carefully,  describing  the  methods  of  measuring  mechanical  power 
when  it  is  being  transmitted  through  belts  or  along  shafts,  and  also 
when  it  is  consumed  by  a  brake  for  the  purpose  of  measurement. 
When  we  test  steam,  gas,  oil,  electric,  hydraulic,  or  other  motors,  we 
usually  consume  all  the  power  given  out ;  but  whether  we  consume 
it  or  not,  we  are  in  the  habit  of  calling  it  the  actual  or  brake-horse- 
power. The  total  horse-power  given  to  'the  engine  by  the  steam 
pressing  on  the  piston  is  /,  the  indicated  power.  The  following 
specimens  of  the  sort  of  results  obtained  ought  to  be  plotted  on 
squared  paper,  and  the  student  ought  to  try  for  himself  if  there  are 
some  such  laws  as — 

B  =  0-95  /  -  10,  condensing (2) 

B  =  0'95  /  —  5,  non-condensing    ....     (3) 
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Tin-    engine,   when    working  as  a  c,,nd.-ii-iii-.,'   .-n^ine.  was  supposed 

highest  load  >hown  in  the  table.      When 

working  a>  a  non-condensing  engine  the  highest  figure  is  supposed  to 
be  its  full  power:  in  this  ca-e  tin-  pump-  wen  not  working,  and 
j»r.  sumably  this  is  what  made  the  difference  in  the  character  of  the 


nro, 

/. 

B. 

BII. 

P. 

/. 

B. 

BII. 

F. 

505 

I" 

•80 

10-5 

I  •_•:. 

96 

75 

78 

8-5 

81 

26 

•81 

6 

•_"• 

•31 

.;:. 

9 

24 

i::. 

•7.S 

.;.-, 

17 

to 

•58 

7 

10 

.;:, 

5-5 

s 

0 

0 

8 

55 

0 

0 

5-5 

If  we  denote  by  F  the  power  lost  by  friction,  it   is  evidently 
t  or  at  greater  loads.     Possibly  there  is  some  such  law  as  — 

F  =  —  I  +  10,  in  the  condensing  trials. 


/*=  — 


5,  in  the  non-condensing  trials. 


The  fractional  loss  is  therefore  by  no  means  merely  proportional  to 
the  indicated  or  brakfe-power,  ami  we  always  find  from  our  tests 

of  engines  that  if  \\v  for  sjH-rulativc  jmrposi-s  assume  tin-  frictional 
loss  constant  for  all  loads,  we  are  not  greatly  in  error.  This  is 
really  to  assume  that  c  in  (1)  is  unity.  It  is  the  great  dead  load  of 
all  tin-  parts  of  the  machinery,  the  Hy  wheel,  for  example,  which 
canaefl  tin-  n^ult.  Also,  at  the  same  speed  the  loss  l>y  friction  due 
to  men-  in-  rtia  of  the  parts  of  the  engine  must  he  much  the  same 
for  all  loads.  In  well-made  condrn.-in^  entities  we  may  take  the 
•-  ahont  -Jo  pel-  cent,  of  the  indicated  power  at  full  load,  and  in 
Doo-COndensing  •  n^im-s  as  about  15  percent.  For  the  l.i  ^ine> 

W6  in.  iv  pi-rhap>  subtract  five  from  each  of  the>e  ti^un-s.  A  certain 
triple  ezpanriob  engine  has  giveo  1--  indicated  and  107  actual  —  a 
mechanical  etlici.-ncy  of  88  per  cent.  Tin-re  i>  usually  more  loss  by 
fricti.'ii  in  >in-le  c\Hndt  i  than  in  double  or  triple. 

If  the  frictional  |oxS  \\ere  really  constant,  it  would   be  completely 
r<  presented  by  taking  a  constant  back  pressure  as  representing 
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friction.  Thus  in  an  engine  of  the  size  described  in  the  exercises 
of  Art.  35, 1  find  tli.it  if  ;i  back  pressure  of  about  14  Ibs.  per  square 
inch  for  a  condensing  engine  and  10  Ibs.  for  a  non-condensing  engine 
be  added  to  the  usual  back  pressures  3  and  17  of  the  indicator 
diagrams,  we  may  speak  of  the  calculated  work  or  power  as  actual 
or  brake  work  or  power,  instead  of  indicated.  Hence  the  remarks 
made  in  Art.  'i7. 

For  speculative  calculation  the  following  back  pressures  may  be 
fairly  well  taken  as  representing  the  effect  of  friction  in  well-made 
engines.  pl  is  supposed  to  be  the  initial  pressure  of  the  steam  used 
when  the  engine  works  with  its  greatest  load.  These  numbers  ought 
only  to  be  used  in  academic  problems.  I  know  of  engines  whose 
friction  is  represented  by  back  pressures  of  only  about  half  these. 


CONDENSING. 

NON-CONDENSING. 

Back  pressure  to 

Back  pressure  to 

Greatest  pj. 

take  as  repre- 
senting friction 
at  any  load  of 

Greatest  p\. 

take  as  repre- 
senting friction 
at  any  load  of 

the  engiiie. 

the  engine. 

50 

10 

50 

5 

75 

11 

75 

8 

100 

13 

100 

10 

150 

15 

150 

13 

200 

18 

In  making  such  calculations,  the  results  of  which  are  only  to  be 
employed  in  rapid  speculative  (but  not  altogether  misleading)  calcula- 
tion, let  £>3,  the  indicated  back  pressure,  be  taken  as  3  in  condensing 
and  17  in  non-condensing  engines. 

It  is  only  in  calculations  like  those  of  Art.  35  that  I  venture  to  use 
back  pressure  as  representing  friction.  It  is  quite  a  common  practice 
in  finding  the  power  necessary  to  drive  some  machine  to  take  the 
indicated  power  of  the  engine  when  driving  and  when  not  driving 
the  machine,  and  take  the  difference  as  representing  the  power 
given  to  the  machine.  This  method  may  have  its  practical  value, 
but  it  does  not  measure  the  power  given  to  the  machine,  unless 
we  assume  the  same  loss  by  friction  in  engine  and  shafting  in  both 
cases. 

We  have  very  few  actual  power  tests  of  large  steam  engines. 
Captain  Sankey  published  a  set  from  a  Willans'  engine  capable  of 


XVI 


ROY    ACCOUNT 


273 


!"><)   indicated  hoi-se-p,>  \\.-r  (P        I      .   ' '.    /•.'     L898    <\\^ 
•  i\    on    Mr.    Willans'    1'aper).        Measuring    from    the    published 
diagram    1   find 


I  11 

II    11    I' 

int;, 

94'5 

49 

38 

1  •_'.-> 

0 

I  find  that  B  =  1O3  7  -  1:1.  or  F  =  13  -  003  /. 

Here  we  find  less  power  spent  in  friction  at  a  large  load  than  at 
a  small  one.  It  is  in  contradiction  to  the  sort  of  law  found  in  all 
machines  which  I  have  •  .mined,  and  shows  how  important 

such  trials  on  large  engines  might  be.     It  gives  a  very  good  excuse 
for  the  common  pract !  ^-uming  that   a  constant  hack  )>iv->uiv 

may  ivpn •>•  nt  the  friction  of  an  niginc.  It  \\ill  !)<•  noiii-.-d  that  at 
the  highest  load  published,  which  is  only  f  of  the  full  load  of  the 
•  -1141110,  the  mechanical  efficiency  is  over  90  per  cent.  At  tin- 
average  load  the  friction  would  seem  to  be  represented  by  a  back 
pressure  of  only  -U  Ibs.  to  the  square  inch  on  the  low  j.r.— m. 
piston. 

;i.-  following   measurements  were  made  on  a  com- 
pound eoudi-n^int,'  en^ini-  :  find  the  law  connecting  7  and  B;  also 

ehrek  BII. 


I 

•>s 

223 

136 

B 

249 

189            108 

BII 

•88 

•85 

•80 

Answer.  B  =  -922  7-17. 

tdBKi  The  hii^h  |nv--mv  cylinder  of  the  above  engine  waa 
used  alone  as  a  coinl. rising  engine,  and  the  following  ivsults  w.  re 
obtained;  find  the  law  and  check  l:  I. 


I 

1.-,:; 

109 

56 

B 

128 

88 

38 

BII 

•84 

•81 

09 

Answer.  £  =  O'937-IS. 
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EXERCISE.  The  high  pressure  cylinder  of  the  above  engine  was 
used  alone  as  a  non-condensing  engine.     Here  are  the  results : — 


7 
B 

146 

128 

104 

88 

51 

38 

B/I 

•88 

•85 

•74 

Answer.  B  =  0'95  I- 10. 

The  frictional  loss  of  energy  must  be  divided  quite  differently  in 
different  classes  of  engines.  The  following  is  a  rough  average 
division  sometimes  supposed  to  exist: — 

Crank  shaft  bearings  and  eccentric  sheaves  1  ;  valve  if  un- 
balanced 0'6 ;  valve  if  balanced  0'05 ;  piston  and  rod  0'4 ;  cross 
head  and  slides  0'2 ;  crank  pin  014 ;  total  mechanical  loss  because 
condensation  is  used  0'3  to  0'5. 

145.  We  arc  always  glad  when  related  things,  about  which 
calculations  have  to  be  made,  are  linear  functions  of  one  another,  and 
when  experimental  numbers  show  that  such  a  relation  is  nearly 
true,  we  take  it  to  be  really  true.  This  is  so  in  the  following  cases. 

From  the  following  results  of  experiments  with  a  gas-engine, 
show,  by  plotting  on  squared  paper  and  correcting  for  errors  of 
observation,  that  if  /  is  the  indicated  horse-power,  B  the  brake  horse- 
power, G  the  cubic  feet  of  gas  per  hour,  including  what  is  used  for 
ignition,  then 

G  =  20-3  I+S,G  =  20-4  B  +  45,  B  =  /  -  1-8. 


'• 

B. 

0. 

GIL 

O/B. 

Efficiency. 

13-4             11-6 

280 

20-9 

24-1 

•166 

10-2               8-4 

216 

21-2 

25-7 

•155 

7-3 

5-4 

156 

21-4 

28-9 

•138 

4-6 

2-9 

104 

22-6 

35-8 

•112 

1-8 

0 

45 

25-0 

— 

0 

When  we  plot  the  values  of  G  and  /  and  of  G  and  B  on  squared 
paper,  we  find  points  lying  (speaking  roughly)  in  straight  lines. 

Let  the  student  fill  in  the  columns  showing  G/I  and  GjB.  Also 
from  the  brake  horse-power,  and  knowing  that  one  cubic  foot  of  gas 
per  hour  means  an  actual  supply  of  energy  of  a  quarter  horse-power, 
let  him  fill  in  the  column  of  efficiencies.  (The  calorific  power  of  one 
cubic  foot  of  average  coal  gas  may  be  taken  here  to  be  530,000  foot- 
pounds.) 
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Again,  taking  the  following  experimental  results  from  an  oil- 
engine (1  11).  of  oil  being  taken  to  give  out  11,700  centigrade  heat 
units  in  burning  ,  /  bring  the  indir.it.  d,  B  the  brake  horse-power, 
;in«l  0  thr  po uiuls  of  oil  usrd  p,-r  hour. 


/. 

B. 

0. 

on. 

0/B. 

)•••:.:;. 

7  11 

..77 

6-4 

•M; 

•96 

•128 

6-8 

•82 

.,,,, 

•182 

»  71 

1-06 

•088 

n  VI 

0 

8-1 

— 

0 

Let  the  student  show  that  0  =  0*505  /  +  2'62,  0  =  0  52  B  +  3'1 
and  B  =  Q'98  /  -  '89.  Let  him  also  till  in  the  columns  0/7  and  0/B. 

Prove  that  1  Ib.  of  oil  per  hour  means  8'27  horse-power  actually 
supplied,  and  fill  in  the  column  of  efficiency  as  brake-power  divided 
by  supplied  power. 

A  steam  engine  employed  m  driving  a  dynamo  machine 
delivering  electric  energy  to  customers,  each  load  being  kept  steady 
tor  four  hours,  each  measurement  being  the  average  of  the  results 
obtained  during  the  four  hours.  /  i*  indicated  horse-power;  B  the 
brake  horse-power  measured  by  a  transmission  dynamometer;  the 
rlrctrical  horse -|K>wer  E  is  obtained  1>\-  multiplying  amperes  ai.d 
\olts  to  get  tin-  pi.w.-r  in  watts  and  dividing  by  746 ;  C  Ib.  is  the 
c..al  used  per  hour:  and  II'  11>.  is  the  weight  of  steam  used  by  tin- 
engine  per  hour.  The  governor  acted  upon  the  throttle-valve  and 
not  upon  the  cut  off,  and  the  boiler  pressure  altered. 


/. 

B. 

Ampere*. 

VolU. 

B. 

w. 

c. 

190 

in 

1  ik-iil 

100 

143 

ISM.', 

149 

n.-. 

too 

M 

8770 

:.n 

ins 

86 

MM 

100 

•a 

B080 

65 

43 

219 

100 

29 

9106 

218 

19 

0 

~~ 

— 

~~ 

ISO 

-~ 

First  plot  the  values  of/  and  II'.  /  and  /.'.  K  and  B,  /and  C  on 
squared  paper.  It  will  be  found  that  there  is  approximately  a  linear 
law  in  every  case.  Scr  if  \ou  ^<-\  tome  -urh  la\\-  as — 

1C       MX)  4-  -2\  / 
B  =  95  /  -  Is 

E=  -ms  -  10 

C  =  4-2  /  -  62 

T  2 
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Now  produce  a  few  more  columns  of  numbers  and  study  them. 
Give  W  -r  I  and  G  -r  I.  Give  W±  B  and  C  -r  B.  Give  W-r  E  and 
C  -7-  E.  Also  give  Jf-j-  C.  Observe  that  practical  engineers  use 
occasionally  every  one  of  these  methods  of  stating  the  performance 
of  their  plant. 

Students  may  compare  the  above  results  with  the  following 
average  measurements  made  at  an  electric  supply  station  using 
several  engines  and  boilers  in  1891 : — 


,/. 

E. 

w. 

ft 

Average  for  7  hours,  11  a.m.  to  6  p.m.  .    .    . 

80-3 

57-1 

3268 

552 

Average  for  6  hours,  6  p.m.  to  midnight   .    . 

2277 

163-2 

7122 

742 

Average  for  ]1  hours,  midnight  to  11  a.m.    . 

37 

23-64 

2143 

232 

Twenty-four  hours,  11  a.m.  to  11  a.m.  .    .    . 

97-3 

68-3 

3718 

453 

Here  it  will  be  found  that  although  the  load  was  varying,  even 
when  the  averages  for  the  24  hours  are  taken  with  the  others  we 
have  linear  laws  between  /,  E  and  W,  W  =  1150  +  26'25  /,  and 
j£  =  '72  /  —  2.  But  C  does  not  follow  a  linear  law  with  the  others. 
The  reason  lies  in  the  fact  that  a  spare  boiler  was  used  during  part 
of  the  time,  and  there  is  consequently  a  greater  consumption  of  fuel 
than  if  one  or  two  boilers  had  been  used  the  whole  time.  Since  we 
have  considered  fuel  consumption  in  the  above  exercises,  it  may  not 
be  out  of  place  to  introduce  here  some  figures  from  the  testing  of  a 
water-tube  boiler. 


Steam  per  hour 
from  and  at  100°  C. 
per  Ib.  of  coal. 

Coal  per  square 
foot  of  grate 
per  hour. 
/. 

Water  evaporated 
per  square  foot  of 
total  "boiler  heating 
surface  per  hour. 
This  is  xiot  reduced 

V. 

to  100°  C. 

13-40 

7-74 

1-24 

103 

12-48 

18-6 

3-20 

233 

12-00 

29-8 

4-70 

357 

10-29 

66-8 

8-50 

686 

=  steam  per  hour  per  square  foot  of  grate, /=  fuel  per 


hour 
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per  square  foot  of  grate.     Plotting  w  and/  on  squared  paper,  we  find 

a  fair  approach  to  ;i  linear  law, 

w  =  45  -I-  978/ 


or         j=7 

K  idently  also,  the  total  >t.-uu  per  hour  is  a   linear  function  of 
total  coal  i>i-r  hour. 

146.   \V.>rk  the  following  EXKUCISKS  :— 

1.  In    a  spinning  and   weaving   factory  suppose   each    spinning 
train.'  t.»  need  1  actual  horse-i>ower  for  every  >i\t  y  >|>indles  in  it,  arnl 
that  each  loom  needs  2  horse-power  to  be  actually  supplied.     What 
is  the  actual  horse-power  to  be  supplied  in  tin-  following  cases  ?   Check 
the  numbers  in  the  table. 

2.  Suppose  a  steam  engine  to  have  the  law 

B=  0-95  I-r,-2 

where  /  is  the  indicated  and  B  the  brake  horse-power,  and  that  it 
drives  a  dynamo  which  f.-eds  motors  which  giveout  mechanical  power 

:--h  that  /'  is  0'90  B. 

Find  the  indicated  horse-power  when  driving  the  following  load>. 
Check  my  answ< 

3.  The  above    steam   engine    drives    ordinary   shafting    which 
delivers  power,  P,  to  the  spinning  frames  and  looms,  the  friction 
being  such  that, 

P=  -93  B-  160. 

Find  the  indicated  horse-|>,,wer  when  driving  the  following  loads 
and  so  check  my  ans\\- 


Spindles. 

Loom*. 

ial  horse- 
power needed. 

power,  <  : 
dri\ 

power  by  (haft 
driring. 

!•_'.,  -.1                        <.:, 

MO 

511 

.,'.•_• 

6,000 

^ 

196 

in 

3,000 

M 

98 

1G9 

147.  Two  nujiiies  each  with  the  law  FT=370  +  21'6  B,  where 
W  is  weight  of  steam  ]»er  hour  and  /•'  is  brake  |M»W»T,  are  required 
to  give  out  70  brake  horse-power.  If  sis  the  brnk.  ]...u-  -r  ^iv,  -n  out  by 
the  fii-st.  and  70- '  l>y  the  second,  tind  ./  that  tlie  total  expenditure 
of  steam  may  be  a  minimum. 

Awnoer.  pendfton  i-  :i7«>  f -'l\-$x  +370  +  21-6  (70-ar)  = 

-  1.5 10  =  2,250  Ibs.  per  hour. 
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It  is  therefore  of  no  consequence  what  proportion  of  the  load 
comes  from  each  if  both  must  work.  Of  course  if  one  alone  can 
do  all  the  work  it  only  uses  1,882  Ibs.  per  hour. 

It  is  evident  that  if  there  are  many  engines,  the  best  arrangement 
at  any  time  is  for  all  that  are  working  (but  one)  to  be  working 
at  full  power,  one  at  less  than  full  power,  the  others  at  rest. 

148,  The  following  results  of  the  numerous  tests  made  by  Mr. 
Willans  on  his  condensing  central  valve  engine  (see  Art.  236),  which 
he  used  as  a  simple  or  a  compound  or  as  a  triple  expansion  engine,  are 
interesting.  In  every  case  he  found  that  the  plotted  points  represent- 
ing W  and  /  lay  in  a  straight  line,  r  and  n  being  constant  and  pl 
variable.  W  is  water  per  hour,  /  indicated  horse-power,  r  the  total 
ratio  of  expansion  (intended  by  the  valve  setting;  in  the  tables 
published  by  Mr.  Willans  the  true  values  of  r  are  given  as  measured 
on  the  diagram  taking  clearance  into  account).  '  I  find  that,  using 
the  following  values  of  r,  all  the  compound  trials  fairly  well  satisfy 
the  law: — 

W  =  0  +  al 

Where  /3  =  40  +  "0058  (n  -  100)(r+3'4) 


a  =  12-34  + 


n 

IcT7 


-  0-0105  n 


CONDENSING  TRIALS. 


n. 

r. 

Value  of  If"  in 
terms  Of  /. 

Highest  and  lowest 
values  of  /  in  the 
trial. 

400 
400 

2 
3-45 

70  +  23-47 
90  +  207 

31  -6  and    9'1 
33-2  and    6'9 

Simple. 
Simple. 

400 

2 

29  +  23-87 

33  -6  and  11  -8 

Simple;  steam  much 
wire  drawn  before 
admission. 

400 
300 
200 
100 

4-8 
4-8 
4-8 
4-8 

54+l.V.S  / 
49  +  14-7  7 
45  +  15-1  7 
27-5  +  16-1  7 

40  and  11 
31  and    7  6 
20  and    5'3 
9  and,  3 

Compound. 
Compound. 
Compound. 
Compound. 

400 
400 
300 
200 

10 
15  -5 
15-5 
IS-S 

62+12-87 
75  +  11-57 
(50+12-27 
60+13-2  / 

33     and  12 
27  -5  and  13 
20     and  10  '6 
13  -5  and'  6 

Compound. 
Compound. 
Compound. 
Compound. 

400 
300 
400 

12-3 
12-3 
20-6 

.T7-r>  +  ll-57 
37-5  +  11-47 
41     +10-97 

29-5  and    8  '3 
23     and    6  '7 
22     and    9 

Triple. 
Triple. 
Triple. 
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149.  In  an  electric  light  central  station  it  was  found  that 
when  a  steady  load  was  maintained  for  12  hours,  ;ill  the  engines  and 
boiler*  at  their  full  load,  the  total  electric  energy  given  out  was  4,600 
units  (a  unit  i^  1,000  watt  hours,  and  one  horse-power  is  746  watte) 
and  the  total  coal  consume  1  was  ti  I..MS.  In  regular  working  during 
each  month  of  720  hum-,  44,200  units  (on  the  average  for  a  \ 
were  ^iven  out  for  a  consumption  of  138  tons.  A—  nine  a  linear 
law  connecting  OKI  I  and  power  and  that  it  h<»ld>  for  a  \cragc  power  as 
well  as  steady  power  (aee  my  Applied  M<-i-lmn'f<,  Art.  77).  What  is 

44200  X  12 
the  load  factor  of  the  station  ?     Answer.     '  =   ^'^  or   16 


per  cent.   What  is  the  law  connecting  pounds  of  coal  per  hour  C,  and 
watts  given  out  P?    Answer.  We  haveP  =  -   —  ^  --  or  383,000 

6x  °°4() 

watts  for  C  =  -  -  or   1,120   Ibs.   of  coal   per   hour  and  P  = 

1  _ 

44200x1000  f     „      138x2240 

_  -  or  61,400  watts  for  C  =  -  -  or  430  IDS.  per  hour, 

and  if  there  i>  a  linear  law  it  is  easy  to  see  that  it  is  C  =298  4-  '0021  5  P 

EXERCISE.  If  the  power  factor  sank  to  10  per  cent.,  or  rose  to  20 

or  30  per  cent,  find  the  coal  per  unit.     Answer.    The   full   power 

or  383,000  watts.     The  above  percentages  would  give 


s 


Vft 


38,300,  76,700,  1  1  5,000  watts,  as  the  average  powers.  Applying  these 
in  the  formula  we  get  the  o.al  omsunied.  The  other  numbers  in  the 
following  table  are  easily  found.  One  unit  means  1,000  watt  hours. 


Power  in  watt*. 
P. 

11*.  of  coal  per  hour. 
C. 

Ibe,  of  coal  per  h'.ur 
per  unit. 

Full  load    .    .    .    . 

383,000 

1190 

2-9 

Load  factor  10%  . 
„     16%  . 

••«%  • 

38,300 
61,400 

76,7"" 
115,000 

no 

430 
M 
5M 

MM:; 
7-00 
6-03 

I  71 

Since  the  above  figures  were  given,  all  the  stoam-pipo  arrange- 
ments have  been  simplified.  More  steam  separators  have  Ueen  intro- 
duced. More  pieeautions  taken  in  regard  to  priming  and  leakage, 
and  chimney  draught  ha-  heen  greatly  increased.  The  total  output 
of  the  station  has  l»,-.-n  increased,  but  there  is  about  the  same  load 
factor,  lb'  pet  «•.  nt.,  as  before.  The  full  power  of  the  station  is  now 
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520,000  watts,  with  an  expenditure  of  1,352  Ibs.  of  coal  per  hour, 
and  at  an  average  load  of  83,000  watts,  the  coal  is  482  Ibs.  per  hour. 
Work  out  a  table  like  the  above  one  for  the  reformed  conditions. 


Power  in  watts. 
P. 

Itm.  of  coal  per  hour. 
ft 

Ibe.  of  coal  per  unit. 

Full  load    .    .    .    . 

520,000 

1863 

2-6 

Load  factor  10%   . 

„     16%    . 
„     20%   . 
„    30%    . 

52,000 
83,000 
104,000 
156,000 

420 
482 
524 
626 

8-1 
5-8 
50 
4-0 

The  law  is  now  C  =  316  +  '002  P. 

1 5O.  In  an  electric  light  station  the  load  vanes  greatly,  but 
the  change  of  load  is  so  gradual  that  we  can  shut  down  one  engine 
and  boiler  after  another  in  an  installation  of  many  units ;  one  engine 
only  need  be  on  light  load  at  any  time  and  we  can  gradually  decrease 
the  pressure  in  its  boiler.  Thus  (except  for  the  loss  of  heat  due  to 
the  boilers)  the  engines  are  working  nearly  always  under  their  best 
conditions  and  the  losses  are  mainly  due  to  the  boilers.  In  an 
electric  traction  station  or  factory  where  the  load  is  often  changing 
greatly  and  quickly,  in  a  few  minutes  or  seconds,  it  is  evident  that 
we  must  keep  the  pressure  in  the  boiler  or  boilers  nearly  constant 
unless  the  boilers  are  of  very  small  capacity.  Assuming  any  ordinary 
kind  of  boiler  the  pressure  is  nearly  constant.  The  engine  ought  to 
be  most  efficient  when  working  at  its  average  load. 

In  the  following  case  the  law  is  not  linear. 

EXERCISE.  The  specification  of  an  engine  for  an  electric  traction 
station,  after  a  clause  stating  that  three-quarters  of  the  whole  load 
might  be  thrown  off  or  on  suddenly  without  a  greater  fluctuation  of 
speed  than  5  per  cent,  above  or  below  the  normal  speed,  went  on  to 
say  that  at  30  per- cent,  of  the  full  load  not  more  than  25'3  Ibs.  of  steam 
(at  165  Ibs.  absolute  per  sq.  inch)  was  to  be  used  per  actual  horse- 
power hour.  At  full  load,  or  400  actual  horse-power,  the  consumption 
was  not  to  be  more  than  16'5  Ibs.  of  steam  per  horse-power  hour. 
Now  if  the  engine  satisfied  these  conditions  exactly,  and  was  governed 
by  the  cut  off,  it  would  in  all  probability  be  working  most  econo- 
mically when  giving  out  280  brake  horse-power,  using  1573  Ibs.  of 
steam  per  hour  per  actual  horse-power. 

Suppose  these  three  points  given  :  draw  approximately  the  curve 
showing  steam  per  hour  and  actual  horse-power.  Suppose  the 
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electrical  power  to  be  given  out  at  a  varying  rate,  which  for 
the  sake  of  simplicity  I  shall  take  to  be  shown  l»y  the  sine  law. 
Klectrical  power  -  250-1-150  sinqt ;  and  that  tin-  electrical  power 
is  90  per  cent,  of  th.-  actual  power,  find  the  average  weight  of  steam 
used  per  hour  per  electrical  hor-e-power.  Answer.  19'38. 

Taking  it  that  8A  Ibs.  of  such  steam  i-  evaporated  by  1  lb.  of  coal 
(this   is   tin-   figure   usually  taken  as  true  in  London),  what  is  the 
average  amount    of   coal    per    hour    per    electrical    horse-po 
Answer.  J 

The  a\erai;e  electrical  power  is  250.  If  this  were  steadily  given 
out.  the  consumption  of  steam  would  be  1G'2  11>-.  per  hour  per 
electrical  horse-power;  whereas  the  two  ansu.-rs  would  be  the  same 
if  the  Willans  law  were  true. 

151.  The  tests  at  the  small  electric  lighting  station  at  Leyton 
in  1897  showed  the  following  results,  for  £,  the  electrical  horse-power, 
and  0,  the  coal  per  hour  for  one  gas  engine  and  dynamo.  Assuming 
a  linear  law.  and  that  4.1  electrical  horse-power  was  the  full  load,  find 
the  efficiency  with  load  factors  of  40,  60,  80,  and  100  per  cent,  on  this 


K 

C 

44 

49 

29 

41 

one  engine   and    dynamo.      (For   experimental  results  on  a  whole 
station   with   many  such  engines,  we  have  still  to  wait:  they  would, 
of  course,  show  higher  efficiency  than  these.) 
The  numbers  give  the  law — 

C  =  *;  /:+25'5 

We  calculate    tho    following   values   of    C    from    the    assumed 
values  of  E. 


E 

IB 

M 

27 

18 

C 

H.-, 

44-7 

:;-..  •' 

C/S 

1    I 

1-24 

1-48 

i  M 

Cper  unit 

1    IT 

1  ,;,; 

1    -K 

•jf.i 
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152.  When,  as  in  most  cases  of  hydraulic  work,  change  of 
load  means  change  of  speed,  there  is  quite  a  different  connection 
than  a  linear  law  between  useful  and  indicated  power.     In  working 
with  an  engine,  and  pump,  and  accumulator  at  Marseilles,  the  energy 
given  to  the  accumulator  being  called  useful  power,  it  was  found  that 
the  frictional  loss  of  engine  and  pump  was  20  per  cent,  at  slow  speeds, 
and  30  per  cent,  at  high  speeds.     In  the  lifting  machines  used,  the 
useful  work  was  21  per  cent,  of  the  indicated  work  of  the  engine,  or 
44  per  cent,  of  that  of  the  pressure  water.     In  a  hoist  with  variable 
load,  the  useful  work  was  15  per  cent,  of  the  pressure  water  energy 
with  a  load  of-  half  a  ton,  and  60  per  cent,  with  a  load  of  2  tons. 
This  is  of  course  mainly   due  to   the  dead  weight  of  the   cradle. 
The  practical  efficiency  of  any  general  system  of  hydraulic  supply 
in  towns  is  probably  less  than  50  per  cent,  for  useful  work  -f-  indicated 
work. 

153.  EXERCISE.  If  H  horse-power  is  supplied  at  one  end  of  a 
line  of  pipes  in  a  system  of  hydraulic  transmission,  the  useful 
power  coming  out  of  the  other  end  is  — 


where  for  a  straight  line  a  =  '00374£/p3d5,  where  I  =  length  of  pipe 
in  feet,  d  the  diameter  in  feet,  and  p  the  pressure  in  Ibs.  per  square 
inch  at  entrance. 

If  I  =  10,000  feet  ;  pipes  6  inches  diameter,  or  d  =  Q'5,p  =  700  Ibs. 
per  square  inch.     If  the  useful  power  H  of  the  pump  is  — 

If  =0-77  -25, 
and  if 

C  =  1-257  +  225, 

where  /  is  the  indicated  power  of  the  engine  and  C  is  the  coal  used 
per  hour  ;  find  U  for  the  following  values  of  H,  and  also  C,  and  cal- 
culate the  efficiency  in  the  form  C\  U.  Plot  C  and  U  on  squared 
paper. 

Here  U  =  H  -  3'49  X  l 


C 

1 

// 

U 

CjU 

448 

178 

100 

96-5 

4-1).-, 

537 

•_'.-><  i 

100 

138 

3-90 

626       :<•_>! 

200 

172 

:;•<;.-) 

716       393 

250 

196 

3-65 

811 

469 

300 

206 

3-94 
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It  is  noticeable  here  that  the  economy  does  not  greatly  alter  when 

the  useful  load  alters  very  much. 

154.   K  It  //  is  the  horse-power  given  to  an  electric 

conductor,   the  useful  power  given  out  is  — 


where  a  =  746-ff/fl2,  R  ohms  being  resistance  of  the  mains,  and  v  the 
potential  dirteivmv  at  tin-  receiving  end.  Take  R  =  0  64  (this  is  the 
resistance  of  about  4  miles  of  copper  rod  of  one  quarter  of  a  square 
inch  in  section).  Take  v  =  1,000  volts. 

Then  a  =  746  x  '64/10002  =  477  x  10  -  4. 

If  the  above  values  of  H  be  taken  and  the  same  formulae  for  C 
and  H,  we  get  another  table  interesting  to  compare  with  the  above 
one. 

It  is.  easy  to  frame  many  other  exercises  showing  how  the  economy 
of  a  system  alters  when  the  useful  load  is  altered. 

155.  Mechanical  Transmission.  In  transmitting  power 
through  contrivances  in  which  there  is  approximately  the  solid 
friction  law,  as  through  successive  machines  of  the  same  kind,  or 
uiiv  ropes  and  pulleys,  &c.,  if  we  take  the  system  as  a  continuous 
one;  on  the  length  SI  let  there  be  a  loss  of  horse-power  SP,  and 

dP 

let    —   —  =  «(P+  ty,  where  "  and  f>  are  constants. 
(/I 

The  rate  of  loss  nl>  would  exist  if  no  power  P  were  being 
transmitted,  being  due  to  the  weight  of  parts  of  the  trans- 
mission mechanism  :  due  to  the  bending  of  ropes  or  belts,  &c. 
Solving  this,  and  letting  U  be  the  useful  power  transmitted  to  the 
distance  /, 


U=  H- 

or  it  H  —  U  is  called  Ft  the  power  lost, 
F= 


EXERCISE.  Taking  /  to  mean  the  number  of  the  usual  spans  in 
a  certain  line  of  wire  rope  transmission,  I  find  that  a  =  "03,  b  =  60, 
so  that  if  we  take  I  =  12  spans,  that  is,  there  is  transmission  for  a 
distance  of  about  3,000  feet,  we  find  c  ~  al  =  0'6977,  which  I  shall 
call  7. 

U  =  H  -  (H  +  60)  x  -3=  7ZT-18, 
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whereas  if  there  is  transmission  for  24  spans,  e  -  al  =  '487,  which  I 
shall  call  '5,  and  we  have — 

U  =  "5  H  -  30. 

It  is  interesting  to  imagine  the  above  engine  working  one  of  these 
two  systems,  and  then  the  other,  and  finding  in  each  case  the  coal 
per  useful  horse-power  delivered  when  it  varies  as  in  the  other 
cases. 

At  Schaff hausen  the  average  life  of  a  steel  rope  is  only  1 1  months 
and  the  loss  due  to  this  is  £2  per  year  per  transmitted  horse-power, 
or  35  per  cent,  of  the  gross  income  from  power.  Hence  at  Schaff- 
hausen  electric  methods  of  transmission  are  about  to  be  adopted 
(1899),  the  rope  method  being  discarded. 


CHAPTER  XVII. 


THE  HYPOTHETICAL  DIAGRAM. 

156.  IN  Art.  32  I  nsod  the  rough  and  ready  rule  of  expansion 
pv  constant.  If  a  gas  such  as  air  is  kept  at  constant  temperature  when 
it  expands,  it  follows  very  nearly  the  law,  pv  constant.  But  the  stuff  we 
deal  with  is  steam  with  water  present,  and  even  if  it  were  air,  it  is 
not  by  any  means  at  constant  temperature.  Indeed  it  is  an  astonish- 
ing thing  that  the  rule,  pi)  constant,  should  be  so  nearly  true,  and  yet 
I  have  heard  men  speak  of  this  law  as  "  the  theoretical  law  of 
expansion."  What  meaning  can  they  attach  to  the  word  theoretical  ? 

K\I:U'  IM:  Calculate  the  numbers  in  the  second,  third  and  fourth 
columns  of  the  following  table.  When  found,  plot  v  and  p  on 
squared  paper,  or  in  some  other  way  try  to  get  an  idea  of  the  sort  of 
departure  we  may  sometimes  expect  from  our  rough  and  ivady  rule. 

The  pressures  in  the  third  column  are  calculated  according  to  the 
formulae'  ;n?l>13°  constant,  and  in  the  fourth  column /w°'9  constant. 


Preavure  according 
to  our  roughly  correct 
rule. 

Pre*mire  in  a  badly 
clothed  cylinder, 
piston  leaking. 

PreMure  in  a  steam- 

juckctcdcy! 

1 

100 

100 

100 

1* 

66-7 

2 

50 

r.  7 

:,::  r, 

2i 

40 

:;:,  :, 

•_N  'I 

34 

•_N  •; 

4 

26 

•JIM.I 

In  hypothetical  calculations  I  use  6  for  temperature,  p  for  pres- 
sure (absolute)  in  pounds  per  square  inch,  u  for  th«-  vnlumo  in  cubic 
•f  one  pound  of  steam,  v  for  volumr  in  cubic  feet  in  general,  /•  for 
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the  ratio  of  cut  off;  we  cut  off  at  -th  of  the  stroke.     I  use  affixes  to 

r 

letters,  1  to  indicate  admission,  2  to  indicate  the  end  of  expan- 
sion, 3  the  exhaust.  Thus  p2  means  the  pressure  at  the  end  of  the 
expansion,  u^  means  the  volume  of  1  Ib.  of  steam  at  the  initial  pressure, 
as  given  in  the  table,  Art.  180. 

In  Art.  33  I  asked  the  student  to  find  graphically  the  mean 
forward  pressure  during  admission  and  expansion  to  the  end  of  the 
stroke,  the  back  pressure  being  taken  as  0.  I  call  this  pm,  the 
effective  pressure  being  pe  =  pm  —  ps,  if  p3  is  the  back  pressure. 
Instead  of  taking  so  much  trouble,  the  student  might  have  found  the 
answer  as — 

logtr 


Pm=Pi 

T 

But  if  the  law  of  expansion  is  pv8  constant, 

sr  -  i  _  r  -  8 


s-l 


(1) 


(2) 


EXERCISE.  Comparison  between  the  rules  for  the  following  values 
of  s.  It  is  a  pity  that  one  formula  like  (2)  will  not  serve  us  for  all 
values  of  s.  But  there  is  one  case  in  which  (2)  is  of  no  use  to  us, 
namely  the  most  common  case,  where  s  =  1 ;  let  the  student  try  for 
himself.  He  ought  to  calculate  every  one  of  the  following  numbers, 
taking  jjj  =  1. 

VALUES  OF  pm  FOR  THE  FOLLOWING  VALUES  OF  s. 


r 

0-8 

0-9 

1-0 

1-0646 

run 

1-135 

1-2 

1-333 

•972 

•970 

•965 

•964 

•961 

•960 

•959 

1-5 

•948 

•941 

•937 

•934 

•931 

•930 

•926 

2 

•872 

•859 

•846 

•838 

•833 

•830 

•823 

3 

•743 

•721 

•700 

•687 

•678 

•674 

•662 

5 

•580 

•549 

•522 

•505 

•496 

•489 

•475 

8 

•447 

•414 

•385 

•369 

•356 

•352 

•337 

12 

•351 

•318 

•290 

•274 

•265 

•259 

•246 

20 

•257 

•225 

•200 

•186 

•177 

•173 

•162 

Proofs  of  the  above  Rules. 

I.  The  student  who  knows  a  little  calculus — surely  it  ought  to  be  taught  to 
mere  beginners — knows  that  when  a  fluid  of  volume  v  and  pressure  p  increases 
in  volume  by  the  very  small  amount  5w,  the  work  done  by  it  is  p  .  Sv.  If,  then, 
fluid  at  Uj  and  p,  increases  in  volume  to  i'2,  and  if  its  law  of  expansion  is  pv=p1v1, 
the  total  work  done  is 


/•a  [•**>.  .  v» 

p    dv,  or  pji'j  /     -  av,  or  pn\  log,  -^. 
n  J  n v  "i 
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If  the  pressure  pl  kept  constant   wln-n  tin-  vulimn-  w;i>  im naming  from  0  to  vl 
tin-  work  .lour  wu.s  I-,/*,.     If  tli.    li.i--k  DNMun  i ng  constant,  when  the 

volume  .liiiiuii  •!..  'on  tin-  n-  ik.l.mr  l.y  tin-  fluid  is  /v,  anil 

tin-  t-.t.il  amount  in'all  w,  if  we  indicate  ivV,  by  the  let' 

+  Pir\  log.  »•  -  ;vv 

Now  if   this  is  to  be  the  same  as  the  work  done  under  a  constant  effective 
pressure/',  from  volume  O  to  volume   <•_.  and  no  kick   pressure,  it  ought  to  be 
to /..-_..      Putting  it  equal  :iml  .li\  idiiijj  l»\   •  ,  \\.-tind 


II.   If  ,.•  -  n-mains  constant  during  expansion  and  a  is  not  1. 
.    In  tin-  ulx>ve  proof, 

/*•-'  rt 

/-.'//•  is  7V,'  /    i-1.  ilr,  or  ;>,»•,•(  i..1-'  -  r,1  -')/(!  -  «),  and  hence 
"1  J  M 

P,  =  ft(«-1  -  »"•)/(«  -  1)  -p»..(2) 

I  nearly  always  use  the  first  rule,  but  if  I  want  to  be  more  general  I  use 
p,  =  f,\n  -  j>3,  where  /.'  stands  for  any  of  the  numbers  in  the  above  table. 

In  hypothetical  calculations  nearly  everybody  uses  the  rough  and 
ivn»l\  rule  pv  constant.  To  help  in  calculating  j)M,  and  indeed  for 
other  iv.i-ou-,  1  <4i\r  tin-  table  on  the  following  page. 

If  the  area  of  tin-  piston  is  A  square  inches,  /  the  length  of  the 
stroke  in  feet  (twice  the  length  of  the  crank),  the  steam  supplied  for 

•  >n.   strok.'  is     —  -  cubic  feet,  or  —  —  —  Ibs.   The  work  done  in  one 
144  r  144TMJ 

stroke  is  peAl,  and  hence  the  work  done  per  cubic  foot  of  steam 

is,  if  expansion  is  according  to  the  \&w  pv  constant. 


1  -  easy  to  show  that  this  is  a  maximum  for  given  values  of  pl 
ami  [>,  \\hrii  r  =  pjpy 

The  student  must  bear  in  mind  that  we  are  dealing  with  the 
hypothetical  diagram.  It  is  usually  found  that  wire  drawing, 
cushioning,  and  the  effects  of  clearance,  can-.,-  the  real  pg  of  an 
indicator  diagram  to  be  smaller  than  our  hypothetical  pe  by,  roughly, 
th«-  fraction  cr  of  itself,  where  c  is  the  clearance  as  a  fraction  of  the 
whole  volume.  Mr.  Willans  generally  tabulated  the  ratio  of  his  real 
pt  to  the  hypothetical  pe,  and  he  called  this  ratio  his  plant  efficiency,  a 
name  of  which  I  do  not  approve.  The  plant  efficiency  \\ould  probably 
been  about  97  per  cent,  or  more,  only  for  clearance.  H.  usually 
found  it  less  than  nt..  often  much  leas. 

157.  /  '  Exercises  on  Regulation  and  Economy.— 

The  student  will  in  the  following  cases  (Art.  158)  calculate  pt  or 
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The  Napierian  or  Hyperbolic  Logarithm  of  a  number  may  be  obtained  from  the 
ordinary  Logarithm  of  the  number  by  multiplying  by  2'3026. 


It 

log.  n 

n 

log.  n 

n 

log.  n 

n 

• 

log.  n 

n 

log.  n 

1-05 

•049 

3-05 

1-115 

5-05 

1-619 

7-05 

•953 

9-05 

2-203 

1-1 

•095 

3-1 

1-131 

5-1 

1-629 

7'1 

•960 

9-1 

2-208 

1-15 

•140 

3-15 

1-147 

5'15 

1-639 

7-15 

•967 

9-15 

2-214 

1-2 

•182 

3-2 

•163 

5-2 

1-649 

7-2 

•974 

9-2 

2-219 

1-25 

•223 

3-25 

•179 

5-25 

•658 

7-25 

•981 

9-25 

2-225 

1-3 

•262 

3-3 

•194 

5-3 

•668 

7'3 

1-988 

9-3 

2-230 

1-35 

•300 

3-35 

•209 

5-35 

•677 

7-35 

1-995 

9-35 

2-235 

1-4 

•336 

8-4 

•224 

5-4 

•686 

7'4 

2-001 

9-4 

2-241 

1-45 

•372 

3-45 

1-238 

5-45 

•696 

7-45 

2-008 

9-45 

2-246 

1-5 

•405 

3-5 

1253 

5-5 

•705 

7'5 

2-015 

9-5 

2-251 

l  •:,.-, 

•438 

3  •:>.-> 

i  ••_'(;: 

5  '55 

•714 

7-55 

2-022 

9-55 

2-257 

1-6 

•470 

3-6 

1-281 

5-6 

•723 

7-6 

2-028 

9-6 

2-262 

1-65 

•500 

3-65 

1  -295 

5-65 

•732 

7'65 

2-035 

<Mi.-> 

2-267 

1-7 

•531 

3-7 

1-30S 

5-7 

1-740 

7-7 

2-041 

9-7 

2-272 

1-75 

•560 

3-  To 

1-322 

5-75 

1-749 

7*78 

2-048 

9-75 

2-277 

1-8 

•588 

3-8 

1-335 

5-8 

1  -758 

7  "8 

2-054 

9-8 

2-282 

1-85. 

•615 

3-85 

1-348 

5-85 

1-766 

7-85 

2-061 

9-85 

2-287 

1-9 

•642 

3-9 

1-361 

5-9 

1  -775 

7-9 

2-067 

9-9 

2-293 

1-95 

•668 

3-95 

1-374 

5-95 

1-783 

7  •<).-> 

2-073 

9-95 

2-298 

2-0 

•693 

4-0 

1-386 

6-0 

1-792 

8-0 

2-079 

10-0 

2-303 

•_>•(,.-, 

•718 

4-05 

1-399 

6-05 

1-800 

8-05 

2-086 

15 

2-708 

2-1 

•742 

4-1 

1-411 

6-1 

1-808 

8-1 

2-092 

20 

2-996 

2-15 

•765 

4-15 

1-423 

6-15 

1-816 

8-15 

2-098 

25 

3-219 

2-2 

•788 

4-2 

1-435 

6-2 

1-824 

8-2 

2-104 

30 

3-401 

2-25 

•811 

4-25 

1-447 

625 

1  -833 

8-25 

2-110 

35 

3-555 

2-3 

•833 

43 

1-459 

6-3 

1-841 

8-3 

2-116 

40 

3-689 

2-35 

•854 

4-35 

1-470 

6-35 

•848 

8-35 

2-122 

45 

3-807 

2-4 

•875 

4-4 

1-482 

6-4 

•856 

8-4 

2-128 

50 

3-912 

2-45 

•896 

4-45 

1-493 

6-45 

•864 

8-45 

2-134 

55 

4-007 

2-5 

•916 

4-5 

1-504 

6-5 

•872 

8-5 

2-140 

60 

4-094 

2-55 

•936 

4-55 

1  •.-)!.-> 

6-55 

•879 

8-55 

2-146 

65 

4-174 

2-6 

•956 

4-6 

1-526 

6-6 

•887 

8-6 

2-152 

70 

4-248 

2-65 

•«»:.-) 

4-65 

1-537 

6-65 

•895 

8-65 

2-158 

75 

4-317 

2-7 

•993 

4-7 

1-548 

6-7 

•902 

8-7 

2-163 

80 

4-382 

2-75 

1-012 

4-75 

1-558 

6  "75 

•910 

8-75 

2-169 

85 

4-443 

2-8 

1-030 

4-8 

1-569 

6-8 

•917 

8-8 

2-175 

90 

4-500 

2-85 

1-047 

4-85 

1-579 

6-85 

•924 

8-85 

2-180 

95 

4-504 

2-9 

1-065 

4-9 

1-589 

6-9 

•931 

8-9 

2-186 

100 

4-605 

2-95 

1-082 

4-95 

1-599 

6-95 

•939 

8-95 

2-192 

1,000 

6-908 

3-0 

1-099 

5-0 

1-609 

7-0 

•946. 

9-0 

2-197 

10,000 

9-210 

1  +  log*?*  _  p^  an(j  tne  work  done  per  stroke,  multiplying  by  the 

T 

number  of  strokes  per  minute  and  dividing  by  33,000,  to  get  the 
hypothetical  horse-power.  He  will  also  calculate  the  weight  of  steam 
indicated  per  stroke  (neglecting  clearance)  Al/l^ru^  and  from  this 
the  weight  per  hour. 
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Missing  Water.    In  working  nut    tin-  t'..  Mowing  imi>ortant  excr- 

<>n  a  non-condensing  engine,  tin    -indent  will  assume  that 

tin-  -team  which   is   imt    indicated,  that    is.  which   is  1,1  i.tsing  because 

of  condensation    in    the  c\linder  nr  through  leakage  past  valve  or 

pi-inn.  is  t«.  be  found  by  the  following  rule:  — 

Mi—in;,'  steam        _  .  ,  1  +  r  ,,v 

Indicated  strain  if^n1 

where  r  is  the  mtio  of  cut  off,  n1  is  the  number  ..f  strokes  per  minute, 
d  is  the  diameter  of  the  cylinder  in  inches.  Instead  of  15  we  might 
have  as  small  a  number  as  five  in  a  well-jacketed,  well-drained 
cylinder  of  good  construction  with  four  double  beat  valves,  and  we 
might  have  as  great  a  number  as  30  or  even  more  in  badly  drained 
and  unjacketed  engines  with  slide  valves. 

I  am  not  concerned  just  now  with  a  condensing  engine, 
but  I  may  say  that  instead  of  (1)  I  am  in  the  habit  of  using 
the  rule  (p^  being  the  initial  pressure)  — 


steam  120(1  +  r)  ,n\ 

Indicated  steam  d  »Jnlpl 

in  academic  problems  on  condensing  engines.     Instead  of  120  I  use 
numbers  as  small  as  50  or  as  great  as  300  or  even  more. 

158.  Non-Condensing  Engine,  n  revolutions  per  minute 
means  n1  =  2»  strokes  per  minute  in  the  following  work,  the 
engine  being  double  acting;  piston  12  inches  diameter;  crank  1 
foot,  so  that  /  =  2,  back  pressure  p3  =  17  Ibs.  per  square  inch.  Take 
ul  from  Table  I.,  Art.  180.  Calculate  /  the  indicated  horse-power, 
and  W  pounds  the  weight  of  steam  used  per  hour.  In  Table  II 
Art.  180,  I  give  the  weight  per  hour  of  each  kind  of  initial 
steam  needed  by  a  perfect  non  -condensing  engine  per  horse-power. 
Look  this  up  for  each  initial  pressure  and  multiply  by  each  horse- 
power to  get  H'1,  which  may  be  compared  with  11'. 

The  student  will  plot  W  and  /  for  all  the  cases  on  one  sheet  of 
squared  paper.  He  will  note  that  W  is  &  linear  function  of  /  in  two 
of  the  cases,  and  nofc  in  the  other  two  (see  Fig.  215).  He  ought  to 
plot  them  on  separate  sheets  of  squared  paper  alsn,  plotting  W1 
(not  done  in  Fig.  215)  in  each  such  case. 

I.  The  pressure^  altering.     100  revolution--  per  minute,  r  =  3. 

/.,                                100  90  80  10  60  60  »••  30 

2200  1950  1743  1630  ISM  117  »  !»»'  700 

l.M.T  .....       71  '.»  »••_•  -3  f>'J9  43-4  3.TJI  Jl  I  1  4  "9  6'42 

W,  ......      1  3311  1--JO  1107  986  HO  080 
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II.  Cut  off  altering.  pl  =  75,  n  =  100. 

r               6      5      4     3£      3     2£  2 

W  '          1030    1155    1340    1475    1650    1900  2270 

I  HP'         24-2    30-5    37-9    41'8    48"0    54'8  li-J-8 

\Yi  '.  '.  '.  '.  '.  .   530    665    830    910    1050    1200  1370 

III.  Speed  altering.  pl  =  85,  r  =  3|. 

n      50    60    70    80    90   100   110   120   130  140 

W'    947   1090   1230   1370   1510   1650   1780   1910   2040  2170 

I  HP  25-9   31-1   36-3   41'5   46'7   51-8   57'0   62-3   67'2  72'6 

W  '  '  525   630   735   840   945   1050   1150   1260   13BO  1470 


2890 
72-0 
1570 


150 
231(1 

77-7 
1570 


SO   40   50 
I.H.P 

FlO.  215. 

IV.  Speed  constant  100.     The  pressure  and  cut  off  altering  both 
at  the  same  time  so  as  to  keep  pl  -r  r  =  25. 
Pl 25  50  7">  100  125 


W   . 
I.H.P. 


1 

1489 
10-8 


2 

1537 

34-4 

970 


3 

1598 
48-2 
1050 


4 
1675 
57-9 
1070 


1756 
64-8 
1080 


150 
6 
1836 
74-6 
1100 


\\ll 
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Tin-  student  will  note  that  if  any  point  in  any  of  these  diagrams 
be  joined  to  0  the  origin,  the  sli>jn-  (or  tangent  of  the  angle  of  inclin- 
ation) of  the  line  represents  water  per  hour  per  indicated  horse-power. 
For  anv  engine  it  alw.i  great  with  the  smaller  loads.  It  is  only 

in  the  case  of  varying  cut-off  that  there  is  a  particular  load  giving 
maximum  efficiency, and  it  is  for  this  reason  that  whereas  for  central- 
station  electric  lighting  work  where  the  load  alters  slowly,  many  small 
engines  are  recommended, working  most  of  them  at  full  power;  for 
electric  traction  central-station  work  where  the  load  is  constantly  alter- 
ing, only  one  or  two  engines  are  recommended,  governing  In  the  cut-off. 

In  a  triple  expansion  engine  even  at   full  load  there  is  much 
pansion  ;  hence  cutting  off  much  earlier  in  the  stroke  will  reduce  the 
power  without  much  gain  of  economy  ;  in  fact,  there  is  a  considerable 
range  of  load  possible  with  much  the  same  economy. 

In  a  single  cylinder  engine,  go\erning  by  the  cut-off,  at  its 
greatest  load  there  is  a  late  cut-off;  at  small  load,  a  very  early  cut- 
off: hence  there  is  a  very  much  greater  gain  in  economy  with  less 
load  than  in  compound  or  triple  expansion  engines.  In  all  cases 
there  is  a  great  advantage  in  regulating  by  the  cut-off,  but  it  is  more 
noticeable  in  single  cylinder  engines. 

159.  Condensing  Engine.  Sizes  as  in  the  last  exercise,  p3  =  3. 

missing  steam  120(1  +  r) 

indicated  steam 


If  ;>!   varies  from  100  to  20,  if  r  =  :H,  n  =  100,  calculate    W 
and  /. 

1  + 

/• 


=  -644,  4-jO  = 

' 


pt  =  "644^  —  3,  so  that  /  =  '874  j\  —  4.     Also  steam   //'  used  per 

;:{  /          4-5  \ 
hour  in  pounds  is  ( 1  +  - 


Pl 

\v  te 

I. 

100 

ITTi 

BQ 

14!>-J 

M-0 

60 

1IW                                  is    1 

40 

887 

114 

20 

.-.»_'                         l.-l-.l 

16O.  We  s.  e  various  reasons  for  thinking  that  the  following 
comparison  is  not  altogether  fair ;  but  it  is  not  altogether  unfair. 
.Anyhow,  it  is  worth  making. 

u  2 
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Compare  results  from  the  above  engine  taken  as  a  condensing 
and  as  a  non-condensing  engine ;  but  instead  of  taking  indicated 
power,  which  would  be  too  unfair  to  the  non-condensing  engine,  let 
us  take  actual  or  brake  horse-power,  assuming 

B  =  0'95  /  —  12  in  the  condensing  engine, 
B  =  0'95  /  —  7  in  the  non-condensing  engine. 


Condensing,    r  =  3.J. 

Non-condensing,    r  =  3. 

Pl 

B 

w. 

W/B. 

B. 

W. 

W/B. 

100 

67-2 

1775 

26-4 

61-3 

2200 

35-9 

80 

50-7 

1492 

29-5 

43-3 

1743 

40-2 

60 

34-0 

1199 

35-2 

25-2 

1350 

53-6 

40 

17-fi 

887 

50-7 

7-2 

900 

125 

20 

i-o 

542 

— 

— 

— 

— 

In  pages  257-8  I  give  a  number  of  characteristic  results  of  engine 
tests.  In  each  case  the  engine  may  be  taken  as  working  under  its 
most  favourable  conditions. 

In  each  case  I  compare  the  result  with  that  of  a  perfect  steam 
engine  using  the  same  kind  of  steam.  It  is  right  to  distinguish 
between  perfect  non-condensing  and  condensing  engines,  because 
there  are  a  great  number  of  cases  where  a  supply  of  water  cannot  be 
obtained  for  condensation  purposes. 

161.  The  WiUans'  Rule.  The  calculations  of  Art.  158  for  non-condensing 
engines  lead  to  a  linear  law  connecting  indicated  water  per  hour  and  indicated 
horse-power,  if  r  is  constant.  We  see  the  reason  from  the  following  algebra : — 

pe  =  p^R  -  pa  where  R  stands  for  —  -    or  the  other  function  of  r 

given  in  Art.  156. 

n  being  strokes  per  minute,  A  area  of  piston  in  square  inches,  I  being  length 
of  the  stroke  in  feet,  Ma  being  volume  in  cubic  feet  of  1  Ib.  of  the  steam  initially. 
If  the  actual  total  steam  is  z  times  the  indicated  steam,  /  being  the  indicated 
horse  power,  and  W  Ib.  the  weight  of  steam  per  hour— 

A  In 


W  = 


-  pt) 


60 .  Aln  z 


33000 


144r«1    ' 
From  />j  =  50  to  p1  =  200  I  find  that  with  small  error 


-  =  -0171  +.  -0021  Pl 


(1) 


(2) 


(3) 


(The  student  ought  to  try  this  as  an  exercise.  He  will  find  that  it  is  not 
more  than  1 43  per  cent,  in  error  for  any  pressure  between  60  and  300  Ibs.  per 
square  inch.  See  Ex.  10,  Art.  128.) 
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Inserting  this  value  of  —  ,  in  the  expression  for  Wt  and  using,  instead  of  p,. 

"i 

it*  value  from  the  first  equation 


we  iin.1 

W=  ^  |  -00003  ^/nft(  1  +  8-14^)+;].      ....      (5) 

This  is  of  the  form 

W  =  &  +  o7  ...................      (6) 

I  usually  take  z  to  be  1  4-  our  old  y  of  Art.  159  +  cV  where  cl  is  the  clear- 
ance volume  as  a  fraction  of  the  working  volume  of  the  cylinder.  It  is  evident 
that  if  y  is  of  the  shape  (1)  of  Art.  I.V.I,  or  if  it  has  any  shape  independent  of  plt 
we  have  a  reason  for  the  \Yillans'  rule.  In  condensing  engines  :  certainly  seems 
to  depend  upon  p,  ;  if  we  had  an  exact  law  it  would  be  worth  while  using  it  in 
the  above  work,  although  the  elimination  of  PJ  might  not  be  so  easy  as  before. 

It  is  obvious  that  the  indicated  steam  per  hour  is  a  linear  function  of  7. 
if  r  is  constant,  whether  clearance  is  neglected  or  not.  In  Mr.  Willans'  non- 
condensing  trials  we  see  in  Art.  235  that  y  is  not  a  function  of  p,  and  there- 
fore the  whole  water  per  hour  W  is  a  linear  function  of  7,  which  is  the  Willans' 
rule.  I  have  found  by  careful  trial  that  the  missing  steam  in  Mr.  Willans'  con- 
densing trials  is  only  in  one  or  two  cases  approximately  a  linear  function  of  7, 
and  as  the  indicated  water  is  such  a  function,  the  whole  cannot  be.  Of  course, 
the  Willans'  rule  is  only  an  approximation  to  the  tnith  ;  but  when  the  missing 
water  is  small  in  amount,  the  discrepance  is  small,  as  the  above  algebra  make* 
obvious.  I  would  here  warn  students  of  the  danger  of  assuming  an  empirical 
law  to  be  true  much  beyond  the  limits  of  the  experiments  on  which  it  is  based. 
I  have  read  mischievous  discussions  as  to  the  meaning  of  the  Willans'  rule  when 
I  u  neyatiit  ! 

162.  Exercises  on  Clearance.  To  see  what  is  the  effect  of  clearance  tin 
student  cannot  do  Kt-tter  than  work  one  or  more  exercises  like  the  following.  In 
an  actual  indicator  diagram,  we  have  cushioning.  The  actual  weight  of  the  steam 
present  just  before  admission  ought  to  be  found  ;  and  the  volume  of  an  equal 
weight  at  the  initial  pressure  ought  to  be  subtracted  from  the  volume  of  tin 
clearance  space  itself  to  get  the  clearance  whi»  -h  has  the  same  amount  of  evil 
effect  that  we  find  in  the.se  exercises.  But,  indeed,  this  is  a  small  matter,  and 
there  are  other  small  matters  which  I  might  refer  to,  but  there  is  no  use  in 
trying  to  get  a  hypothetical  indicator  diagram  which  shall  represent  the 
general  case  better  than  ours  of  Art.  156. 

When  the  piston  passes  through  -th  of  its  stroke  let  cut-off  take  place. 

Let  c,  be  the  clearance  volume  in  terms  of  linear  displacement  of  piston.     Steam 
is  really  cut  off  at  1/rUh  of  its  final  volume,  if 


H  =  (/  +  c)  /        +  c     =  r(l  +  c)/  (I  +  cr). 
If  p*  is  the  mean  forward  pressure 

I  f  log.  r1  .. 
/',  >/  +  r)  -;>,c  =  p./ 


The  work  done  in  one  stroke  in  j>.Al. 
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The  volume  of  steam  used  in  one  stroke  is 


M 
lit 


1  -I- 


H 


Thus,  taking  PI  =  17,  A  =  112  sq.  in.,  1  =  2  feet,  n  =  100,  clearance  8  per 
cent. ,  or  c  / 1  =  '08,  the  student  ought  to  find  for  many  values  of  the  cut- 
off, the  indicated  horse-power,  /,  and  the  weight,  Wlbs.,  of  steam  per  hour — 
First,  when  pl  =  200  ;  second,  when  p1  =  150  ;  third,  when  pt  —  100  ;  fourth, 
when  pl  =  75  ;  fifth,  when  p^  =  50.  For  each  case  he  ought  to  plot  the  curve 
connecting  /  and  W  with  and  without  clearance.  These  tables  of  numbers  will 
enable  him  also  for  a  particular  value  of  r,  and  letting  p^  alter,  to  plot  I  and  W. 
Such  curves  carefully  studied  will  give  much  useful  information.  We  are  neglect- 
ing all  missing  steam.  Here  is  a  sample  table,  pl  =  100  : — 


No  clearance. 

Clearance  8  per  cent. 

r. 

/. 

W. 

/. 

W. 

6 

40 

715 

49 

1060 

5 

48 

860 

56 

1200 

4 

58 

1070 

64 

1420 

3-5 

64 

1230 

70 

1580 

3 

72 

1430 

76 

1770 

2-5 

81 

1720 

84 

2060 

2 

92 

2140 

94 

2480 

1-5 

104 

2860 

105 

3200 

EXERCISE.  —  In  a  triple  expansion  engine  where  the  low  pressure  cylinder  is 
nine  times  the  volume  of  the  "  high,"  and  where  the  clearance  in  the  "high"  is 
•15  of  its  volume,  what  is  the  true  fraction  to  take  for  clearance  in  comparison 
with  a  one-cylinder  engine  ?  Answer.  '0167. 

The  effect  of  clearance  is  probably  sufficiently  well  illustrated,  unless  when 
r  is  large,  by  the  simpler  assumption  that  the  clearance  volume  of  steam  is  quite 
wasted,  doing  no  work. 

1  +  logr 
Thus,  pe  =  p1  -  -^—  -  p3, 

and  the  volume  of  steam  used  per  stroke  is 

Al 


c     \ 

rr) 


missing  steam 

I  usually  employ  y  to  mean  .--  ,  .  —  .    ,    A    —  .     It  is  evident  that  in  hypo- 
indicated  steam 

thetical  calculations,  the  effect  of  clearance  is  very  nearly  (except  when  r  is 
large)  to  add  a  quantity  rV  to  y,  c1  being  the  clearance  volume  as  a  fraction  of 
the  whole  volume  to  which  the  steam  expands. 

163.  The  Best  Cut-off.  In  putting  before  beginners  the  con- 
siderations which  limit  the  value  of  expansion,  I  represent  both 
Friction  and  Missing  water  by  a  back  pressure.  It  is  quite  easy  to 
see  that  if  we  might  do  so,  then  p3  being  the  total  back  pressure, 
the  best  value  of  r  is  pl  /  ps,  and  when  this  value  of  the  expansion 

is  used,  the  work  done  per  pound  of  steam  is  144^^  log.  &. 

Ps 
consideration  of  this,  or  of  tabulated  figures,  such  as  a  beginner  can 
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work  <>ut  lor  hiniM-lt'a^  in  Chap  III  -hows  ra>ily  the  great  inherent 
ail\anta_  .11,'  a  Muall  back  pressure.and,  consequently,  of  using 

condensation  It  i>  « a>\  now  to  understand  my  remark>  in  Art.  38. 
In  the  case  of  that  engine,  I  took  a  back  pressure  of  10  Ibs.  per 
squan-  inch  to  represent  the  effect  of  the  missing  water  when  one 
calculates  work  per  pound  or  cubic  foot  of  steam.  As  we  then  used 
steam  of  100  Ibs.  per  square  inch,  initial  pressure,  we  ought  to  use 
the  following  values  of  r : — 

C«*  ENGINE. 


To  get  the  moot 

1-  r   !-••;!.  i  ••! 

r  ought  to  be 

Indicated  work 
Brake  work 
Brake  work 

Indicated  steam 
Indicated  steam 
A  tual  steam 

100-3=  33. 
100  -  17  =  6. 
100-27  =  3-7. 

.  pNM.XMN..     1    NGINE. 


To  get  the  most 

per  pound  of 

r  ought  to  be 

Indicated  work 
Brake  work 
Brake  work 

Indicated  steam 
Indicated  steam 
Actual  steam 

100  -t-  17  =  6. 
100  -r  27  =  37. 
100  -r  37  =  'J  7. 

If  such  exercises  as  those  of  Chap.  III.  are  worked,  and  the  results 
carefully  studied,  the  beginner  will  learn  a  lesson  which  ought  to  be 
impressed  almost  more  than  any  other  on  Steam  Engine  Engineers. 
The  virtue  of  great  expansion  seems  obvious  to  everybody  at  first 
sight.  But  it  is  evident  that  even  if  we  only  consider  indicated 
power  and  indicated  steam,  we  ought  not  to  let  expansion  continue 
till  the  pressure  falls  below  the  back  pressure  py  It  will  be  found 
that  this  will  just  not  occur  if  r  =  Pi/pt.  When  we  consider 
brake  power  and  indicated  steam,  we  ought  not  to  let  expansion 
continue  till  tin-  pressure  falls  below  ps  +  f,  if  /  is  the  frictional 
back  pressure,  that  is,  r  =  ptl(p3  4-  /)•  When  we  consider 
indicated  power  and  actual  strain,  we  ought  not  to  let  expansion 
continue  till  the  pressure  falls  below  p3  +  c,  if  c  is  the  number  which 
to  represent  condensation  enters  into  the  calculation  as  if  it  were  a 
back  pressure.  That  is  r  =  p^  /  (ps  +  c). 

\Vht-n  wt  consider  actual  power  and  actual  steam, — and  although 
we  constantly  forget  it,  this  is  nion-  important  than  any  of  the  other- 
— wt>  ought  not  to  let  expansion  continue  till  the  pressure  falls  !•• 
P*  +  f  +  c>  that  is  r  =  pv  I  (pt  +  f  +  c.) 
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In  all  cases  we  must  cut  off  later  if  we  want  true  economy  rather 
than  if  we  merely  consider  indicated  power. 

In  fact,  in  the  above  example,  to  cut  off  very  early,  say  at  -^rd  01 
the  stroke,  is  to  the  man  who  uses  his  mathematics  in  a  foolish  way, 
to  get  wonderful  economy  :  we  now  see  that  we  get  the  best  results 
if  we  cut  off  at  from  £rd  to  £th  of  the  stroke  if  the  engine  is  con- 
densing, and  at  from  £  to  £rd  of  the  stroke  if  the  engine  is  non- 
condensing. 

There  are  many  other  matters  forgotten  by  these  men,  who  speak 
of  their  absurd  notions  as  'theory,'  and  so  get  true  theory  into 
disrepute  —  the  most  important  is  this  ;  —  even  if  by  cutting  off  very 
early  we  did  get  greater  work  per  pound  of  steam,  this  is  only  one 
kind  of  economy.  There  are  other  kinds  to  be  considered,  for 
instance,  the  interest  and  depreciation  on  the  cost  of  a  large  engine, 
which  one  is  using  at  much  less  than  its  full  power  :  this  is  another 
consideration  to  make  us  cut  off  still  later  in  the  stroke. 

164.  I  want  to  show  now  that  it  is  not  necessary  to  assume  a  constant  back 
pressure  as  representing  the  friction  of  an  engine  when  we  calculate  the  best  r  ;  it  is 
practically  as  easy  to  do  the  work  when  we  take  any  usual  linear  law  (Art.  144)  as 
connecting  B  and  7.  I  shall  take  the  most  general  case. 

If  the  useful  power  is  to  be  delivered  at  the  end  of  a  long  line  of 
shafting,  and  especially  if  it  is  such  that  there  is  nearly  as  much  friction  what- 
ever be  the  power  transmitted,  this  friction  of  the  shafting  may  be  represented 
by  a  back  pressure,  and  if  we  desire  to  get  maximum  useful  power  per  pound  of 
steam  we  must  use  a  later  cut-off  in  consequence. 

Generally,  if  useful  power  U  =  al  -  b  where  /  is  the  indicated  power,  a 
being  less  than  unity  — 


Al2n    f      _     33,000  \ 
"33,000^"         aAl2n) 

oo   |~|Aj'|/) 

so  that  the  back  pressure  to  employ  in  the  calculation  is  "  '   t>    ,  there  being 

n  revolutions  per  minute. 

EXERCISE.  In  the  engine  of  Art.  42,  piston  12  inches,  stroke  2  feet,  100 
revolutions  per  minute,  back  pressure  17  Ibs.,  initial  pressure  100  Ibs.  per 
square  inch,  if  we  may  venture  to  say,  as  we  did  in  Art.  38,  that  missing  water 
may  be  represented  in  economy  calculations  as  a  back  pressure  of  c  =  10  Ibs.  per 
square  inch,  and  if,  U  being  the  power  given  out  at  the  end  of  a  transmission 
system, 

V  =  -QI  -  15     ..................    (1) 

qq  nrin 

As  is  0-7366,  (1)  may  be  written 

fi  Al2n   f         15  x  33,000 
'6*'- 
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The  back  pressure  to  use  as  representing  friction  i-  ti.-  :.  I  >  j.    Ami  we  have  the 

nil.-- 


To  get  the  most 

1  -  :   i  -    .  •  ,  !     1 

r  ought  to  be 

Indieated  work 
Iiiilii-att-il  work 
Useful  MI  nk 
Useful  work 

Indicated  steam 
ial  steam 
Indicated  steam 
Actual  steam 

100-17    =5-88 
100-27    =3-70 
100-35-4  =  2-82 
100-5-45-4  =  2-20 

We  see,  in  fact,  that  if  x  is  any  quantity  such  as  "  useful  power,"  or 
"electrical  power,"  or  "yards  of  sttitl  woven  "  per  hour,  or  any  other  which  is 
a  linear  function  of  /  so  that  x  =  al  -  b,  where  a  and  6  are  constants  ;  and  if  /<,  is 
the  hack  pressure  of  tin-  indicator  diagram,  and  /.,  the  initial  pressure,  and  if  £  is 

33,000  x  —       ,  the  cut-off  which  will  give  maximum  x  per  pound  of  indicated 

steam  is  given  by 

*"  =  Pi  *  (Pi  +  0)- 

and  per  pound  of  actual  steam  r  =  Pi/(pj  H-  e  +  0). 

165.  In  calculating  the  work  done  per  pound  of  steam,  my  excuse  for  using  a 
back  pressure  term  (r)  to  represent  condensation  is  this,  that  it  represents 
known  facts  not  much  more  unfairly  than  any  other  method,  and  it  lends  itself  at 
once  to  an  easy  way  of  putting  before  a  beginner  the  evil  effects  of  attempting 
to  get  too  much  expansion.  Even  the  student  who  takes  up  the  subject  in  the 
more  correct  way  of  Art.  168  will  be  glad  to  use  this  c  in  thinking  about 
practical  problems. 

I  was  led  to  its  use  in  the  following  way.  The  late  Mr.  Willans,  as  the 
result  of  his  great  observation  and  experience,  arrived  at  this  rule  for  his  own 
non-condensing  engines,  whether  single  cylinder  or  compound  or  triple  expansion  ; 
— The  indicated  work  done  per  actual  cubic  foot  of  steam  is  greatest  when 

r  =    ,'.     Mr.  Willans  gave  a  theory  to  explain  the  reasonableness  of  this  rule, 

whii-h  was  not  correct  in  my  opinion.     The  following  way  of  looking  at  the 
matter  is,  I  think,  reasonable. 


p.  being  Pl 


-Pi 


(1) 


pt  lx  ing  initial  pressure,  pt  the  indicated  back  pressure,  say  17  Ibs.  per  square  inch 
in  a  non -condensing  engine,  r  the  ratio  of  cut-off;  the  work  done  in  one  stroke 
of  length  /  feet,  piston  .-1  square  inches  in  area  is  ji,AI ;  the  cubic  feet  of  steam 

supplied  to  do  this  work  being  -  rn  ,  we  have  ir  the  indicated  work  done  per 
cubic  foot  of  steam  as 


m,,, 


02) 


Itecause  of  condensation,  we  get  less  than  this  amount.     Let  the  amount 
of  work  lacking  per  cubic  foot  of  steam  be  x  and  write  p.  as  in  (1),  and 

we  _••  : 


to  =  \44Pl  (1  +  log.  r)  -  144 


(3) 
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To  make  w  a  maximum  by  obtaining  the  best  value  of  r  we  put  -j-  =  0,  or 


79 

But  if  the  practical  rule  is  correct  this  will  agree  with  r  =  Q.  and  inserting  this 

SCO 

value  of  r  in  (4)  we  are  led  to 


rlv 

or        =  144  (25  -  P,) 


144  x  25  -  U4p3  -  ~  =  0 


or  as  p3  =  17,  -,—  =  1152,  x  =  \\52r  +  constant.     That  is,  the  lacking  work  per 

ill* 

cubic  foot  of  steam  is  a  linear  function  of  r,  the  ratio  of  cut-off,  a  rule  which 
cannot  be  said  to  be  contradicted  by  experimental  facts  if  we  say  that  it  can 
only  apply  within  reasonable  limits. 

If  there  is  no  condensation,  that  is,  if  x  is  0,  (4)  gives  us  the  rule  r  =  pjp^, 
and  it  is  obvious  that  our  new  rule  is  exactly  as  if  instead  of  the  ordinary 
back  pressure  j?3  =  17,  we  had  an  additional  back  pressure  of  8  Ibs.  per  square 
inch. 

166.  Since,  then,  my  idea  is  in  agreement  with  the  practical  rule  adopted 
by  Willans  in  his  single-acting  engine,  it  is  worth  while  to  see  if  it  agrees  with 
actual  experiments  on  condensation  in  cylinders.  I  found  that  it  did  agree  very 
well  indeed  with  the  results  of  Messrs.  Gateley  and  Kletch,  which  I  tried  first 
because  I  thought  them  much  more  to  be  relied  upon  than  any  others  ever  made 
on  the  cylinder  of  a  double-acting  engine. 

Thus  taking  condensation  to  be  represented  by  a  back  pressure  c  we  have, 
if  w  =  work  done  per  cubic  foot  of  steam  as  above 

w  =  144{pi(l  +  log.  r)  -  r(pa  +  c)}  .........    (1) 

But  what  an  experimenter  usually  measures  is  x,  the  part  of  a  whole  cubic 
foot  of  steam  which  is  missing  at  cut-off, 
From  this  point  of  view,  not  using  c, 


w  =  (1  -  *)144{pi(l  +  log.  r)  -  p3r}    ........    (2) 

Putting  (1)  and  (2)  equal  to  one  another  we  get,  if  pe  =  p\  —  -  p*, 


(3) 


To  test  therefore  the  worth  of  my  assumption,  we  must  try  under  what 
circumstances  we  may  consider  pex  to  be  constant. 

Gateley  and  Kletch  (in  1884)  testing  an  engine  with  a  single  unjacketed 
cylinder  and  Corliss'  valve  gear,  d  (the  diameter  of  cylinder)  being  18  inches  ; 
I  (or  twice  the  length  of  the  crank)  being  3  "5  feet,  obtained  the  following  results. 
There  was  not  much  variation  of  speed. 

On  plotting  the  values  of  pex  for  the  engine  when  used  as  a  condensing 
engine,  on  squared  paper  with  p1  as  the  abscissa,  I  found  so  fair  an  approxima- 
tion to  a  straight  line  that  I  am  convinced  that  there  is  almost  no  better  way 
of  representing  these  results  than  to  take  c  as 

c  =  0-  !!);>,  when  condensing. 

c  =  U'Uty,  when  non-condensing. 
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Thus,  tlnT.-fc.i-r,  to^iil.j.-.-t  my  notion  to  a  rather  severe  test,  I  li.-ivr  i-,-il<:ulated 
P.*  *  /',- 


/', 

ft 

r 

M 

» 

X 

c  or  p^c. 

61-5 

4-2 

1-70 

34 

51-20 

•227 

11-6 

•19 

39 

0044 

471 

•20 

ii-J  1 

»  -.I 

8-06 

:w 

•:w!» 

I:M 

41 

49-1 

i  g  x-j 

•601 

7-9 

•16 

78-8 

4-81 

35 

If  -7 

•18 

664 

:n-77 

478         i.v-J 

41 

584 

4-lu 

36 

•jx  -.  is 

•369           l"4 

•20 

19*6 

171; 

:u 

17*89 

•414             71 

•19 

26-7 

4*11 

:;» 

11-76 

•41-J            4-9 

•18 

65-4 

It  7 

M 

36-09 

•109 

3-9 

•06 

50-4 

14'8 

-'471 

48fi 

5-8 

•11 

40-5 

14-9          2-49            .'14 

1640 

•159 

2-6 

•« 

Us           •_'•!.-, 

33 

8-51 

471 

2-3 

•08 

Any  one  accustomed  to  deal  with  such  experimental  n-sults  will  say  that  the 
discrepancies  in  p*c/}>i  from  constancy  are  surprisingly  small. 

Messrs.  Emery  and  Loring  in  their  famous  experiments  in  1874-5  fouml 

that  the  best  value  of  the  cut-off  was  given  by  r  =  1  +  Qy     It  will  be  found  that 

for  all  values  of  j^  aliove  ,V>,  this  really  corirs|.<>M.U  to  our  using  in  the 
mi-thod  of  calculation,  a  total  back  pressure 


167.  As  I  have  already  said,  Mr.  Willans  used  a  practical  rule  for  best  ex- 
pansion in  non-condensing  engines  (single,  compound,  and  triple),  which  really 
comes  to  using  a  total  back  pressure  of  25.    I  am  sorry  to  say  that  I  ram 
thr  inlr  l.y  his  non-condensing  experiments,  as  in  vn  y  f«-w  of  tlirm  did  he  let 
;<,  mid  /•  vary  iii<lc|>cihlri!tly.      His  single-cylinder  results  would  point  to  using  a 

c  whose  value  is  42^L-=-    -   (where  rf-  14"),  only  that  we  may  just  as  well  «  ritr 

•  /s  i, 

1050  -  p-  ,  since  he  varied  ras  well  as  ;>,  ami  tliis  la-t  rule  would  upset  mv 
'/  \  « 

scheme.     All  his  compound  non-condensing  results  might  point  to  som. 

rule  as  c  «   —  . 
n 

I   luivo  not    tried   his  condensing  resultn,  and   I  mention   these   fn.-t*   lien- 
ni.-ic  I  -M!.I.  -lit  that  although  the  idc-.i  of  a  bai-k  pressure  >  in.l.  |M-H.|.  nt 

of  r)  as  representing  for  some  purposes  the  effect  of  ••••ii.l«-n-.it  i.-n  .UK)  leakage, 
is  exei  •  'In.il.le  \*h.  showing  1-  'lie-  limit.  itic>n>  in  the 

value  of  mile  It  t-\|kiii-nin  ;   \et   M   is  not  Mitlic-i.-ntly  well  e~tal.li-h.-d  f..r  us  to  nse 
it  for  ii.ueh  inc.  re  thai;  •  -tent. 
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168.  When  we  thought  that  the  missing  water  might  be  regarded  as  if  it 
were  represented  by  a  back  pressure  c,we  saw  that  the  best  cat-off  was  given  by 


Pi  +  c 
and  the  maximum  work  that  could  be  done  per  pound  of  steam  was 


It  seems  more  correct,  and  for  some  kinds  of  engine  it  must,  I  think,  be 
more  correct  to  calculate  from  the  value  of  y,  where 


y  = 


missing  steam 


indicated  steam 


If  the  total  steam  is  2  times  the  indicated  steam,  the  work  done  per  pound 
of  steam  is 


144  ttiiftfl  +  log.  r)  -  p3r\  -f  2       ..........    (1) 

This  is  a  maximum  when 

z(Pi-  -  Ps)  =  {Pi(l  +  log-  r)-p3r}-^      .......    (2) 


Now  let  z  =  a  +  0r,  say,  where  a  and  /3  may  be  functions  of  p1  and  n,  and 
we  find 

ft/ft  =  £-£  log.  r  ................    (3) 

For  given  values  of  pl  and  p3,  a  and  £,  it  is  easy  to  find  by  trial  the  best  value 
of  r.     If  this  best  value  be  used  it  is  easy  to  see  by  inserting  this  value  of  Pi/Pi 

144  "  /' 
in  the  work  expression,  that  the  work  per  pound  =   -         —  log.  r. 

I.  When  there  is  no  missing  water  the  work  per  pound  is  144  u1pl  log.  r. 
The  value  of  r  being  Pi/p3. 

II.  Non  -condensing  engine,   probably  z  =  1  +  br.      The  work  per  pound 
is  144  U^P!  log.  r,  and  the  value  of  r  is  given  by 


. 

Pi      r 

This  may  be  applied  to  the  case  where  there  is  no  condensed  or  leaking 
water,  but  there  is  a  clearance  volume,  which  is  the  fraction  c1  of  the  working 
volume  of  the  cylinder,  and  we  simply  use  c1  instead  of  6. 

Or  C 

If,  again,  y  of  Art.  157  is  T~T=  we  merely  use  —j=  +  c1  for  b. 

HI.  Condensing  engine  2  =  1  H  ---  ^—  so  that  a  =  1  -  apl     » 

144  U&L  log,  r 

Work  per  pound  =  ~  IT" 

1  -op, 

and  the  best  value  of  r  is  given  by 


rvri 
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I  .\'  :.  i-t .   In  .1  in. ii  ..•!!•!.  M-  <if  a  certain  size  at  a  certain  npeed, 

2  =  1  -  -f-     /-.     Kitnl  /•  to  give  the-  U-st  «<-tual  work  per  pound  of  steam,  letting 
8       8 

the  frirtion  of  tin-  m^mr  tie  represented  by  a  back  pressure.  Take  />,  =  27, 
pt  =  100,  find  the  best  value  of  r,  and  the  work  per  pound  w  lu-n  thia  beat  value 
is  used.  For  the  U-«t  /-, 


1 


27 


Taking  various  values  of  r,  and  calculating  the  value  of  this  expression,  and 
using  squared  pu|»-r,  I  tind  that  r  =  2*646  satisfies  it  nearly,  and  the  work  per 
IMIUIH!  is  1'JX  »,/>,  lo^.  *2'646  or  124*5  »/,/*,,  or  54200  foot-pounds.  Now  if  tlu-re 
were  no  condensed  water  the  best  value  of  r  would  be  3*703,  and  the  work  per 
pound  of  steam  would  be  82,000  foot-pounds. 

By  drawing  a  curve  showing  -     -  log.  r  for  various  values  of  r  on  squared 
r*     y 

paper,  it  is  easy  to  find  those  values  of  /•  which  give  to  this  the  value  27//>,  and 
so  we  find  the  following  other  most  economical  values  of  the  cut-off.  I  tabulate 
also  r1  aa  giving  indicated  work  most  economically,  and  it  is  interesting  to  com- 
pare them  both  with  the  \Villnns'  rule.  This  shows  why  Case  IV.,  p.  290,  waa 
so  uneconomical  with  light  loads. 


ft.  .  • 

200 

150 

100 

75 

50 

r    .     .     . 

3*59 

3*20 

•_'(•.-> 

2^1 

1*68 

r1  .     .     . 

4-13 

3*80 

3*28 

•J   xs 

Wilhuu'r 

8 

1 

4 

1 
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CHAPTER  XVIIL 

TEMPERATURE   AND    HEAT. 

169.  IN  the  first  part  of  this  work  I  have  usually  expressed 
temperature  on  the  Fahrenheit  scale  because  all  practical  engineers 
use  that  scale.  I  am  sorry  that  this  should  be  so,  as  scientific  men 
both  of  the  English  and  other  races,  calculate  in  and  think  according 
to  the  Centigrade  scale.  To  the  average  practical  engineer,  this  is 
of  no  consequence  because  he  cares  nothing  about  Physical  Science, 
and  as  he  never  calculates  (except  in  that  sense  in  which  any 
shopkeeper  may  be  said  to  calculate)  he  rather  welcomes  artificial 
obstructions  to  calculation,  and  it  is  astonishing  how  much  obstruction 
is  caused  by  that  obnoxious  32°. 

To  the  one  or  two  engineers  who  are  interested  in  science  it 
does  not  matter  either,  because  they  use  both  scales  readily  ; 
but  it  is  of  enormous  consequence  to  young  men  trained 
scientifically,  because  even  a  small  thing  like  this  will  gradually 
create  a  disinclination  to  keep  up  their  acquaintance  with  physical 
science. 

It  is  imperative  that  the  young  engineer  should  think  in  the 
scale  which  he  practically  uses,  but  the  disadvantages  of  the  use  of 
either  scale  by  itself  are  so  great  that  during  the  writing  of  this  book, 
all  temperature  measurements  have  been  altered  from  one  scale  to  the 
other  four  times.  I  have  therefore  come  to  the  conclusion  that  in 
general  heat  problems  I  will  use  either  scale  indifferently  and  in 
practical  steam  engine  problems  I  will  incline  rather  to  the  use  of 
Fahrenheit.  I  would  use  only  the  Fahrenheit  scale  if  it  were  not 
that  I  want  no  readers  who  are  ignorant  of  chemistry  and  physics, 
and  they  must  have  used  only  the  Centigrade  scale  when  studying 
those  subjects.  I  am  glad  to  say  that  I  know  of  no  science  class 
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or   text    hook  on    (hex-    siihj.-cts    in    which    tin-    Fahrenheit    scale    is 

Steam   from   water    l»oiling   under  atmospheric   jir.  -ssiire  is  at  a 
temperature  called  100°  C.  or  ~2\-2  F    Th«-  temperature  of  melting 

-  called  0  °C.  "i-  89  I  Tin-.-  two  point^  h.-in^  marked  on  a 
mercurial  thermometer  (.UP!  nner  ought  to  make  a 

thermometer  tor  himself  and  graduate  it  and  compare  it  at  various 
temperatures  with  a  good  .standard  one),  the  volume  L.'tweeii  is 
divided  into  Iso  equal  Fahrenheit  or  KM)  Centigrade  de^i-  •  -  Hence 

•hat  if  /is  a  Fahrenheit  reading  and  <•  is  a  Centigrade  reading 

for  the  same  tempera1 

/_- 

ISO        "    100 

If  this  equation  inhered  there  is  no  difficulty  in  changing 

at  oner  from  one  kind  of  reading  to  another.     It  may  be  written 


Or,  in  WOT  F.  and  0°  C.  correspond;  212°  F.  and  100°  C. 

correspond.  Therefore  subtract  :>-2  from  the  Fahrenheit  reading. 
multiply  I  iy  5.  and  divide  hy  !»,and  we  have  C'entigrade  reading.  Or 
multiply  Centigrade  reading  by  9,  divide  by  5,  add  32,  and  we  have 
Fahrenheit  reading. 

An}'  change  in  a  reading  Fahrenheit  multiplied  by  5  and  divided 
•  the  same  change  in  the  reading  Centigrade. 

To  get  absolute  temperature  Fahrenheit,  add  4607  to  the 
ordinary  reading.  To  get  absolute  temperature  Centigrade,  add 
J7:;7  to  the  ordinary  reading. 

1.  Convert  the  following  readings  to  Fahrenheit.    At  atmospheric 
pressure  mer.-ury  freezes  —  39'4°  C.,  ice  melts  0°  C.,  greatest  density 

iter  4°  C.,  blood  heat  36'6°  C.,  water  boils  100°  C.,  red  heat 
526°  C.,  cast  iron  melts  1530°  C. 

Answers.  -  38'9°  F.,  *2    K     :  »  2°  F.,  97'9°  F.,  212°  F.,  969    I 
F. 

2.  What  is  the  C.  equivalent  to  a  difference  of  temperature  of  15 
on  the  F.  scale  ?    Answer.  8 

Change  the  following  readings:  -Polished  steel  is  of  a  deep  blue 
colour  at  .">SO  F..  pale  straw  colour  at  460  I"  1  i  \\  .  ,-s  at 

Js   F.    Answers.  3045°  C.,  23775°  C.    -M 
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Change  the  following  Centigrade  temperatures  and  quantities  of 
heat  (see  Art.  175)  to  the  Fahrenheit  scale. 


Moiling  points  at 
atmospheric 
pressure. 

1  .at  di  t  heat  of 
vajMiur,  alxive  atmo- 
spheric pressure. 

Ratio  of  volume  of 
vapour  to  volume 
of  liquid  per  pound. 

Sulphur              ... 

444  '5°  C. 

Centigrade  heat 
units. 

Mercury                . 

350 

62 

Oil  of  turpentine     .... 
Water    

i.v.i-:} 
100 

74 
536 

193 
1696 

Alcohol          .       ... 

77-9 

202 

528 

Bromine                     .            . 

58 

45-6 

Bisulphide  of  carbon  .    .    . 
Ether     

46-2 
34-9 

86-7 
90-4 

298 

1 7O.  The  latent  heat  of  fusion  of  ice  is  79  Centigrade  heat  units 
or  142  Fahrenheit.  I  would  give  a  table  of  the  latent  heats  of  fusion 
of  some  other  substances,  but  inasmuch  as  good  authorities  give  quite 
different  numbers  it  seems  on  the  whole  better  to  leave  them  out 
altogether.  Rankine  gives  500  as  the  latent  heat  of  fusion  of  tin 
and  Box  gives  26'6.  Rankine  gives  148  for  spermaceti,  Box  46'4. 
M.  Person  gives  the  empirical  formula  for  substances  generally 

L  =  (JT2-JSri)(6>°C  +  160) 
or  L  =  (KZ-KJ  (0°F+256) 

where  Kv  and  JT2  are  the  specific  heats  in  the  solid  and  liquid  states 
and  0  the  temperature  of  fusion  at  atmospheric  pressure,  L,  the  latent 
heat  of  fusion.  Regnault's  latent  heat  of  steam  is  in  Centigrade  units 

L  =  605-6-0-695  0-3-3  x  10-*  (0-4)3 

change  this  to  Fahrenheit.  Answer.  L  =  1091'7  -  0'695  (0  -  32) 
-r03xlO-7(0-39)3. 

Commonly  we  use  in  Fahrenheit  units 

L  =  966-0-7  (0-212)  or  1092-0-7  (0-32)  or 
1114-4-0-7  6  or  1436-8-0-7  t 

change  these  to  Centigrade  units  and  also  to  foot-pounds. 

Rankine's  formula  for  saturated  steam,  p  being  in  Ibs.  per  square 
foot,  and  t  the  absolute  temperature  Fahrenheit  (t  =  6°  F.  +  4607) 
is 

log-10^  =  8-28203-  j-^ 
where  Iog.i0  B  =  3'441474,     log.10  C  =  5'583973 
alter  these  to  Centigrade  and  pounds  per  square  inch. 
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Many  temperatures  are  stated  in  this  Iw.ok.  -imeiimes  on  the 
Fahrenheit,  sometimes  on  the  Centigrade  MM!-  •:  convert  them  into 
the  other  scale.  F<»r  example  t«->t  tin-  numbers  ^ivi-n  for  tempera- 
tures in  the  Tables,  Art.  IM>.  It  will  be  observed  that  I  use  6  for 
the  ordinary  and  /  f«»r  the  absolute  temperature  on  either  scale. 

171.  Expansion  of  Solids  and  Liquids.  The  linear  ex- 
pand-in «>f  bodies  1)\-  heat  is  practically  proportional  to  tin-  rise  of 
temperature.  Tin-  values  of  a,  the  co-efficient  f«>r  linear  expansion 
(the  fractional  increase  in  length  for  a  rise  in  temperature  of  1° 
Centigrade),  an  supposed,  I  have  no  doubt  (juite  incorrectly,  to  be 
the  ful  lowing  numbers  divided  by  105:  —  Aluminium,  2  :U  ;  copper 
gold,  1  '45  ;  iron,  1-2:  lead,  2  Do  ;  platinum,  0'9  ;  silver,  1*94; 
tin.  2-27  :  zincs  2'9  ;  brass  (71  copper  to  29  zinc),  1'87  ;  bronze  (86 
copper  to  10  tin  to  4  zinc),  T8;  <  lei-man  silver,  1'8  ;  steel,  I'll  ; 
l>rick,  0'5  ;  glass,  0'9  ;  granite,  00;  sandstone,  1*2;  slate,  1*04;  box- 
wood (acr.i-s  the  fibre),  6'1  ;  boxwood  (along  the  fibre),  0'3;  oak 
(acr  oak  (along),  0'5  ;  pine  (acroas  ),  :{  4  :  pi  ne  (along),  0'5. 

The  co-efficient,  k,  of  cubical  expansion  is  three  times  the  co- 
efficient ot  linear  expansion,  because  (1-f  a)3  =  l+3a,  is  practically 
correct  for  these  small  values  of  a.  The  average  values  of  k  between 
0°  and  100°  C.  are  the  following  numbers  divided  by  103  :  —  Alcohol, 
1  i>ii  :  mercury,  0'18  ;  olive  oil,  0'8  ;  petroleum,  T04  ;  pure  water,  0'43  ; 
sea  water,  0'5.  Column  7  of  the  table,  Art.  180,  gives  more  exactly 
the  volume  of  water  when  subjected  to  the  pressure  corresponding  to 
emperature. 

The  student  is  supposed  to  have  worked  many  exercises  like  the 
following  ones  :  — 

1.  Steel  rails  at  0°  C.  have  an  aggregate  length  of  1  mile.  What 
is  the  length  at  33°  C.  ?  Answer.  I  mile  23'2  inches. 

_  A  vertical  column  of  water  12  feet  high  is  heated  from  4°  C. 
to  210°  C.  under  steam  pressure.  If  its  section  remains  constant, 
what  is  its  increase  in  length  ?  Answer.  2'06  feet. 

A  cylindric  plug  of  copper  just  fits  into  a  hole  4*  diameter 
in  a  piece  of  cast  iron.     After  heating  the  mass  to  1240°  C.  by  how 
much  is  the  diameter  of  the  hole  too  small  for  the  plug?     An- 
•0293  indie.. 

4.  A  bar  of  iron  is  70  centimetres  long  at  0°  C.    What  i>  its  length 
in  boiling  water  (100°  C.)  ?     What  is  its  length  at  50°  C.  ?     Answer. 
70-084,  70-042. 

5.  Two  rods,  one  of  copper,  the  other  of  in.n,  measure  98  centi- 
metres each  at  0°  C.  ;  what  is  the  difference  in  their  lengths  at  57°  C.  ? 
Answer.  -0'>\'.\  cm. 
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6.  Rails  of  wrought  iron  each   30  feet   long   are  laid    <!M\VII    ;it 
the  temperature  of  10°  C.     What  space  is  left  between  every  two, 
if  they  are  intended  to  close  up  completely  at  40°  C.  ?     Answer. 
0-13  inch. 

7.  A  wrought  iron  connecting  rod  is  12  feet  long  at  10°  C.    What 
is  its  increase  in  length  at  80°  C.  ?     Answer.  0121  inch. 

8.  An  iron  Cornish  boiler  33  feet  long,  the  shell  at  0°  C.,  the  flue 
at  100°  C.  ;  what  would  the  difference  of  length  be  if  the  flue  were 
not  prevented  from  expansion  ?     Answer.  0'475  inch. 

9.  A  steel  pump  rod  1,000  feet  long,  what  is  its  change  of  length 
for  a  change  of  10  Centigrade  degrees  ?     Answer.  T33  inch. 

10.  In  a  thermometer  '01   cubic  inch  of  mercury  at  10°  C.  is 
raised  to  15°  C.,  and  rises  1  inch  in  the  tube.     What  is  the  cross- 
section  of  the  tube  ?     Answer.  9  X  10  ~6  square  inch. 

11.  The  volume  of  a  mass  of  iron  being  5  cubic  feet  at  10°  C.,  find 
its  volume  at  80°  C.     Answer.  5'0126  cubic  feet. 

172.  Expansion  of  Gases.  Many  gases  follow  closely  a  law 
which  is  said  to  be  the  law  for  a  perfect  gas,  namely,  that  if  a 
quantity  of  gas  at  the  volume  v0,  pressure  (absolute,  that  is,  a 
vacuum  is  the  zero),  p0,  and  absolute  temperature,  t0,  changes  to  v,  p, 
and  t,  then 


When  we  deal  with  1  Ib.  of  gas,  the  constant  quantity,  vp/t,  is  called 
It,  and  it  has  the  values  given  in  Art.  187  for  various  gases,  v  being 
in  cubic  feet,  p  being  in  Ibs.  per  sq.  foot,  and  t  being  absolute 
Centigrade  temperature.  When  we  deal  with  any  other  quantity 
than  1  Ib.  of  stuff,  or  any  other  units  of  pressure  and  volume,  pvjt 
remains  constant,  but  this  constant  is  no  longer  the  R  of  the  table. 

EXERCISES. 

1.  A  cubic  foot  of  gas  at  27°  C.  is  heated  to  137°  C.,  and  an  in- 
variable pressure  is  maintained  by  using  a  movable  piston  in  a  tube 
from  the  containing  vessel  ;  what  is  the  new  volume  ?    Answer.  T367 
cubic  feet. 

2.  If  in  the  last  question  the  pressure  becomes  half  what  it  was 
before  (shown  by  using  the  proper  weights  in  loading  the  piston)  ;  if 
it  becomes  twice  as  great,  or  if  its  new  pressure  is  to  its  old  as  4  :  3, 
what  are  the  corresponding  volumes  ?     Answer.  2'734,  0'683,  1'0252. 

3.  Air  goes  into  a  furnace  at  16°  C.,  and  reaches  the  chimney  at 
903°  C.     The  chimney  contains  2,200  cubic  feet  of  this  hot  air  :  what 
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is  the  difteivnc,-  lietwet-n  ili,-  w.-i'Jit  ..f  thi-  hot  air  ami  of  an  equal 
bulk  of  col.l  air  '  A  culm-  foot  of  air  at  <>  (  '..  ami  at  the  ordinary 
press i in-.  \\«-i.L,rli>  i)-s()7  Ib.  Answer.  \'l(\-~t  ll>-. 

4.  500  litres  of  hydrogen  at  00  C.,  ami  a  piv--urc  of  750  milli- 
metre-   U-ing  cooled  to   20°  ('.    under  ,S4<)   nun  ,   what  is  the  new 
volume  '     Aiixii',-r.  ,'W2  lit  • 

5.  100  cubic  feet  of  steam  at  100°  C.,  and   15  Ibs.  pressure,  i- 
heated  to  1(>0°  C.  at  17  Ibs.  pre-sure:  what  is  its  volume?     At^ 
IH-J-J.  cubic  fret.     Tlii- student  will  notice  that  the  -team  is  super- 
heated. 

173.  The  following  measurements  of  pressure  and  volume  were 
made  upon  a  gas  engine  diagram  in  lss:{  from  the  beginning  of 
the  compression  until  the  exhaust  opened.  Assuming  that  the 
amount  of  >tutl'  remained  constant,  and  that  it  behaved  like  a  perfect 
gas  throughout,  find  the  temperatures. 

The  actual  scales  of  v  and  i>  are  unimportant.  The  temperature 
120°  C.,  where  v  =  25  before  compression  began,  is  the  only  tempera- 
ture known  beforehand;  calculate  the  temperature  at  every  other 
point.  One  of  my  students  found  the  following  answers : — 


CompreMion. 

Ignition  and  expansion. 

r. 

/'• 

rc. 

P- 

trc. 

10 

4.V-J 

210 

45-2 

210 

lu  4 





1232 

1096 

ion 

— 

— 

157-7 

Iff  18 

10-8 

— 

— 

IM  : 

1  v_-:, 

11 

39-7 

194 

188-2 

nu:{ 

!•_' 

:r,7 

185 

I.,,,  2 

I860 

II 

:;•_"_• 

17.-. 

146-2 

17.V.t 

14 

297 

171 

1069 

16 

•-M  7 

150                 1057 

i  :.*; 

18 

•Jl 

131 

I4M 

n 

195 

144 

::  •-• 

me 

23 

— 

— 

58-7 

1171 

25 

1«  7 

120 

— 

— 

Plot  the  values  of  p  and  v  to  scale  on  squared  paper. 

Plot  also  the  values  of  the  temperature  and  of  r. 

Plot  also  log. /<  and  log.  v  on  squared  paper  tOM6  if  the  expansion 
curve  follow-  anv  >ueh  law  as  pv*  =  constant.  Also  see  if  the  o-m- 
pressioii  curve  follow-  som«  -ueh  law.  Some  of  my  students  plot 
also  temperature  and  time,  assuming  simple  harmonic  motion  and 
150  revolution^  p,-r  minute. 
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174.  EXERCISE.  It  is  sometimes  said  that  the  weight  of  a  cubic 
foot  of  steam  is  about  £th  of  the  weight  of  a  cubic  foot  of  air  at  the 
^mio  temperature  and  pressure.  This  is  fairly  true  except  with  high 
pressure  saturated  steam.  But  for  high  pressure  steam,  if  we  want 
an  easy  rule  of  this  kind  we  had  better  use  "6546  instead  of  f. 
Calculate  the  volume  of  1  Ib.  of  air  at  each  of  the  following  pressures 
and  temperatures ;  divide  by  "6546,  or  multiply  by  T528  and  com- 
pare with  the  values  for  steam  taken  from  the  table,  Art.  180.  If 
we  use^>  in  Ibs.  per  square  inch  we  must  divide  95'67  (the  R  given 
for  air  in  Art.  187)  by  144;  multiplying  by  1'528  we  get  the  volume 
of  -654G  Ib.  of  air  as  v  =  1-015  tfp.  Use  t  =  0+ 2737. 


'IVmii.  fl'C. 

Pressure  in  Ibs.  per 
sq.  inch. 

Volume  of  1  Ib.  of 
steam  from 
Table  180. 

Volume  of  l-5281b. 
of  air. 

100°  C. 

14-70 

26-43 

25-8 

120"  C. 

28-83 

14-04 

13-9 

140°  C. 

52-52 

7-993 

7-99 

160°  C. 

89-86 

4-828 

4-90 

180°  C. 

145-8 

3-065 

3-16 

200°  C. 

2259 

2-030 

?/12 

1 75.  The  Measurement  of  Heat.  This  subject  must  remain 
quite  unknown  to  all  students  who  get  their  information  by  mere 
reading.  What  I  write  is  merely  to  remind  students  of  some  of  the 
facts  learnt  by  them  in  their  study  of  heat. 

Heat  which  is  measured  by  C  units  on  the  Centigrade  scale  is  F 

C  F 

units  on  the  Fahrenheit  scale  if  — —   =  — -     To  convert  heat  into 

1UU  loU 

foot-pounds  we  multiply  by  Joule's  equivalent,  which  is  774  or  1,393. 

EXERCISE  1.  A  unit  of  heat  is  the  heat  given  to  1  Ib.  of  water  to 
raise  its  temperature  1°  Centigrade  ;  what  is  the  heat  required  to 
raise  3  Ibs.  of  water  through  30  of  the  F.  degrees  ? 

Answer.  50  Centigrade  heat  units. 

EXERCISE  2.  The  latent  heats  of  1  Ib.  of  water  and  1  Ib.  of  steam 
(at  atmospheric  pressure)  are  respectively  79  and  537  Centigrade 
units  ;  convert  these  into  Fahrenheit  heat  units. 

Answer.  142  and  967  units. 

EXERCISE  3.  How  many  Fahrenheit  and  Centigrade  heat  units 
(as  used  by  Regnault)  per  second  and  per  minute  correspond  to 
1  horse-power  ? 

Answer.  0712,  4275  Fahr. ;  0'396,  2375  Cent. 

For  academic  exercise  work  the  student  may  use  the  following 
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ninnl>'i<.  The  heat  energy  required  to  raise  w  Ib.  of  any  solid  or 
liquid  substance  n  degrees  in  temperature  is  win*  units  of  heat  if  * 
i>  the  specific  heat  of  the  snlMamv  a>  ^i\vn  in  tin-  table. 


>!•••  lit  I.-  .!. 


>•.!-•.  i 


•r.ni7.e       .... 
Vi  rM|i|HT  +  11  aluminium 


0-088 
0*104 
0'09o 

«',,.;.; 
••  n,i 
0-117 


(Jeniian  silver 
ROM'S  and  Wood's  alloys 
Glam  (crown)     ..... 
,,     (flint)    ...... 

Wood  .........     •.-,  IM  •: 

Ice    ..........        0-5 

Carbon    ........          -25 

Coal      .......    •  •_•!,,  •_•:. 

Olivt-oil   ....... 

Petroleum   .......        O'Sll 

.    .    .        0-938 


SfMRlfic  hot. 


Aluminium 0*214 

Copper     .    .  ....  0-092 

Gold    .       .  .  oiau 

«•  i  i1' 

soft  .    .    .  0-117 

K..1I.-.1  su-.l        0-116 

Iron  (wrought) O'll 

,,     (white  cast) U  \:i 

„     (grey  cast) 0-122 

Lead 0-03 

M.-ivury " 

Platinum,  0°  to  1000'C.  .    .  0  032 


<  •  VSES  AT  CONSTANT  PRESSURE. 


Air 


-218 


H\'.lrogen  ................        3-406 

SujK-rlioattMl  steam  (doubtful)  .......  -37  to  '48 

Carhonic  oxide  ..............        0-245 

Carbonic  acid    ..............        0-216 

The  specific  heats  of  some  other  gases  are  given  in  Art.  187. 
In  the  case  of  very  expansible  bodies  like  gases  it  is  very  important 
to  note  that  heat  given  during  a  change  of  state  depends  on  some- 
thing more  than  on  the  change  of  temperature.  Cp  of  Art.  187 
means  tin-  ^jifcitic  heat  if  the  pressure  is  constant,  Cv  if  the  volume 
is  constant  during  the  rise  of  temperature. 

>iple.  3  Ibs.  of  mercury  at  96°  C.  is  thrown  into  2  Ibs.  of  water 
at  5°  C.  ;  what  is  the  temperature  of  the  mixture  ? 

Let  x°  C.  be  the  common  temperature.     The  water  rises  through 

5    and   therefore  receives  2(#—  5)  units  of  heat.     The  mercury 

falls  1)0—  /°  and  therefore  gives  out  3(96—  a:)  x  '033  units  of  heat. 

Putting  thfsc  quantities  equal    we  have  2(#—  5)  =  3(96—  a^x-OSS, 

and  wefind  A-=9°-33C. 

nple.  1  Ib.  of  iron  at  its  welding-point,  1,500°  C.,  is  thrown  into 
100  Ibs.  of  water  at  0°  C.  ;  find  the  temperature  of  the  mixture.  Let  a:0 
be  the  temperature  of  the  mixture,  and  since  about  -\'2'2  is  tin-  mran 
specific  heat  of  iron  (1,500—  x)x  '122  =  ^  x  100,  from  \\liirh  x=l*'83 
the  answ.-r. 


1.  A  t-.n  i.  fair  at  630°  C.  at  the  ordinary  juv^nn  •  i»  |ia.-s.-d  through 
oil  originally  at  7°C.  The  air  is  allow,  d  t..  >ink  to  .">S  (  '.  How  much 
oil  will  it  IMI-.  t..  the  ti-inprratmv  »f  :S  < 

Answer.  30,800  Ibs. 
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2.  How  much  wrought  iron  will  be  raised  from  18°  C.  to  30°  C.  with 
the  heat  given  out  by  3  tons  of  water  sinking  from  60°  C.  to  30°  C.  ? 

Answer.  68'3  tons. 

3.  While  1  Ib.  of  air  at  700°  C.  is  passing  round  a  superheater,  it 
sinks  to  430° C.      What   weight  of  dry  steam   will  this  raise  from 
100°C.  to  140°C.,  at  the  pressure  of  one  atmosphere?     And  what 
will  be  the  new  volume  of  the  steam,  supposing  steam  to  have  |th 
of  the  density  of  air  at  the  same  temperature  and  pressure  ? 

Ansiver.  3'346  Ibs. ;  100'4  cubic  feet. 

4.  Twenty  grammes  of  carbonic  oxide  at  680  °C.,  and  at   the 
ordinary  pressure,  is  passed  through  a  kilogramme  of  water  at  0°  C., 
and  escapes  at  the  temperature  of  30°  C. ;  what  will  be  the  tempei- 
ature  of  the  water  ? 

Answer.  3185°. 

5.  How  many  units  of  heat  are  required  to  raise  the  temperature 
of  1  Ib.  of  air  from  20°  C.  to  600°  C.  ?     What  will  be  the  volume  of 
the  heated  air  ? 

Answer.  138'04  ;  39'6  cubic  feet. 

6.  What  will  be  the  relative  capacities  for  heat  of  the  same 
volumes  of  air,  carbonic  oxide,  steam,  and  hydrogen,  at  the  same 
pressures,  if  their  densities  are  14'4,  14,  9,  and  1  respectively  ? 

Ansiver.  All  equal. 

7.  What  is  the  capacity  for  heat  of  a  cubic  foot  of  air,  and  hence 
(Exercise   6)   of  a  cubic   foot   of  any   other  gas   at   the  ordinary 
temperature  and  pressure  ? 

Answer.  '0192  heat  units. 

From  the  answers  to  Exercises  6  and  7  just  preceding,  it  is 
seen  that  a  cubic  foot  of  any  gas  requires  the  same  amount  of  heat  to 
raise  its  temperature  one  degree  as  a  cubic  foot  of  air  requires,  provided 
we  have  the  same  pressure  at  all  times  in  both  cases.  This  amount  of 
heat  is  expressed  by  the  decimal  -0192,  when  the  air  is  at  the 
ordinary  pressure  and  temperature. 

176.  Latent  Heat.  The  work  done  by  heat  in  the  molecules  of  a 
body  is  not  always  measurable  as  a  rise  of  temperature,  for  heat  may 
enter  into  a  body  doing  work  among  the  molecules  without  raising 
the  temperature.  A  mass  of  ice  may  absorb  much  heat,  its  tempera- 
ture never  rising  above  0°.  In  fact,  heat  may  enter  into  ice,  doing 
work  among  its  molecules,  converting  it  into  water,  the  melting  being 
the  only  indication  of  the  entrance  of  heat. 

Latent  heat  is  the  heat  which  enters  into  a  body  without  increasing 
t'/.s  temperature,  being  necessary  fnr  its  condition,,  or  in  producing  a 
change  in  the  state  of  aggregation  of  its  molecules. 
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\ve  say  that  the   latent   heat  of   wat«  i  we  mean 

that  to  melt  a  quantity  of  ice  at  0°  C.  without  raising  it  in  temper- 
atmv,  iv.juiivs  as  unirli  heat  as  would  raise  the  temperature  of  an 
'••|tial  w.-i^ht  of  wat.'i-  Tii  degrees. 

1  Ib.  of  \\ati  r  at  0  ami  1  11>.  of  water  at  79°  C.,  when  mixed,  form 
•2  11  is.  of  water  at  39°  5  C.  ;  but  1  Ib.  of  ice  at  0°  and  1  Ib.  of  water  at 
79°  C.  form  2  Ibs.  of  water  at  0°C.,  the  water  having  fallen  in  temper- 
utmv  7!>  degrees  to  melt  the  ice. 

In  tin-  >aini-  way  \\  .    -ay  that  the  latent  heat  of  1  Ib.  of  steam  is 

It  w.   nira-urr  the  amount  of  heat  necessary  to  raise   1  Ib.  of 

water  from  0°  to  100°,  it  will  take  about   5  '36  times  this  measured 

in  ronvt-rt  tin-  whole  of  the  water  into  steam  under  atmospheric 

rare. 

I  f  we  condense  all  the  steam  from  1  Ib.  of  water  boiling  at  the 
ordinary  ]>n  •--UP-  of  the  atmosphriv,  by  passing  it  into  a  large  vessel 
of  cold  water,  it  will  be  found  that  the  steam  has  given  up  536  units 
of  heat  on  condensation,  besides  a  certain  amount  of  heat  in  passing 
as  water  from  100°  to  the  new  temperature  of  the  water  in  the  cistern. 

K-'gnault  found  that  the  total  quantity  of  heat  in  1  Ib.  of  steam  — 
that  is  the  numb.-r  of  units  of  heat  which  it  is  capable  of  giving  out 
if  liquefied  at  constant  temperature,  and  then  cooled  to  0°:  —  was 
//  =  (500  5  -|-  -305  0,  where  0°C.  is  the  temperature  of  the  steam. 
Tin-  lati-nt  heat  and  other  properties  of  steam  not  at  atmospheric 
I  -I-  -—niv  aiv  more  fully  considered  in  Arts.  180  —  1. 

Example.  H«>w  many  pnmds  of  ice  at  0°  C.  will  be  melted  and  raised 
in  temperature  to  9°  C.  by  90  Ibs.  of  water  at  87°  C.  falling  in  tempera- 
ture to  9°  C.  ?  Let  there  be  x  Ib.  of  ice,  then  the  heat  received  by 
the  ice  is 

latent  heat      to  raise  to  9°  C. 

-I-  9a? 

Th.>  heat  given  out  is  90  x  78,  hence  90  x  78  =  79x  +  9^,  from 
which  x  =  7977  Ibs. 

EXERCISES. 

1.  How  much  ice  will  be  converted  into  water  at  4°  C.  by  6  Ib-. 
of  wat.-rat  70°  C.  ? 

A  >!.<»•<  r.  4'77  lb>. 

_    Wht-n  HI  Ibs.  of  water  is  converted  into  steam  at  atmospheric 
how  mam  units  of  heat  dees  it  take  from  the  source  of  heat 

and  >uiToiindin^  bo«] 
Answer.  5,360  unit-. 
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3.  6  Ibs.  of  superheated  steam  at  122°  and  atmospheric  pressure 
is  passed  into  1,250  Ibs.  of  water  at  4°  and    20  Ibs.  of  floating  ice 
at  Oc ;  to  what  height  will  the  water  be  raised  in  temperature  ? 

Answer.  5°'7  C. 

4.  20  Ibs.  of  saturated  steam  at  144°  is  converted  into  water  at 
30°;  how  many  heat  units  has  it  given  out  ? 

Answer.  1,241. 

5.  20  Ibs.  of  steam  from  a  boiler  at  the  pressure  of  1^  atmospheres 
condenses  in  passing  into  1,735  Ibs.  of  water  originally  at  the  tem- 
perature of  16° ;  what  is  the  new  temperature  of  the  water  ? 

Answer.  23°'2  C. 

6.  600  Ibs.  of  mercury  at  130°  C.,  and  723  Ibs.  of  olive  oil  at 
110°  C.,  are  poured  into  a  vessel  containing  165  Ibs.  of  water  at  0°  C., 
and  20  Ibs.  of  floating  ice  ;   what  will  be  the  temperature  of  the 
mixture  ? 

Answer.  70°'5  C. 

177.  The  specific  heat  of  a  substance  is  usually  not  at  all  constant.  Thus 
ice  from  -  78°  C.  to  0°  C.  has  an  average  specific  heat  "463,  but  from  —  21°  to 
0°  C.  it  is  0'502.  Of  aluminium  at  about  20°  C.  it  is  0'2135,  whereas  about  300  °C. 
it  is  -2401.  Copper  about  0°  C.  is  '090,  whereas  about  300°  C.  it  is  '0985.  The 
best  wrought  iron  about  15°  C.  is  '1091,  whereas  about  200"  C.  it  is  *1249  ;  about 
850°  C.  it  is  -218,  about  1,100°  C.  it  is  '200,  and  it  has  the  extraordinarily  high 
value  of  -3243  about  700°  C. 

All  the  values  of  the  specific  heats  of  substances  quoted  by  me  are  vitiated 
by  uncertainty  as  to  their  chemical  purity  and  the  specific  heat  of  the  water 
with  which  they  were  compared.  I  give  the  received  values,  knowing  their 
untrustworthiness,  which,  however,  is  not  very  important  in  ordinary  steam 
engine  calculations. 

The  heat  required  to  raise  a  pound  of  water  one  degree  may  be  taken 
to  be  1  +  10  ~ 6  6-  in  Centigrade  units  and  on  the  Centigrade  scale  ; 
1  +  3 '09  x  10  ~7  (6  -  39 )2  in  Fahrenheit  units  and  on  the  Fahrenheit  scale. 
These  empirical  formulae  may  be  taken  as  according  with  Regnault's  measure- 
ments. It  is  difficult  to  say  exactly  what  these  units  of  heat  mean,  because 
Regnault  did  not  pay  much  attention  to  the  variation  in  the  specific  heat  of 
water  below  100°  C. 

The  latest  determination  of  the  average  heat  energy  reqiured  to  raise  one 
pound  of  water  one  degree  (called  Joule's  Equivalent)  from  0°  C.  to  100°  C. , 
is  by  Professor  O.  Reynolds,  and  is  1,399  foot-pounds ;  or  for  1  gramme  it  is 
0'995  calorie.  One  calorie,  the  heat  required  to  raise  1  gramme  from  10°  C.  to 
11°  C.,  is  4-2  Joules  or  4'2  x  107  Ergs.  The  heat  from  20°  C.  to  21°  C.  is  ^jth 
of  one  per  cent.  less.  Regnault's  value  of  A 'in  the  table,  Art.  180,  shows  the 
heat  given  to  one  pound  of  water  to  raise  it  to  0°  C.  under  the  constant  pressure 
corresponding  to  that  temperature.  The  best  thing  in  my  power  is  to  notice 
that  Regnault's  heat  given  to  water  from  0°  to  100°  C.  is  100'5  units.  According 
to  Reynolds,  this  is  139,900  foot-pounds,  and  so  I  shall  take  one  of  what  I  call 
Regnault's  units  to  be  1,393  (or  774  on  the  Fahr.  scale)  foot-pounds.  There  is 
no  present  possibility  of  comparing  the  Reynolds's  measurement  with  those  so 
carefully  made  between  10°  C.  and  25J  C.  by  Rowland  and  Griffiths. 
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178.  I  mii-t  warn  students  that  the  tables  of  numbers  given  in  engineering 
books  as  the  heat  |>r»|H-iti<-s«f  water  and  -d  .mi  and  ot  her  substances  are  gene  idly 
wrong  ;  often  very  greatly  wrong.  The  table*,  pages  320 — 3,  have  given  me  and 

one  of  my  assistants  i    an  enormous  amount  of  tioul.le,  became 

we  ventured  once  or  twice  to  assume  numU'rs  to  be  correct  which  we  found 
published  in  treatises  .ni-l  -cicntitic  p.ip. T-  l.y  the  moat  noted  of  Knglish  and 
•  •an  ami  other  ularh  annoying  when  a  rextilt  of  this 

dependence  on  others  is  the  necessity  of  nltei  ing  some  hundreds  of  scattered 
calculations.     I  am  sorry  to  say  that  one  writer  on  whom  I  usually  place  great 
reliance  has  increased  Kankine's  u  of  the  table,  Art.  .184),  in  the  ratio  ~~*  77- 
I  have  just  shown  ihat  the  ratio  ought  to  be  774,77-,  and  this  is  what  I  have 
used. 

It  may  be  remarked  that  almost  all  caloriim-trio  measurements  made  until 

quite  recently  an  u,  if  for  nothing  else  than  the  error*  of  the 

then  .ometera.      Now   that  the   4  lei-man    I;.-:,  li-m-t.ilt    is   improving  the  glass 

ma»   tfacturc,  it  may  IK-  hoped  that   in  time  thermometers  of  mercury  in  glass 

lependcd  on  t<>  _-r.  ••  always  the  same  reading  at  the  same  temperature. 

all  teiii|H-ratutes  and  for  the  most  exact  readings,  practical  men  will  tind 
the  "  Kle<  trical  Resistance  of  riiitinum"  thermometer  letter  than  any  other. 
A  handy  "  Thermal  .)iin> -tion  "  thermometer  raiding  in  degrees  of  the  hydrogen 
thermometer  is  greatly  wanted.  There  is  a  (Jerman  glass  mercury  thermometer 
of  the  ordinary  kind  whit-h  reads  to  !"•_'•_'  K  ,  or  550°  C.,  with  considerable 
accuracy,  using  a  zero  correction. 

In  time  our  measurement  of  temperature  will  probably  be,  not  by  marks  on 

an  instrument  showing  expansion  due    to  heat,  but   by  the  pressure  of  some 

IMUII-  or  vapours.       The  melting  joints  of  various  substances  in  degrees  on 

the  air  thermometer,   furnish  the    best  standards   for  practical   men   at   the 

present  time. 

Rowland  has  shown  that  when  <»  < '.  and  100s  C.  are  the  same  on  the  air  and 
mercury  (in  glass)  thermometers,  the  readings  C  C.  (air)  and  T' C.  (mercury)  are 
connected  l>v 

t  =  T  -  o<(100  -  0(6  -  0 

where  a  and  6  are  constants.     Thus,  with  some  kinds  of  glass, 
a  =  44  x  10  -  8,  b  =  260. 

It  is  to  be  remembered  that  a  mercury  thermometer  has  its  stem  between 
the  O1  C.  and  1m  C.  maik-  divided  into  parts  of  equal  volume. 

A  mi TI  ury  thermometer  kept  f»r  live  hours  at  a  high  temperature  will  often 
have  its  freezing  point  of  \\ater  deprc.-scd  one  to  two  degrees,  but  it  will  rec«. 
After  forty  years  of  u-.e  a  mercury  thermometer  may  read  1°  C.,  instead  of  0"  C. 
In  fairly  exact  work  the  stem  is  supposed  immersed  to  the  level  of  the  top  of 
the  mercury  ;  in  the  most  exact  work  the  whole  t hermometer  is  supposed  to  be 
at  the  same  temperature. 

Hut,  indeed,  remarks  like  this  are  misleading.  The  errors  of  Knglish 
thermometers  are  very  great,  and  must  remain  great  until  we  have  a  physical 
laboratory  which  will  do  for  our  In  at  measurements  what  Whitworth  did  for 
our  measurements  of  length.  The  glasses  used  differ  greatly,  and  even  the  beat 
thermometers  at  Paris  and  Berlin  show  remarkable  secular  changes  of  behaviour. 
Rises  of  7  .  <>r  \-  ;.<>sure  to  high  temperatures,  so  that  all 

readings  have  to  I..-  checked  i  i  i.e  rending  afterwards.    That  pressure 

coefficients  mil-t    }»•  Used   is  ol  h  it  even  the  etlc-t  of    the 

pressure  of  1 1,  •olunmjt  .  nt    when  we  cl  ner- 

' icier  fioiii   u^  on;   and  barometric  pressure 
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alters  sometimes  in  these  islands  by  3&  inches.  It  is  true  that  at  the  Bureau 
International  they  are  able,  with  a  verre.  ditr  glass  mercury  thermometer,  and 
possibly  at  Berlin,  to  get  readings  which  approach  those  of  the  hydrogen 
thermometer  with  errors  +  '002C  C.  ;  but  it  is  absurd  for  any  experimenters 
using  English  glass  mercury  thermometers  to  pretend  to  a  greater  accuracy  than 
a  tenth  of  a  degree. 

Dr.  Marker,  of  Kew  Observatory,  has  given  me  the  latest  comparisons  of 
gas  and  mercury  "  />•<'//'/•  thermometers.  From  his  curves  I  give  the  following 
readings  for  the  same  temperatures.  The  initial  pressure  in  the  gas  thermo- 
meter is  1  metre  of  mercury,  and  changes  occur  at  constant  volume.  There  is 
reason  to  believe  that  the  difference  between  the  hydrogen  and  nitrogen  scale 
(const,  vol.)  in  no  case  exceeds  0'1°  C.  below  600°  C.  The  numbers  for  the  air 
scale  are  somewhat  doubtful. 


Mercury 
Verre-dur. 

Nitrogen. 

Hydrogen. 

Air. 

-20°C. 

-19-841 

-19-828 

•> 

-10° 

-9-934 

-9-927 

t 

o° 

0 

0 

6 

10' 

9-954 

9-948 

9-949 

20° 

19-925 

19-915 

19-923 

30° 

29-909 

29-898 

29-904 

40° 

39-903 

39-893 

39-898 

50° 

49-906 

49-897 

? 

60° 

59-915 

59-910 

•> 

70° 

69-929 

69-928 

•> 

74° 

73-935 

73-935 

V 

80° 

79-948 

79-950 

•> 

90° 

89-971 

89-975 

•i 

100° 

100- 

100- 

100° 

CHAITKI!    XIX. 

i'u«>i'i-:i:Tii:>  <-i    si  i  A.M. 

179.  Squared  paper  i>  now  in  very  common  use  to  show  how 
one  thing  depends  upon  another.  I  sis.su me  that  students  have 
already  used  it  to  express  the  results  of  experiments  in  a  mechanics 
or  heat  laboratory. 

The  following  experiment  must  be  made  by  every  student  who 
hopes  to  understand  the  steam  engine. 

Get  a  little  boiler  with  some  water  in  it  and  a  gas  flame  to  heat 
it  with.  Most  of  the  air  must  have  been  ilriven  out  In  ex-apin^ 
steam  before  the  following  observations  are  made.  There  must  be  a 
safety  valve.  A  thermometer  (its  bulb  protected  so  that  pressure 
shall  not  alter  its  readings)  measures  the  temperature  of  the  steam. 
It  is  worth  while  to  have  two  thermometers,  one  reading  Centigrad*  , 
the  other  Fahrenheit.  A  Bourdon's  pressure  gauge,  whose  construc- 
tion is  described  in  Art.  110,  may  be  used  for  the  roughly  correct 
measurement  of  pressure.  I  use  also  a  mercury  gauge  which  may 
be  graduated  so  as  to  measure  the  absolute  pressure  :  the  outer 
end  of  the  tube  being  closed  and  containing  air  kept  at  constant 
temperature  l»y  a  bath.  It  is  an  ordinary  part  of  the  work  in  a 
mechanical  laboratory  to  test  tin-  readings  of  pressure  gauges  by 
the  use  of  a  column  «>f  mercury  and  cistern  gauge,  and  in  accurate 
work  a  barometer  must  be  observed  f.,r  the  atmospheric  pressure  at 
the  time.  I  shall  quote  only  the  absolute  pressure.  The  first  thing 
which  the  student  ought  to  note  is  that  when  the  temperature  i- 
120° C.  the  pressure  i>  L'S-X  lb>.  per  -pian-  inch,  and  if  the  tempera- 
ture alters  and  come-  back  a^ain  to  120°  C.  the  |.iv— uiv  returns  to 
28'8.  He  will  make  out  a  table  showing  what  the  piv«.>nre>  ar.  t,,r 
manv  t.  mperatures.  so  i  hat  by  means  of  it  he  knows  t  h«  piv-»ure  ,,f 
-team  t-.r  :IM\  temperature  it  the  -team  i^  in  the  i 
or  what  we  call  satur.i  n.  Thi-  int  fact,  and 
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shows  that  a  thermometer  may  be  used  on  a  boiler  instead  of  a 
pressure  gauge  to  tell  what  the  pressure  is,  but  of  course  a  table  of 
the  corresponding  numbers  is  needed.  The  student  ought  to  verify 
columns  1  and  2  of  Table  I.  or  of  Table  II.  These  tables  are  due  to 
the  very  careful  measurements  of  Regnault. 

Now,  having  his  table  of  numbers,  let  a  student  get  a  sheet  of 
squared  paper.  Such  sheets  in  which  the  length  is  17  inches  and 
the  breadth  is  10  inches,  divided  into  tenths  of  an  inch  so  that 
there  are  horizontal  and  vertical  lines  forming  little  squares  each 
one-tenth  of  an  inch  in  side,  may  be  bought  for  sixpence  a  quire. 
Mark  off  a  scale  of  temperatures  horizontally  and  another  of  pres- 
sures vertically.  Any  scales  will  do,  depending  upon  the  ranges  of 
values  in  our  experimental  numbers.  Now  plot  a  point  for  the 
temperature  120°  C.  and  the  pressure  28-8  Ibs.  per  square  inch ;  and 
each  point  in  the  curve  marked  P  and  0,  Fig.  216,  represents  one 
pair  of  observed  numbers.  Having  plotted  all  such  points  use  a 
thin  batten  of  wood  to  help  in  drawing  the  curve  which  passes 
through  all  the  points.  If  there  are  errors  of  observation,  their 
probable  values  will  be  seen  when  we  have  drawn  the  curve  which 
lies  most  evenly  among  the  points.  The  curve  not  only  represents 
the  observed  numbers,  but  corresponding  values  of  temperatures  and 
pressures  lying  between  the  observed  ones. 

There  are  some  men  who  keep  curves  of  this  kind  hanging  up 
on  the  walls  of  their  rooms  for  ready  reference,  not  merely  to  show 
how  pressure  and  temperature  of  steam  depend  upon  one  another, 
but  many  other  corresponding  quantities.  Every  morning  you  will 
find  in  the  newspaper,  curves  showing  the  heights  of  the  barometer 
and  of  atmospheric  temperature,  &c.,  at  various  times.  A  merchant 
plots  the  price  of  silk  or  cotton  yarn  or  copper,  showing  by  curves  how 
it  varies  from  day  to  day. 

Squared  paper  is  peculiarly  valuable  to  the  engineer.  A  curve 
shows  at  a  glance  the  general  nature  of  the  relationship  of  one  thing 
to  another,  and  if  it  is  drawn  to  a  large  enough  scale,  there  is  often 
as  much  accuracy  as  with  a  table  of  numbers.  Besides,  a  table  does 
not  give  one  the  intermediate  values,  and  it  is  troublesome  some- 
times to  interpolate.  The  curve  shows  to  the  eye  the  rate  of  increase 
also,  of  one  quantity  relatively  to  the  other. 

ISO.  In  a  laboratory  for  the  use  of  students  of  the  steam  engine 
there  is  supposed  to  be  simple  apparatus  for  measuring,  not  merely 
pressures  above  that  of  the  atmosphere,  but  less  pressures,  and  also 
some  of  the  other  columns  of  numbers  shown  in  Tables  I.  and  II.,  Art. 
180,  and  it  is  only  by  such  measurement  that  a  student  gets  a  good 
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working  knowledge  ..f  1 1 1.  properties  of  steam.  <  M  coiir-e  tli.-reare 
men  of  genius,  one  iii  a  ci-ntury,  who  may  know  of  things  through 
mere  reading  ;  but  the  engineering  WQrid  i^  ,L,r«-ttiii;^  too  much  tilled 
up  I iy  men  whose  knowledge,  «,r  rather  ignorance,  of  practical  physics 
is  (lii«-  merely  to  reading.  <  Mie  cannot  in  ;i  few  wonis  describe  why 
actual  observation  should  bt-  .-.••  m-cc^ar  f..rtrur 


80  110  I6O  200 

Degrees  Centigrade. 


bably  a  lying  witness  after  a  simple  a  filiation  by  a  ^kilful 

barrister  would  be  able  to  describe  it  ca.sily  enough. 

There  is  no  better  practice  for  the  student  than  to  plot  the 
various  columns  of  numbers  given  in  the  following  table,  so  that  one 
may  tind  the  value  of  p,  u,  H,  I,  <£  for  water  or  $  tor  steam,  rapidly, 
for  any  value  of  the  temperature  or  f,,r  any  value  of  the  pressure. 
Some  of  these  are  shown  in  Figs.  216  and  iMT.  Notice  how  p 
increases  more  and  more  rapidly  as  $  increases,  and  how  /  regularly 
diminishes  as  6  increases.  Table  II.  is  obtained  from  Table  I.  1>\ 
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interpolation.  Very  often  it  is  a  definite  pressure  that  is  given  and 
we  wish  to  find  the  other  properties,  and  then  such  a  table  will  be 
found  valuable. 


60  120  160 

Its.  per  sq.  inch. 


240 


FIG.  217. 


Water-Steam. 

Although  the  properties  of  water-steam  used  in  the  steam  engine 
are  tabulated,  it  sometimes  saves  trouble  to  use  Regnault's  formulae 
in  many  calculations.  These  are : — 

Total  heat  of  a  pound  of  steam  H  at  8°  C.  or  6°  F.,  absolute 
temperature  being  t 


(1) 


H  =  606-5  +  -305  6  j  . 
H  =  522-5  +  -305  t  J 


=  1082  +-3050)  . 
=  941-4  +  -305  <  / 


in  Centigrade  units. 
Fahrenheit  nmts- 


The  heat  for  water  from  0°  C.  to  6°  C.  may  be  taken  to  be 

h  =  6  +  -00002  d-  +  '0000003  0s  .     .     .     .     (2) 
The  latent  heat  I  is 

l  =  H-h    ....    (3) 
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hi  almost  all  calculations  on  the   st.-am   fii^im-  \\<-  may  take  /»  as 
equal   t.)  t)  on  the  ( '.-iitiLjiailr  >eal«-  or  to  tf  —  :{'J  on  the  Fahrenheit 
so  that 

/  =  60i  '.')^  I 

/=  1114  ,  „  . 

/=1433  -'695/  fFahrenlMrit 


It  is  convenient  in  this  place  to  giv.   oth.T  fonnuhi-  which  we  are 
liki-lv  t<>  finploy  in  our  hf.it  calrulatioiis. 

Jdne'fl  ti-rmula.  j»rol»al)ly  the  most  ace  ti  rat  • 

B      C 

^---       ....     (5) 


When-,  it'  /'   is  in   jMninds  per  stjuare    inch,  and  t  is   absolute 
temperature  Falnvnln-it.  \v«-  have 


A 

Log.  ,0  B.                     Log.  ,0  C. 

Water  and  steam    ... 
Alcohol              ... 

6  1007 
J  1  •_'.•{ 

ma            .-,•:,"- 

3-31-2XS                     .'>  7.-.:{-_»:i 

KtlltT                   .     .                 ... 

."'  1148 

S-314'.t-J                    .'.-_'  1706 

Bisulphide  of  carbon  .    . 

:.  1854 

.S-3n:-_'s                    .-,-_•  1839 

With  Centigi-a'l.    t.  inperature  subtract  '25527  from  log.B,  and 
•51054  from  Ing.  C. 

A  fairly  accurate  formula,  of  easy  application,  is  that  of  Professor  Unwin  : 
p  is  in  pounds  per  square  iiu  li, 


log.  10p  =  5-8031  -  ......  (6) 

if  I  is  absolute  temperature  Fahmilu-it  : 

or  log.  10p  =  5-8031  -  ^  .....      (6) 

if  t  is  absolute  temperatun-  <  '.-titi^rade. 

A  formula  sometimes  used  is  this,  /,  U-ing  in  atiiio-jilicrea, 

,9'V.      •-'!•_»       ,fC       |i» 
log.10p=  -.,  ,..   t  .^  -5j  .        .    .(7) 

There  are  foniiuli-  <.ft<-n  us«-cl  \shi.  li  an-  of  tin-  t\|M- 

p  =  tt(8  +  /,,  .    .  (8) 

where  a,  /(and  mid  from  the  tiiUr  1  .f  -tu<li-nt.«.     In  many 

caaes  t  is  taken  a-  my  v.-ilm-  .  ,-t\  ."r7  ami   47  may  be  taken, 

and  values  of  6  and  a  are  easily  found  wlii>  h  will  give  a  useful  formula.     1- 
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however,  easy  to  show  that  no  such  formula  can  be  satisfactory  ;  for,  if  it  were 
true-,  then  p  ought  to  be  a  linear  function  of  6.  Now,  my  students  have  cal- 
culated •-.-  very  carefully  from  Regnault's  values,  using  the  method  of  Ex.  7,  Art. 

do 
128,  and  they   have  plotted  the  values  of  p  ~r~  and  6  on  squared  paper,  and 

they  do  not  get  a  straight  line  :  the  departure  from  a  linear  law  is  very  marked. 
I  therefore  use  (8)  only  when  I  wish  to  interpolate,  but  when  I  wish  to  actually 
calculate  p  from  6,  or  6  from  ?>,  I  use  the  Rankine  formula,  or  in  less  accurate 
work  I  use  (t>)  or  (7). 

In  Art.  306  we  sec  how  to  calculate  u  the  volume  in  cubic  feet 
of  a  pound  of  steam  at  the  pressure  p  Ibs.  per  square  inch.  The 
values  so  calculated  are  given  in  our  table.  We  find  that  these 
numbers  satisfy  the  rule 

Jpwi-o«o  =  479     ....     (9) 

181.  Imagine  A  (Fig.  218)  to  be  a  cylinder  of  one  square  foot 
in  cross  section  with  a  piston,  containing  one  pound  of  water 


stuff,  and  let  us  suppose  it  to  be  surrounded  by  a  bath  which  keeps 
it  at  any  known  temperature. 

The  total  load  on  the  piston,  including  its  own  weight,  being 
2737 '6  Ibs.,  I  know  that  the  normal  atmospheric  pressure  being 
2116  4  Ibs.  per  square  foot  there  is  fi  total  downward  pressure  on  the 
water  of  4,854  ibs.  per  square  foot,  or  337 1  Ibs.  per  square  inch.  Now, 
if  the  bath  and  water  \\viv  originally  at  0°  C.,  the  Avater  stuff  being 
liquid,  if  the  water  is  raised  gradually  in  temperature  to  125'  C.,  it 
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i  little  larger  in  volume,  but  this  -mall  change  of  volume,  and 
indeed  tin-  whole  \oliime  of  fin-  \\ater  I  >hall  neglect.  Tin-  heat 
-I\'-M  to  the  Wat.  r  I-  c;i||ci|  //  in  the  l;il.|e,  ;iinl  i-  \'2~>*>  unit-  Off 
12.Y»i  >  I  :  |", mid-.  Tin-  bath  i>  sup po-e, I  f,,  k.-cp  the 

tciujM-rafiire   of  the   stuff  exactly  at    \'2~>    ('.in  all    that    follows,  ami 
therefore    our  change-,    must     pro,  v   slowly.      The    slje-! 

!iing  of  the  load   will  can-,,   the  piston   to  n-e  and   part   of  the 

•  become-  steam,  and,  although  the  temperature  remain- 
con-taut,  the  bath  must  give  heat,  called  latent  heat  to  the  Muff. 
When  as  shown  in  ( '.  the  stuff  i>  all  steam,  it  has  received  from  0°  C. 
the  total  heat  044'")  units,  railed  //  in  the  tal>lc.  That  is,  it  has 

\ed  the  additional  heat  railed  latent  heat,  519  units,  called  /  in 
the  table,  being  H  —  h.  The  smallest  increase  of  pressure  will  cause 
the  piston  to  fall, and  as  the  Kith  keeps  the  temperature  constant  at 
1  L'")  ('.the  steam  becomes  water  again,  giving  up  its  latent  heat. 
In  the  state  Ji,  suppose  that  then  is  0-4  IK  of  water  and  O'G  Ib.  of 
at  \~2~)  C.,  the  water  has  received  the  total  heat  ft  x  ~4, 
and  the  steam  H  x  '6,  so  that  the  total  heat  of  the  pound  of 
stuff  is  easily  calculated,  and  if  we  start  in  the  condition  A,  all  water 
at  0°  C.,  and  get  to  the  condition  B  at  125°  C.,  it  is  this  total 
amount  -4  h  +  -fi  //.  which  has  boon  given  to  the  stuff  from  the 
Kith. 

It  is  well  to  remember  that  the  steam  has  not  this  total  amount 
of  energy  in  it,  for  although  it  has  received  this  or  ('4  h  +  '6  H) 

)  foot -pou nds,  it  has  done  work  on  the  piston,  whose  amount  is 
4,854  x  the  change  of  volume.  Now,  I  shall  neglect  the  volume  of 
the  water,  and  the  volume  of  one  pound  of  this  kind  of  steam  is 
1 2  1  -J  cubic  feet,  so  that  the  increase  of  volume  has  been  0'6  x  1212. 

o  to  get  the  actual  energy  in  our  pound  of  stuff  we  must 
subtract  4.854  x  O'G  x  12'12,  or  35,300  foot-pounds. 

182.   I  have  sometimes  had  tables  printed  giving  the  val 
//  and  //   and    /  in  foot-pound-  :  every  H  and  //   and  /  of  Table  I.. 
Art.   180,   being  multiplied    1»\     |:;i>:!.    Joule'-    Equivalent:    but   in 
practice  I  find  that  everybody  prefers  to  use  heat  units.     The  value 
of  //  was  calculat-  1   i      II mkine  from  the  thermodynamic  formula — 

Art.  366.      The  values  of  '/'   have  been  worked  out  l>v  niv  students 

at 

as  in  1 .     7    Art.  128,  and  tabulated  after  correction  by  a  curve.     The 
external  work  done  by  the  steam  in  its  formation  is  pu  foot-pounds,  if 

/'  i-  in  pounds  per  square  foot  ;  I  h  ,-rted  it  into  heat  uni* 

dividing    by    Joule's   Equivalent.       I    have    -subtracted    this  from   // 
tO    tind   the   intrinsic   energy  K,  «v   ••ii'-r-y  actually   p..sx,.w,.,|   ],\    a 
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p.  .mid  <>f  -team  in  exci-ss  of  the  energy  possessed  by  a  pound  of 
w.-it.-r  at  0°C. 

183.  In  Chap.  XXI II.  I  endeavour  to  describe  the  use  of  </>,„ 
and  $„.  <f),n  is  the  entropy  of  a  pound  of  water  calculated  as  in  Art. 
208;  <f)g  is  ill'1  < -lit ropy  of  a  pound  of  strain.  It  will  be  seen  that 

latent  heat 
absolute  temperature 

Tin-  student  must  understand  that  <j>1t>  and  (j>g  are  properties 
po-scssed  by  a  pound  of  water  and  by  a  pound  of  steam, 
respectively. 

Example.  What  is  the  entropy  of  1  Ib.  of  water-steam  containing 
0-4  Ib.  of  water,  and  0'6  Ib.  of  steam  at  1 25°  C.  ?  Answer  (see  Table  I.). 
One  way  of  working  is  to  say  0'4  x  "380  +  O6  x  T680  =  M60 


Off 


Fir;.  210. 


ranks.  Another  equally  good  is  to  say: — There  is  the  entropy  of 
1  Ib.  of  water  at  125°  C.,  or  0'380,  and  addition  of  entropy  due  to  the 
formation  of  0'6  Ib.  of  steam,  or  0'6  x  the  latent  heat  519  divided 
by  the  absolute  temperature  399. 

Curves  P  and  Q,  showing  the  values  of  <£w  and  <f>s  for  every  tem- 
perature in  the  table,  are  usually  drawn  by  my  students  (see  Fig. 
219)  upon  somewhat  larger  and  more  expensive  squared  paper  than 
what  they  use  for  ordinary  calculation. 

Intermediate  curves  are  also  drawn,  dividing  every  horizontal 
distance  between  P  and  Q  into  ten  equal  parts.  Indeed,  some  of 
my  students  who  use  the  6  <f>  diagram  for  many  practical  purposes, 
divide  the  spaces  into  many  more  parts  than  ten.^i  that  for  example 
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in   the  above  case  they  h;i\-    only  to  look   for   the  line  A  f'Q  which 
-p..nds    t..    I:.'.".     <'    ,    they    take   S(t>  a-    0'4   nt'  QP,  80   that    the 
point    N    repiv-.'iit-     the     State    of    the    |...iuul    of    wat IT    -tutf  ^iv.'ii 
above. 

A  can -fully  prepared   #<£  diagram  \\ill  al-o   ha\.    iliawn    111 
curves  of  con-tant  volume  f..r  a   pound  of  mixed   -ti-am  and  water. 
It   will  also  havi-  cm  .ii-taut  volume  and  piv— ur«-  of  super- 

heat.••!  -t.-am  aa  d.-^crili.-d  in  Art.  'Jo.').  I  find  that  a  blackboard 
with  all  th.--.-  lini-s  u | ion  it  is  vi-ry  u-i-ful.  The  lines  of  the  sfjuai-.  .1 
jwper  are  os|voiallv  useful  as  the  ai  «-}\  v.juare  i 

184.  The  numbers   in   the   la>t    two  colunm-  of  Table  II.   arc 
'ihed  in  Art.  I'll,   l-t  case.     For  example  take  100  Ibs.  prr- 
A  perfect  in'ii-condei^in^  en-in.-  u>in^  the   IJankine   cycle  would 
I^-.">1-  11-    ..f   thi>  -team   JM-I-  hour  to  produce  one  horse-power. 
and   this  number  ndard.     Thus,  suppose  some  non- 

condensing  engine  to  ^ive  one  horse-power  for  -1~)  Ibs.  of  such  steam, 
•hould  -ay  that  its  efficiency  as  compared  with  the  most  perfect 
non-condensing  engine  ii-in^  such  -team  i-   18'54  -f  25,  or  07416, 
or  74'lti  per  e.-nt. 

It    is  the    fashion    just    now   to    use  this  kind  of  standard.     A 
r  one  is  illustrated  in  the  following  e\eivi-e: — 

;    water   i-    supplied    to    the    boiler   at    60°  F.  ; 
.SO  11  in,  at    Km  Ibs.  piex-uiv  are  u-ed  per  hour  per  brake 

power.      What    is   the  etticiency  .' 

Tin-  total  h.-at  ..f  1  Ib.  .,f  -Meh  steam  is  1,182  in  Fah.  units. 
Subtracting  fi(»  —  :;•_'.  or  2s.  we  ^.-t  \.\~)4  units  as  the  heat  ijiven  to 
form  each  pound  of  -team.  <>r  1,154  x  W.  or  :U. 11:20  units  per  hour. 
Now  ..tie  hor-e-|)o\\er  is  :{:i,000  X  60  -f  774.  or  ~2  55 -s  heat  units  p.-r 
hour,  so  that  the  .•tH.-ieiicy  i-  -J.55s  -;-  :;  \  ti-jn  .or  ()7:W.  or  7':i!»  per 
cent.,  a  very  different  uswer  from  the  last. 

The  student  will  find  it  well  at   this  jxiint   to  work  the  61 
given  in  Art  d  iM'.*. 

In  my  steam-water  calculations,  1  almo-t  a  I  way- "neglect  the 
volume  of  water  pr.-.-nt.  In  other  calculations  we  need  to  know 
the  volume  of  a  pound  of  wat.  r  < -  •  Table  I.).  At  ordinary  tem- 
peratures, about  61'  I1'..  \\e  take  'Ohi  Cllbic  feet.  At  t  llC 

tempe  Multiply  -OHi  by  the  following  numlH-rs: — 

•Jl-J    K.  ..r  I""   C.  niiihipK  l.v  \-»\ 

1-06 

I  i:t 

r         00  i  UJ 
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Rankine  gives  the  following  formula  for  the  volume  in  cubic 
feet  of  one  pound  of  liquid  water  at  any  absolute  Fahrenheit 
temperature  t : — 

v" '  °-0080  (555  +  T5) 

EXERCISE.  A  cylinder  is  12  inches  diameter.  The  area  of 
oounding  surface  of  the  clearance  space,  including  the  area  of  the 
piston,  is  350  square  inches.  What  is  the  total  area  exposed  when 
cut  off  takes  place,  if  the  crank  is  1  foot  and  cut  off  takes  place  at 
one-third  of  the  stroke  ?  If  the  initial  steam  is  120  Ibs.  pressure, 
what  is  the  weight  of  indicated  steam  ?  If  35  per  cent,  of  the  steam 
admitted  is  condensed,  what  is  the  weight  of  condensed  steam  ? 

Take  twice  this  quantity  of  water,  and  imagine  it  spread  over  all 
the  surface  exposed  at  cut  off,  what  would  be  the  thickness  of  the 
water  ?  What  thickness  of  cast  iron  would  have  the  same  capacity 
for  heat  as  this  thickness  of  water  ?  If  the  exhaust  pressure  was 
4  Ibs.  per  square  inch,  what  thickness  of  iron  would  be  changed  from 
the  exhaust  to  the  admission  temperature  by  the  same  amount  of 
heat  as  the  difference  in  total  heat  of  the  condensed  steam  ? 

EXERCISE.  In  one  stroke  07  cubic  feet  of  steam  at  150°  C.  is 
supplied  to  a  cylinder  during  -^ih  of  a  second.  Half  of  it  is 
condensed.  The  exposed  area  of  metal  is  450  square  inches,  and  its 
temperature  is  nearly  constant  110°  C.  How  much  heat  enters  the 
metal  per  second,  per  square  cm.  of  surface,  per  degree  difference  of 
temperature  ? 

This  steam  is  617  cubic  feet  to  the  pound,  so  that  '057  Ib.  is 
condensed.  In  condensing,  each  pound  gives  out  the  heat 

606-5  +  -305  (150)  -  110,  or  542  units, 

so  that  the  heat  given  to  the  metal  is  30'9  units.  The  area 
exposed  is  450  x  6'45  square  cm.  and  the  answer  is  evidently 

OQ.Q     y.     JK 

-  or  '004  units  of  heat  per  second  per  square  centi- 
450  x  6  45  *  40 

metre  per  degree  difference  of  temperature.  This  is  twenty  times 
the  greatest  emissivity  observed  between  a  small  polished  copper 
ball  and  the  atmosphere,  and  such  a  ball  owes  half  its  emissivity  to 
having  a  great  curvature  of  surface,  so  that  the  above  number  is 
about  forty  times  what  we  might  have  expected  the  emissivity  to  be 
between  air  and  polished  metal. 

185.  If  a  point  P  is  given,  to  draw  through  it  a  curve  PF1  N1 
representing  the  pressure  and  volume  of  a  quantity  of  saturrtt.  •«! 
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steam  where  /' V>  represents  ]  and    7'J   represent!  \«>lnme. 

to  any  seal-'. 

Find  the  pr,  v>ure  r- ]>!• -ented  by /*/?:  let  it  b.  'S61bs.per 

s.  1 1  ia  re  inch  ;  J'A  is  giv.-n  in  inrh.-s  as  tin-  linear  ivpivM-ntat i»n  «.f 
th.-  volume.  I.  •  /•"/•'  ivpr,-<,-nt  the  pivwiiiv  ii!i"2l  to  find  OF. 
\\V  note  that 

OF    vol.  of  1  IK  of  steam  at  w-2\     i;  i:.:;  , 

„  =-  by  tin-  table.  SO  that  as 

»  1>       vol.  Ol  1  Ib.  «.t  -t.-aiu  at  .Nil  Sti      -\ 

0  11  is  known,  0/V.ui  \»-  ftnuid. 

In  this  way,  using  the  tables,  we  can  find  OF  for  any  pressure 

and  plot  the  point  Fl  and  so  get  the  saturation  curve  PF1  Nl.     I 

i  this  method  of  drawing  the  cunre.     It  may  be  more  tedious 

than  some  other,  but  it  keeps  one  in  tourh  with  necessary  ideas  con- 

«•• -riiin^  the  properties  of  steam. 

I  do  not  kn«>\\  to  what  extent  the  following  exercises  are  worth 
doing  by  students. 

Expansion  curves  in  Steam  and  Gas  Engine  Cylinders. 

It  often  happens  that  we  are  asked  to  draw  a  p,  r  curve  through  the  point 
/'  Mn-li  that  //I-*  is  constant,  where,  for  any  point  Fl  on  the  curve,  the  distance 
OF  represents  v  to  some  scale,  and  the  distance  FF1  represents  p  to  some  scale. 
It  i*  not  necessary  to  pay  any  attention  to  these  scales. 


f:          -o 


Oiven  P.     Draw  /*/?  at  right  angles  to  or. 

Take  point-  /    0,  //.  /.  ./.    M.  .V,  Ac.,  at  distances  from  0, 1J,  1$,  2,  2J.  3 

4,  or  Ac.  time*  O  B. 

Thus,  suppose  OM  is  3.J  times  OB, 

•ind  .I/1  th*  correspond ini;  i><>int  in  tin-  mi 
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Set  off  ol>  =  1  along  Op,  to  any  convenient  scale,  say  ob  =  1  inch. 

Join  I'll  ami  produce  to  I.. 

Choose  the  column  of  numbers  on  the  following  table  under  any  particular 


value  of  k  that  may  be  given.     Thus,  if  k  is  0'9,  then  as 


is    3|,    wo 


find      -T  =  0-324,  and  hence  we  set  up  om  as  0'324  inch  if  ob  is  1  inch. 
ob 

Join  Lm  and  produce  to  TO".  Project  horizontally  and  vertically  from  m" 
and  Jf  to  find  the  point  M'  which  is  on  the  curve. 

A  number  of  points  like  M  ought  to  be  set  off  at  starting,  so  that  the  points 
like  m  may  be  set  off  rapidly. 

In  Fig.  220  we  wanted  to  draw  the  curve  pi**  constant  through  the  given 
point  P. 

We  made  ob  =  1,  of  =  '818,  017  =  '694,  oh  =  '536,  oi  =  '438,  and  so  on,  the 
numbers  in  the  column  headed  '9  in  our  table,  and  so  found  all  the  points 
quickly  on  any  scale  whatever. 

We  give,  among  other  values  of  k  in  our  table,  k  =  1  '0646,  that  steam 
saturation  curves  may  be  easily  drawn  :  k  =  l'130,because  this  gives  a  fair  ap- 
proximation to  many  adiabatic  curves  (see  Art.  211),  when  little  water  is  present 
at  the  beginning  of  the  expansion.  We  give  k  =  1'3  and  k  =  1'414,  because  they 
are  the  adiabatics  for  superheated  steam  (?)  and  for  air  ;  also  we  give  k  =  1  "37,  be- 
cause it  is  the  adiabatic  for  the  usual  mixture  found  in  gas  and  oil  engine  cylinders. 

k  =  1  gives  the  rectangular  hyperbola  ;  the  curve  of  expansion  of  perfect 
gases  at  constant  temperature,  easily  drawn  in  other  ways. 

It  is  a  good  exercise  for  the  student  to  draw  all  these  curves  to  a  large 
scale  from  the  same  point  P,  so  that  he  may  have  a  working  notion  of  the 
differences  between  them. 


•7 

•8 

•9 

1-0 

1-0646 

1-1 

1-130 

1-2 

1-3 

1-37 

1-4 

1-414 

u 

•855 

•837 

•818 

•800 

•789 

•782 

•777 

•765 

•748 

•737 

•732 

•729 

H 

•753 

•723 

•694 

•667 

•649 

•640 

•632 

615 

•590 

•  -.7  \ 

•687 

•664 

2 

•616 

•574 

•536 

•500 

•478 

•467 

•457 

•435 

•407 

•387 

•379 

375 

2i 

•527 

•481 

•438 

•400 

•377 

•365 

•355 

•333 

•304 

•285 

-277 

•274 

3 

•463 

•415 

•372 

•333 

•311 

•299 

•289 

•268 

•240 

•222 

•215 

•212 

34 

•416 

•367 

•324 

•286 

•263 

262 

•243 

222 

•196 

•180 

•173 

•170 

4~ 

•379 

•330 

•287 

•250 

•229 

•218 

•209 

•189 

•166 

•149 

•144 

•141 

-. 

•324 

•276 

•235 

•200 

•180 

•170 

•162 

•145 

•124 

•113 

•105 

•103 

£» 

•285 

•238 

•199 

•167 

•148 

•139 

•132 

•116 

•0974 

•0859 

•0814 

0794 

8 

•233 

•189 

•154 

•125 

•109 

•102 

•0954 

•0825 

•0670 

•0579 

•0544 

0529 

10 

•200 

•158 

•126 

•100 

•0862 

•0794 

•0741 

•0631 

•0501 

•0427 

•0398 

•0394 

Let  the  student  notice  the  sort  of  difference  that  exists  between  a  curve 
pv  =  constant,  and  pv1"08*6  —  constant,  and  remember  that  there  are  some  practical 
men  who  treat  pv  =  constant,  as  if  it  were  the  saturation  curve  ;  some  people 
treat  it  as  if  it  were  an  adiabatic  curve  for  steam,  and  some  others  call  it 
vaguely  "  the  theoretical  curve  for  expansion." 


CHAPTER    XX. 

F    <..  \-KOUS 


186.  A  pound  of  fluid  stuff  has  three  qualities.  its  pressure 

assumed  t<>  be  the  same  everywhere  in  it,  its  temperature  a—  urned 
to  be  tin-  same  everywhere  in  it,  and  its  volume.  Thus  a  pound  of 
air  at  0°  C.  (or  t  =  '274)  and  at  atmospheric  piv—  .lire  (or  p  =  2,110  ll>s. 
-jiiare  foot)  has  a  volume  v  of  12'39  cubic  feet,  and  it  is  very 
n«-ar!y  true  that  for  all  values  of  i>,  c  and  t 


(1) 


Hence  if  we  know  any  two  of  j>.  /•  and  /  we  can  calculate  the 
other.  And  s,,  \\e  say  that  if  any  two  an-  known,  the  state  of  the 
stun0  is  known. 

Again,  a  pound  of  any  of  the  foil  owing  -gases  has  a  law  like 

'';=/;  ......  (2) 

Where  /.'  is  given  in  the  following  table.  The  law  is  not  strictly 
true  fi.r  any  gas,  but  it  is  so  nearly  true  that  (2)  may  l»e  u-ed  in  all 
engineering  calculations.  The  law  connecting  j>,  v  and  t  for  any 
substance  i-  called  it-  characteristic. 

In  Art,  \~-  I  give  -..me  exercises  ,,n  the  calculation  of  p  or  v  OT 
t  when  the  other  two  are  given.  I  give  here  a  table  of  such 
properties  and  laws  of  the  gases  with  which  engiii'  vn  them- 

selves. as  are  necessary  in  engineering  calculation-.  Tb«-  reasoning 
which  has  led  us  from  experimental  facts  to  these  laws  ,,r  rules  will 
be  found  in  Chap  XXXI.  The  student  will  rind  his  knowledge  of 
the  -uhject  and  -edirity  in  thinking  about  it  greatly  increased  by 
reading  Chap.  XXX.  on  the  Kinetic  theory. 


332 


THE    STEAM    ENGINE 


CIIAP. 


187.  Properties  of  Gases.  The  unit  of  heat  is  what  is 
equivalent  to  774  or  1,393  foot-pounds.  Cv  and  kare  the  specific  heats 
at  constant  volume  in  heat  units  and  foot-pounds.  Cp  and  K  are  the 
specific  heats  at  constant  pressure  in  heat  units  and  foot-pounds. 

p  is  pressure  in  pounds  per  square  foot  at  London. 

v  volume  in  cubic  feet  of  1  Ib.  of  stuff. 

t  absolute  temperature  Centigrade. 


Substance. 

d. 

CP 

k 

K 

R 

7 

Air.               

•169 

•238 

234-5 

330-1 

95  -67 

1-407 

•156 

•218 

216-3 

302-9 

86*60 

1-466 

Hydrogen  

2-416 

3-406 

3354 

4729 

1375-0 

1-410 

A     

•1802 

•250 

252-3 

349-4 

97-16 

T385 

B     

•1889 

•258 

264-5 

361-3 

96-88 

1-367 

D            

•1803 

•250 

252-4 

349-4 

97-01 

1-387 

E               

•1902 

•260 

266-3 

363-2 

96-88 

1-364 

F        

•25 

Carbonic  acid  l     .    .    . 
Carbonic  oxide     .    .    . 

•173 

•216 
•243 

241 

338 

62-58 
98-9 

1-403 

Superheated  steam.  Cp  is  usually  supposed  to  be  0'475,  but 
this  is  more  than  doubtful.  Mr.  McFarlane  Gray  thinks  Cp  to  be 
0-3864+9  X  106_pr3'5.  In  Chapter  XXXI.  I  show  that  if  Regnault's 
results  are  to  be  relied  upon,  then  Cp  is  '305  at  0°  C.,  '36  at  100°  C., 
•43  at  1 50°  C. 

I  give  a  characteristic  for  steam  in  (2)  Art.  371,  which  is  however 
probably  untrue  except  near  saturation.  This  seems  the  best  result 
at  present  available,  and  yet  there  is  a  consensus  of  opinion  among 
physicists  that  vapours  tend  to  become  more  and  more  nearly  constant 
in  their  specific  heat  at  constant  pressure  as  the  temperature  increases. 

A  is  the  usual  mixture  in  gas  or  oil  engine  cylinders  using  coal 
gas,  before  ignition ;  and  B  is  the  mixture  after  ignition. 

D  is  the  usual  mixture  in  gas  engine  cylinders  using  Dowson  gas, 
before  ignition ;  and  E  is  the  mixture  after  ignition. 

F  is  the  usual  mixture  of  furnace  gases  from  boilers  when  24  Ibs. 
of  air  is  admitted  per  pound  of  coal. 

1  Carbonic  acid  is  so  far  from  being  a  perfect  gas  that  we  can  only  say  that  Cp 
from  15°  C.  to  100°  C.  is  -2025,  and  from  11°  C.  to  214°  C.  it  is  -2169,  the  mean  ratio 
of  its  specific  heats  being  1  '30.  It  is  my  opinion  that  there  is  no  possible  explanation 
of  the  increasing  values  of  Cp  both  for  carbonic  acid  and  steam  except  that  of  dis- 
sociation, although  chemists  ridicule  the  idea  of  possible  dissociation  at  these  low 
temperatures. 
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188.  Formulae   for  Gases.  All  energy  in  foot-pounds.     One 

pound  of  gas.     Only  true  for  gases  which  *;r 


=  K  .dt  — 


//!.,  =  --        (/'./._,     /',<•,)  +  \\'ork  don,  . 

//",.,  i>  the  total  heat  given  in  any  kind  of  change  from   the  state 

Pv  *V  (i  tu  /'-  '•-  'a- 

Expansion  according  to  the  law^H-*-  -tant,  the  work  done 

is  -  —  (  vj~*—  t?,1"*  J  and  the  heat  given  to  the  gas  during  expansion 

i  """  8  \  / 

"*     X  work  don.'. 


7-1 

Expansion  MOOfding  to  tin-  law  pr  —  c,  a  constant,  the  work  dune  is 

c  loy.e  --  and  the  heat  given  to  the  gas  during  expansion  is  equal  to 

vi 
tin-  work  done. 

1  1  1  gases  the  entropy  $  =  k  log«  t  +  R  log«  v  +  constant. 

Tli«-  intrinsic  energy  E=kt  +  constant. 

KM:!;-  IM:  If  H2O  can  be  in  the  state  of  a  j>erffct  gas,  its 
d.'ii-ity  relatively  to  hydrogen  is  in  the  proportion  of  2  +  15'88,  or 
17  ^  i  ..  -1  or  8-i)4.  Hence  if  the  R  of  hydrogen  is  1375'0,  the  R 
of  gaseous  H./D  is  154. 

F<»r  tin-  various  values  of  the  |ir--siiiv  and  teinj>emture  of  Table  I., 
Art.  180,  calculate  v  if  pvjt  =  154.  The  an-\\«  -r>  an  lu-adi-d  c  in  the 
tal>: 

K\I.;I'  18E,  '1'he    fractional   diHi-n-nce   between  the  volume  of  a 

17   ^~   1/i 

pound    of  saturated   steam    <>,  and   of  ga-r,.u>  H:<>.   or  being 

calle<l  '  :  plot  log.  A-  and  log.  j>  on  s.jnared  paper  and  see   if  th.T«    i- 
such  a  law  comiM-ting  them  a- 

x=  -000  101 
which  has  IM-.-H  found  l»y  on.-  of  my  M 

189.  To  tin.l  th«-  Hpecific  la-nts,  A'  aiul  L;  of  a  mixture  of  gases.     If  we 

li;»  j,  \.-.,  ll>.  of  gases  whose  specific  heats  arc  A"  .  A'  ,  A:c.  ;  £,,  i-,,  &c. 
'I'li.-n 

A'     (<r,A*,  +  ir,A",  4  *•  •.'                   t  4c.)an«U-  =  (w,J-,  +  ir1Z-,  +  Ac.)/(w,  +  tr,  +  4c.) 

IHIJ,  •!/*  to  /»   Ch>.  -L.il  l.i/  StH'i 

Til.  I.    I       Our  <  ul.ic-   find    of  coal  gas  witli   tht-  foll.iwin^  .  ..n,|,..Mii..ti  (li\ 
\i»limit  -i.  .in.  I  ."•  ~('t  t  uliic  feet  of  air,  an«l  4  ."•<  ul>i<  f<  ut  "f  tin.'  i>n>.'  incvious 
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combustion.  What  I  call  cp  and  r,  for  each  kind  of  gas,  are  capacities  for 
heat  per  cubic  foot,  q  is  the  amount  of  each  constituent  in  cubic  feet  to  one 
cubic  foot  of  coal  gas. 


COAL  GAS  ENGINE  MIXTURE 


COMBUSTION. 


cubic  ft. 
9 

CP 

c. 

QCf, 

qct 

H  \  '  1  rogen  .... 
Carbon  monoxide. 
Marsh  gas  .  .  . 
Olefiant  gas  .  .  . 
Nitrogen  .... 
H2O  vapour  .  .  . 

0-46 
0-075 
0-3950 
0-0380 
0-0050 
0-0200 

•2309 
•387 

•3277 
•4106 
•237 

•2984 

•99    x  -168 

'' 
1-54         „ 
2-03 

1 
1-36         „ 

•1085 
•0178 
•1294 
•0156 
•0012 
•0060 

•4554  x  -168 
•0750 

•6082 
'""I 
•0050 
•0272 

Air. 

5-76 

•2374 

1              }) 

1  -3680 

5-760          ,, 

Products  .... 

4-5 

•2581 

1-124       „ 

1-1614 

5-058 

Total  

11-253 

2-8079 

12-066    x  -168 

Hence  for  the  mixture  cp  =  0-2496,  c,  =  0-1802  ;  ratio  1'385  ;  difference  '0694. 
COAL  GAS  ENGINE  MIXTURE  AFTER  COMIM  STK.N. 


cubic  ft. 

q 

CP 

c. 

qcp 

?<•» 

HgO  vapour  .  .  . 
Carbon  dioxide  . 
Nitrogen  .... 

1-3714 
0-5714 
4-5554 

•2984 
•3307 
•2370 

1-36  x  -168 
1-55        „ 
1 

•4092 
•1889 
1-0790 

1-865    x  -168 
•8855      „ 
4-5554       „ 

Total  .... 

6-4982 

* 

1-6771 

7-3059  x  -168 

Or  for  the  mixture  cp  =  0'2581,  cr  =  0-1889  ;  ratio  1'367  ;  difference  -0692. 
DOWSON  GAS  ENCINK  MIXTURE  BEFORE  COMBUSTION. 


cubic  ft. 

q 

cp 

c. 

qcp 

Hydrogen  .... 

•1873 

•2359 

•99      x  -168 

•0442 

Carbon  monoxide 

•2507 

•L'.'iT 

1 

•0594 

Marsh  gas  .... 

•0031 

•3277 

1-54 

•0010 

Olefiant  gas  .    .    . 

•0031 

•4106 

2-03 

•0013 

Nitrogen    .... 

•4898 

•L':57 

1 

•1161 

Carbon  dioxide     . 

•0657 

•3307 

1-55 

•0217 

Air      

1-1325 

•2874 

1 

•2689 

Products    .... 

2 

•2694 

1-1*23 

•5188 

Total 

4  1322 

1-0314 

•1854  x  -168 

•2507 

•0048 

•0063        „ 

•4898 

•1018 


1-13-2T. 
2-2640 


cp  =  -2496,  c.  =  '1803  ;  ratio  1'3«5  ;  difference  '0093. 
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nbfaft 
9 

'V 

«•» 

V, 

9*. 

vapour 
Carbon  <li" 
_<-n    .... 

U-JI.MI 
I  8845 

••_>:t7" 

1  :«s  x  -108 

1 

iNiirJ 

low 

-'746  x  -168 
^45 

Total 

MM  »:: 

»!M,7 

2-1674  x  -168 

- 


;    :  H7j  ,li 


19O.  When  we  dcvi-ldj)  therinodynamic  rules  (Chap.  XXX.)  for 
all  kinds  of  >t  lift'.  it  is  an  excellent  exercise  to  apply  them  to  the  case 
of  a  gas  which  approximately  sati-ti.  >  c2»  Art.  186.  But  the  student 
must  remember  that  (2)  is  «.nl\  approximately  true  for  any  substance. 
It  is  very  nearly  true  in  air,  nitrogen,  oxygen,  and  hydrogen.  In  nitro- 

.ind  air.  ^  decreases  slightly  as^  increases.     For  hydrogen,  -^ 
t  t 

iinicases  as  p  increases.      An    examination    of  the    more  correct 
chanu-teristic  for  carbonic  acid    will   show  that  (2)  is  nearly   true 
at  the  temperatures  and  pressures  which  exist  in  ordinary  chinn 
and  flues.     It  is  not  very  \vnmg  to  assume,  as  I  shall  do  in  erxe: 
work,  that    2)  i>  true  for  superheated  steam  ;  our  knowledge  of  water 
in  thi>  state  is  <l.-<-ril>e<l  in  Chap.  XXXII. 

The  important  fact  to  remember  is  this,  that  there  is  some  law 
(called  it-  ,  )  connecting  the|>,  v  and  t  of  a  pound  of  .un- 

kind of  stuff,  although  our  knowledge  of  it  may  be  quite  defective. 

Again,  the  state  of  a  pound  of  water  stuff  consisting  of  x  Ib.  of 

steam,  and  1  —  x  Ib.  of  water  is  supposed  to  be  completely  known  to 

us  (it  is  well  to  recollect  that  we  suppose  the  temperature  the  same 

where  in  the  stuff)  if  we  know  its  v  and  its  p,  or  its  v  and  its  t. 

I       -  a  peculiar  case  this  of  change    of  state,  because   then    is  a 

iitinuity,  a    sudden    change   from  water  to  steam,   and    if    the 

nm  is  known  the  temperature  is  already  known,  so  that  th,  r, 
must  }>e  a  second  independent  thing  given,  such  as  v  or  x.  If  v  is 
known,  a:  can  be  found  (or  indeed  it  i-  known,  r  may  l>e  found). 
For  in  the  tables  of  Art.  1MO  if  we  know  p  or  t,  we  know  n,  the 
volume  of  a  pound  of  steam  ;  here  we  have  x  Ib.  of  steam,  so  that  its 
volume  is  ./•*/-,  and  as  the  volume  of  the  water  ;  -ninll,  we 

neglect  it  in  our  steam  engine  calculation.-,  -o  that  c  m 


CHAPTER    XXI. 

WORK  AND   HEAT. 

191.  THERE  are  many  forms  of  energy  which  may  be  given  to 
or  given  out  by  bodies  in  Nature,  but  in  our  study  of  thermo- 
dynamics we  recognise  only  two : — 

1.  Mechanical  work  done  by  a  fluid.     If  the  volume  increases 
from  v  to  v  +  Bv,  we  say  that  the  work  done  by  the  fluid  is  more 
and  more  nearly  p .  Sv  foot-pounds,  as  the  change  of  volume  &v  is 
considered  to  be  smaller  and  smaller.     Indeed,  I  am  not  sure  that 
the  best  definition  of  pressure  is  not  this :  If  fluid  has  already  done 
work  W,  and  if  in  the  increase  of  volume  8v  the  extra  work  8  W  is 
done,  then  p  .  Bv  =  B  W,  or  rather 

dW 
P  =  -^ 

That  is,  pressure  is  the  rate  at  which  work  is  done  per  cubic  foot 
of  expansion. 

Of  course  if  Bv  is  negative ;  if  the  volume  gets  less,  the  work 
done  by  the  fluid  is  negative ;  that  is,  work  is  done  upon  it. 

Observe  that  the  most  immediate  way  of  finding  B  W  is  through 
the  infinitely  small  change  of  volume  Bv.  We  could  calculate  8  W  in 
more  laborious  ways  from  knowing  infinitely  small  changes  in  pressure 
p  and  the  temperature  B/. 

2.  Heat  BH  given  to  the  fluid  when  it  changes  its  state  in  any  way. 
If  the  change  of  state  is  an  infinitely  small  one  we  can  calculate 

BH  from  our  knowing  any  two  of  the  changes  Bt  or  Bv  or  Bp.  The 
changes  being  infinitely  small  we  can  say  that 

SH=  k.St+  l.Sv (1) 

=  K.Bt  +  L.Bp (2) 

=  P.Bp+V.  Bv (3) 

where  k,  I,  K,  L,  P  and  V  are  numbers  which  we  know  if  we  know  all 
the  properties  of  the  stuff.  These  numbers  are  called  specific  heats 
or  latent  heats  or  capacities,  and  they  may  be  quite  different  in  one 
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state  of  the  stuff  from  what  they  are  in  another.  W«  might  have 
expressed  SIP*  in  some  similar  way,  but  how  cumbrous  and  un- 
necessary it  would  have  been!  Now,  just  as  8 W  - p . Bv,  so  there 
is  a  much  quicker  way  of  calculating  Bff  than  by  either  (1),  (2) 
or  (3).  There  is  a  property  of  the  stuff  called  its  entropy  </>,  which 
is  such  that  any  change  in  it,  B<f>,  if  multiplied  by  t  the  absolute 
temperature,  gives  Bff  or 

BH=t.B<f> (4) 

When  stuff  changes  in  state  we  can  use  either  (1)  or  (2)  or  (3)  to 
calculate  the  amount  of  heat  given  to  it,  but  if  we  only  know  the 
•  •hange  in  0,  the  rule  (4)  is  of  all  ways  the  easiest  for  calculation. 

The  most  general  statement  of  the  laws  of  thermodynamics  is  this: 

When  a  body  changes  its  state  and  has  heat  energy  BH  given  to 
it,  and  it  gives  out  mechanical  energy  8  IF",  the  intrinsic  gain  of 
energy  is  BH  —  §W\  call  this  BE  and  use  the  name  "intrinsic 
energy  "  for  E.  This  is  the  total  energy  actually  in  the  stuff. 

1st  Law.  The  E  in  the  stuff  is  always  the  same  when  the  stuff 
returns  to  the  same  state  ;  in  fact,  E  can  be  calculated  if  we  know 
p  and  v,  or  p  and  t,  or  v  and  t. 

2nd  Law.  The  <j>  of  the  stuff  is  always  the  same  when  the  stuff 
returns  to  the  same  state ;  in  fact,  <j>  can  be  calculated  if  we  know 
the  state. 

192.  First  Law.  A  great  number  of  practical  problems  are 
solved  at  once  if  we  remember  the  first  law,  and  if  we  know  how  to 
calculate  the  intrinsic  energy. 

N'.w  \ve  do  not  know  the  real  intrinsic  energy  of  any  stuff,  but 
we  do  know  in  many  cases  how  much  greater  it  is  in  one  state  than 
in  another.  For  example :  In  air,  oxygen,  nitrogen,  hydrogen,  and 
other  gases  we  find  it  nearly  true  that  the  intrinsic  energy  depends  only 
en  the  temperature.  Thus,  when  the  temperature  keeps  constant,  if 
t  h«  stuff  expands  doing  work,  the  amount  of  heat  given  is  exactly  equal 
to  the  work  done,  that  is,  there  is  no  gain  or  loss  of  intrinsic  energy. 
When  no  work  is  done  (volume  constant)  the  heat  given  to  a  gas  is 
all  stored  as  intrinsic  energy.  Now  it  is  found  that  the  heat  given 
gas  at  constant  volume  to  raise  it  from  tQ  to  t  is  k  (t  —  t0~) 
where  k  is  a  constant  quantity  called  the  specific  heat  at  constant 
volume.  As  we  are  only  concerned  with  differences  we  may  say  that 
the  intrinsic  energy  in  a  pound  of  stuff  is  Jet,  although  we  can  attach 
no  meaning  to  such  a  statement  at  such  low  temperatures  that  the 
>tutV  no  longer  behaves  like  the  mathematical  substance  called  a 
perfect  gas. 

BUBOES!  1  What  heat  must  be  given  to  a  pound  of  gas  when 
it  changes  in  volume  from  i\  to  c,,  its  pressure  p  remaining  constant  ? 

z 
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i:  1  1-  at  =  gain  of  intrinsic  energy  +  work  done.  The 
work  done  =  p(v*  —  vj.  To  find  the  gain  of  intrinsic  energy  we  must 
find  the  change  of  temperature.  The  stuff  follows  the  law  pv  =  Rt. 

Hence  ^  =  ^,  t2  -  ^  ;   gain  of  intrinsic  energy  =  k(t.,-t^  = 

li  A 


Hence  heat  —   -p  (#  —  v.)  -f  p  (vz  —  v,) 


This  may  be  put  in  many  shapes.  Thus  pv9  =  Rt^pv^  =  Etl  and 
the  above  becomes  (k  +  R)  (t2  —  t^).  Now,  if  we  say  "  Heat  given  ;= 
specific  heat  K  at  constant  pressure,  multiplied  by  change  of  tem- 
perature "  we  see  that  k  +  R  =  K. 

EXERCISE  2.  When  a  pound  of  gas  changes  in  any  way,  what  is 
the  heat  given  to  it  ?  Answer.  Heat  =  k  (tz  —  t^)  +  work  done. 

We  see  therefore  that  the  question  cannot  be  answered  in  numbers 
unless  we  know  the  work  done.  Calling  the  work  done  W,  and 


seeing  that  t2  =        ,  L  =        , 
R  2i 

k 

Heat  =  -  (ptvt  -  pft)  +  W. 
-/t 

This  formula  is  of  great  value  in  air  engine,  gas  engine  and  oil 
engine  work. 

EXERCISE  3.  A  pound  of  gas  at  400°  C.,£>  =  1  0,000  Ibs.  per  square 
foot  whose  R  is  95*67,  what  is  its  volume  ? 

Answer.   As  ^  =  95'67.      v  =  5729. 

It  receives  7  x  105  foot-pounds  of  energy  as  heat  at  constant 
volume,  find  its  new  pressure  and  temperature. 

Answer.  The  heat  is  all  stored  as  intrinsic  energy,  and  as 
k  =  252-3  (see  Art.  187),  the  change  of  temperature  is  7  x  105-=-252'3 
or  2,775°  C.  It  is  easily  seen  that  the  new  pressure  is  3,300  Ibs. 
PIT  square  inch. 

EXERCISE  4.  Given  a  p,  v  diagram  for  a  pound  of  one  of  the  gases 
of  the  table  Art.  187,  find  the  rate  of  reception  of  heat. 

£//=  /.:.&  +p.Sv 

<l  11        ,  dt    . 

=k    +  >  ......    1 


We  shall  call  this  h. 

It  is  evident  then  that  our  answer  is  just  of  the  same  dimen- 
sions as  a  pressure  :  the  one  being  "  mechanical  energy  given  out 


\\l 
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he  stuff  IKT  unit  increase  of  volume,"  the  other  being  "heat 

_ry  taken  in  by  the  stuff  per  unit  increase  of  volume."     Suppose 

11  indicator  diagram  and  we  do  not  know  tin-  temperature 

anywhere,  we  only  see  p  drawn  to  scale,  we  know  not  what  scale, 

tiff 

nt  that         or  /i  mu-t  !>«•  >ho\vn  to  the  same  scale. 
dv 

It  is  c..n\enient  to  change  (1). 

A-  *  =^    ^  =  ]    (p  +  c  tf'-\     Hence  (1)  may  be  written, 
Ji     ctv      1\    \  uv/ 

since  R  =  K  —  k  and  K/k  is  called  7 


This  is  really  the  same  as  (1),  but  it  will  be  observed  that  we  can 
get  h  in  terms  of  p  without  knowing  how  much  stuff  is  present,  and 
\ve  need  not  care  what  are  the  scales  of  p  or  r. 

193.  The  following  numbers  were  measured  on  a  gas  engine 
indicator  card  of  the  stuff  A  of  the  table  Art.  187,  whose  7  is  1 
The  stuff  was  in  a  cylinder  whose  <  1.  ai-ance  volume  was  known, 
and  of  course  this  is  inrludrd.  The  student  will  do  well  to  draw  the 
diagram  from  tin-  dimensions  given.  If  he  does  so  he  will  get  much 
accurate  an- 
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It  is  to  be  noticed  that  during  compiv»i«>n  as  v  is  diminishing  or 

JTT 

8v  is  negative,  since  —  is  positive,  it  means  that  heat  is  being  lost 

W-  c/ 

by  the  stuff.  Until  v  =  10'9  in  the  expansion,  notice  that  the  stuff 
first  receives  heat  and  thereafter  loses  heat.  The  student  ought  to 
draw  h  to  the  same  scale  us  that  to  which  pressure  is  drawn. 

If  it  is  required  to  know  rate  of  reception  of  heat  per  second, 
h  x  velocity  of  piston,  evidently  represents  what  is  wanted.  For  this 
purpose  we  may  without  much  inaccuracy  imagine  the  connecting 
rod  to  be  infinitely  long  ;  therefore  we  describe  a  semicircle  on  the 
distance  which  represents  to  scale  the  length  of  the  stroke,  and  we 
multiply  the  ordinate  of  our  h  diagram  by  the  ordinate  of  the  semi- 
circle for  any  position  in  the  stroke. 

It  is  obvious  that  an  exercise  like  this  well  earned  out  will  teach 
students  a  great  deal  more  than  may  be  described  here. 

If  an  expansion  curve  follows  the  law  2^  =  c  a  constant  as 
p  =  cv~*. 


dp 

-L-   =    —  sp 

dv 


Hence  (2)  becomes 
1 


Thus  in  the  latter  part  of  the  above  expansion,  if  we  plot  log.  p 
and  log.  v  on  squared  paper,  we  shall  find  pvll5~5  =  constant,  and  hence 
h  =  -  Q-50p. 

Again,  in  the  above  compression  it  will  be  found  that  pv1'2™  is 

1  TT 

constant,  and  therefore—     =  0'47  p. 

dv 

194.  I  give  a  little  thermodynamics  in  Chap.  XXXI,  but  I 
write  for  students  who  are  supposed  to  know  something  of  thermo- 
dynamics already,  and  especially  the  proof  of  the  second  law. 
Elementary  students  of  heat  and  advanced  students  who  wish  to 
study  the  philosophy  of  this  subject  will  find  no  great  help  here. 
I  think  that  the  mathematical  basis  of  the  second  law  as  given  in 
my  book  on  the  Calculus  is  well  worth  study.  The  course  of 
one's  elementary  study  is  usually  this : — 1.  The  equivalence  of 
mechanical  and  heat  forms  of  energy.  2.  When  change  of  state  of  a 
body  occurs ;  what  is  the  heat  given  ?  what  is  the  work  done  ?  how 
are  these  usually  calculated  ?  3.  The  mathematical  conception,  a 
Carnot  cycle,  stuff  taking  in  heat  H  when  expanding  at  constant 
temperature  T ;  giving  out  heat  h  when  being  compressed  at  constant 
temperature  t\  when  change  of  temperature  occurs  it  is  due  to 


WOIJK    ANh    I  IK  AT  341 


i  -\pansion  or  compression.      4.    An    «  n^m.'   which   could 
follow  a  Carnot  cyH«-  :  !|1'--     Tin-  -tudy  «.f  thi-  -••ctioii  of  th«- 

subject  may  brt-ak  «>\.-r  the  barriers  of  our  mathematical  a—  umption- 
in  regard  to  the  nature  of  matter  and  em  -r^y  and  Income  a  study  of 
theuniv.i-  l\-  •  jtincj  to  mnth'-in  .-IP-  l.-d  •  "  \ 

siMe  engines  working  between  the  -am.'  higher  and  lower  temp 
tiiiv^    are    equally   efficient,  and    therefore    tlii>    efficiency    depend* 
upon  th«-   i.  •mnerahuvs   aloix-.     6.    Define  temprmtun-  to  !)••  such 
that  in  a  reversible  engine 

Nett  irork       T  -  t 
II  T 

7.  Calculatf  what  this  seal.  •  »f  tmijM-nxtmv  niu>t  ho  by  calculating 
nett  w«»rk  ancl  //  when  some  particular  substance  is  us»-d   \\lio-, 
properties  are  known,     x.  Th«  >.-ale  of  temperature  so  found  is  such 
that  if  \vr  can    inia^im-  tin-  sul>stance  to  be  one  whose   intrinsic 
energy  depends  only  upon  it<  tompentnn,  and  if  it  is  also  such  a 

substance  that  its   p  (-r-l  's  :l  linear  function  of  the  scale  of 

V  Wp/9  con* 

temperature  employed,  then  the  value  of  p  ('—)           being  called 

*  <fp/veontt 

the  absolute  temperature,  the  above  condition  is  satisfied.  9.  The 
properties  of  air,  nitrogen  and  hydrogen  are  such  that  we  can  approxi- 
mate very  closely  to  the  scale  of  temperature  required,  and  as  a  help 
to  our  recollection  of  our  results  we  have  invented  an  ideal  substamv. 
called  a  perfect  gas,  which  is  such  that  if  t  is  our  absolute  tempera- 
ture, and  if  v  and  p  are  its  volume  and  pressure 

vp/t  =  R 

whore  R  is  constant  and  where  t  may  be  taken  as  0°C.  +  2737. 
0°  C.  being  the  reading  on  what  we  call  sometimes  an  air  thermometer 
and  sometimes  a  nitrogen  or  hydrogen  thermometer  with  delightful 
vagueness. 

195.  The  fact  most  impressed  upon  the  young  engineer  is  this, 
that  in  trying  to  convert  as  much  of  the  heat  energy  H  as  possible 
into  the  mechanical  form,  the  temperatures  limit  our  power,  and 
we  can  only  in  tho  most  perfect  heat  engine  com.  -it  th.>  fraction 

T  —  t 

—^  —  of  the  whole. 
T 

Carnot  thought  that  when  heat  fell  in  temperature  and  work 
was  done,  it  was  like  water  falling  down  a  height  in  a  water-wheel. 
He  was  wrong.  H  at  the  higher  temperature  T  becomes  only  h  at 
the  lower  temperature  t,  the  difference  ff  —  h  being  converted  into 
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work  w  in  a  perfect  engine.    Taking  it  that  all  energy  is  in  the  same 

w      T-t 

mills,  \vc  have       =  —  —  -. 
Ji          1 

ln-teatl  of  thinking  of  //as  analogous  with  weight  of  water,  let 

JT 

us  take  -^  as  analogous  with  weight  of  water. 

TT 

A  weight  "^falling  through  the  height  T—  t  would  do  the  work 

TT 

—  (T—t),  so  that  the  analogy  is  complete. 

196.  Lord  Kelvin  put  forward  a  suggestion  once  that  may 
not  probably  be  acted  upon  much,  until  coal  is  more  expensive.  It  is 
this.  Just  as  in  a  heat  engine  we  take  in  heat  H  at  T,  give  out 
heat  h  at  t,  converting  only  the  small  quantity  w  =  H  —  h  or 

71  —  t 
H  -  -  -  into  work  ;  so  in  a  reversed  heat  engine,  we  might  take  in 

h  at  the  lower  temperature  t,  do  work  w   and  deliver  the  large 

T 

amount  of  heat  h  +  w,  or  w  —  -  -  at  the   higher    temperature. 

_/  —  t 

Many  refrigerating  machines  already  work  on  the  principle.  Let  us 
take  a  concrete  example. 

EXERCISE.  Suppose  that  for  1  Ib.  of  coal  whose  calorific  energy 
is  8,300  centigrade  units  of  heat,  we  get  1  brake  power  hour,  using 
Dowson  gas  and  a  gas  engine  ;  that  is,  we  get  work  equivalent  to 

J  —  —  -  —  or  1,422  heat  units.     Suppose  that  this  work  is  given  to  a 

J.  jO  *  /  O 

reversed  heat  engine  taking  in  heat  h  in  air  on  a  cold  day  at  10°  C. 
the  atmospheric  temperature,  and  by  compression  giving  it  out  at 
20°  C.  Let  us  imagine  this  to  be  done  with  an  efficiency  of  90  per 
cent.,  which  is  quite  practical.  Then  the  work  1,422  will  allow  the 


<  _    90 
heat  1,422  ---      x  "9  or  37,620  to  be  given  to  the  air. 

Here  then  is  a  comparison  : 

By  direct  heating,  the  usual  way,  all  the  heat  of  the  coal  being 
given  to  the  air  (it  is  unusual  to  give  nearly  so  much),  the  air  gets 
8,300  units  of  heat. 

By  using  a  gas  engine  and  reversed  heat  engine,  the  heat 
37,620  is  given  to  the  air. 

It  looks  at  first  sight  like  a  creation  of  energy,  but  the  student 
will  see  that  the  heat  energy  is  not  created  ;  we  have  the  work 
1,422,  this  is  changed  into  heat,  and  the  extra  heat  36,198  is  raised 
in  temperature.  All  that  is  disadvantageous  in  the  heat  engine 
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becomes  advantageous  in  tin-  reversed  heat  engine,  whether  it  is 
u-ed  I'.u-  heating  or  !'..)•  refrigerating. 

Til.-  eompari.-on  would  be  more  striking  it'  \\e  a.-.-um«d  that  by 
.votne  elect  rje  battery  method  uc  could  get  more  u-eful  Work  from 
1  lb.  of  coal  than  we  can  g«  t  by  u>ing  I)o\s-,,n  gas  in  a  gas  engine. 

197.  The  reversibility  of  a  heat  engine  depend-  upon  this,  that 
when  the  -tuff  ^ains  or  loses  h«-at  it  »hall  d<>  so  to  a  body  of  intinitr 
capacity  fur  lu-at  at  tin-  >ani«-  trinp<-ratiuv.  IM  th,.  Carnot  cycle 
//  is  takni  in  at  th.-  hiijli«T  tfiujM-ratun'  T.  heat  A  is  givi-n 
mit  at  the  l«)Wer  t.-niperature  /  ;  change  nf  temperature  occurs 
adiahatically. 

Stirling's  regenerator  produr'-  a  ivM'i^ilile  heat  engine  in  the 
same  way.  Imagine  air  to  he  the  >tntV  n>e<|.  \  pmind  •>{'  air  e\- 

A) 

paadfl  from  t'.   tor,  at    7',  taking   in   the   heat  11  =  RT\ug.   --  and 

«l« 

doing  work  eijual  to  H.     The  air  then  gdes  through  a  passage  wh<»e 

walls  have  infinite  capacity  and  gradually  alter  in  temperature  fr«.m 
T  to  t,  so  that  the  air  gets  In  we  red  to  t  in  passing  through,  its 
volume  keeping  constant.1  The  heat  given  up  by  the  air  and  stored  in 
the  regenerator  is  /,•  (T—  t)  the  pressure  falling.  The  air  is  now 
compressed  at  the  constant  temperature  t  from  /-.,  to  rv  giving  out 

the  heat  h  =  Rt  log.  -2,  the  work  done  upon  it   being  e<pial  to  h.     It 

"i 
is  now  passed  in  the  reversed  way  through  the  regenerator,  taking 

in  the  heat  /•  (  T—t)  in  reaching  its  initial  condition,  volume  t?,, 
temperature  T. 

The  reg.-nerator  gives  mit  the  >ame  heat  that  it  ttM>k  in.  At 
every  point  in  the  pa -sage  through  it.  the  air  gives  up  «>r  takes  heat 
from  a  part  of  the  regenerator  which  is  at  the  same  temperature  as 
itself.  The  heat  taken  in  wa>  // :  the  heat  given  out  was  // ;  the 

ff       T 

net  w..rk   done  was  //  —  //.  and  we   see  that        =  -,so  we  have  the 

h         t 

T—t 

efficiency  .t-  1  >ef ••!•.•.    The  -tudent   can  work  out  the  Ericsson 

form   for  himself. 

Th.-  Joule  air  engine  is  not  r. -\er-ible.  The  stutf  takes  in  heat 
at  constant  pressure  and  4i\.  -  it  out  at  low.  r  constant  pressure,  the 
other  two  parts  of  the  cycle  being  ailiabatics.  It  i  lly  intvr- 

e-ting   because    in    it-    i  !..nu   \\    i-   a    well-known    form   of 

refrigerating  machine. 

1  Ericsson  let  ita  pressure  keep  constant. 


CHAPTER  XXII. 

WORK  AND   HEAT.       ENTROPY. 

198.  I  TAKE  it  that  my  readers  know  something  of  thermody- 
namics already.    The  application  of  the  above  notions  to  chemical  and 
physical  questions  generally  will  lead  to  the  study  of  the  availability 
of  the  heat  in  a  system  of  bodies  whose  temperatures  are  not  the 
same.     With  this  matter,  so  all-important  in  physical  chemistry,  the 
engineer  need  not  concern  himself;  he  is  more  concerned  to  study 
thermodynamics  from   the  entropy  point  of  view,  because  he  has 
one  stuff  at  the  same  temperature  and  pressure  throughout.     I  have 
given  the  mathematics  of  the  subject  in  Chap.  XXXI. 

199.  If  stuff  is  at  the  absolute  temperature  t  and  we  give  the 
small  amount  of  heat  &H  to  it,  we  say  that  we  give  it  the  entropy 

Bff 
— .     Engineers  seem  to  have  great  difficulty  in  understanding  why 

fr 

we  introduce  the  notion  of  this  ghostly  quantity,  but  they  must  get 
accustomed  to  it.  The  entropy  of  a  body  is  said  to  be  its  <j>.  If 
a  body  has  the  entropy  <f>,  the  pressure  p,  the  temperature  t,  the 
volume  v,  and  the  intrinsic  energy  E,  and  receives  heat,  does  work, 
goes  through  all  sorts  of  changes,  and  is  brought  back  to  the  same 
p  and  v  again,  it  will  be  found  that  it  is  also  at  its  old  t,  that  its  E 
is  the  same,  and  also  its  </>  is  the  same.  The  heat  given  to  and 
taken  from  the  body  are  by  no  means  the  same ;  the  work  done  by 
and  upon  the  body  are  by  no  means  the  same ;  but  the  entropy 
given  to  and  taken  from  the  body  are  exactly  the  same. 

It  is  a  mathematical  idea  which  must  be  taken  in,  and  it  is 
a  most  impossible  to  get  the  idea  without  working  exercises  on  heat 
engines.  There  is  no  good  analogy  to  help  the  beginner,  but  I 
may  try  this  one. 

When  a  body  changes  its  state  by  a  small  amount  and  we  have 
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:i  to  if  th«-  h,  :\   r//,  ami    Id  it    give  out    tin-    nu-chamr-al 

energy  8  W,  ami  it  all  s..rN  ••(  Mich  changes  take  place  ami  the  body 
comes  back  to  its  old  state  again,  how  do  we  take  account  of  what 
has  happened  :  — 

1.  If  we  reckon  up  all  the  work  done  by,  and  dune  ,,»  the  -tutV  we 
do  not  find  that  the  accounts  balance. 

2.  If  we  reckon  up  all  the  heat  given  to,  and  given  out  by  the 
stuff  we  do  not  find  that  the  accounts  balance. 

3.  If  we   look   upon   all    the    w..rk    and    heat   as  energy   and 
calculate   it    all    in    foot-pound-,    we    find    that   the   account    do.-., 
balance. 

Now,  is  there  any  way  in  which  we  can  make  the  work  account 
balance  by  itself  '.  Y  when  the  work  S  W  is  done,  do  not  reckon 
it  up  directly,  but  divide  by  the  p  at  the  time,  and  then  reckon  up  : 
what  we  really  reckon  up  is  &  W  -j-  p  or  Sv,  the  mere  change  of 
volume,  and  this  must  come  back  to  the  same  value  again. 

Similarly,  if  we  divide  every  Sff  by  t,  so  that  when  1,000  units 
of  heat  are  taken  in  at  the  constant  temperature  500,  we  say  "  the 

1000 
entropy  added  is  -g^fc-  or  2,"  and  again  when  we  take  out  the  heat 


800  at  the  constant  temperature  400  we  say,  "  the  entropy  taken 

X(M) 

away  is  j^r  or  2  "  ;  if  we  take  care  to  reckon  in  this  fashion,  ever}' 


amount  BH  being  divided  by  the  t  at  the  time,  and  if  we  call  the 
BH  divided  by  the  t  by  the  name,  entropy,  we  shall  find  that  when 
the  stuff  is  brought  back  to  its  old  state  again,  we  have  just  given 
out  as  much  entropy  as  we  have  taken  in.  The  account  balances 
exactly. 

Is  there  any  other  good  analogy  ?  Many  a  time  have  I  worried 
over  this  pedagogic  difficulty.  How  to  give  this  powerful  idea  in 
a  simple  way.  What  is  the  use  of  trying  to  prove  this  second 
law  of  thermodynamics  unless  one  knows  that  one  can  compre- 
hend it  when  one  has  proved  it?  And  so  many  men  prove  it  in 
books  and  talk  glibly  about  it,  to  whom  it  is  a  mere  bit  of  mathe- 
matics !  Is  it  a  name  for  its  unit  that  is  wanted  —  then  here  I  give 
it  a  name  for  the  first  time.  When  1,800  units  of  heat  are  given  at 
the  absolute  temperature  600,  I  shall  say  that  entropy  of  the 
amount  1,800  -r  600  or  3  Ranks  is  given  to  the  body.  This  will 
be  3  Ranks  whether  the  heat  is  in  Fahrenheit  units  at  absolute 
Fahrenheit  temperature,  or  Centigrade  units  at  absolute  Centigrade 
temperature.  The  name  Rank  I  take  from  the  name  of  Rankine 
who  first  used  <f>  and  gave  it  a  name  which  I  need  not  now 
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mention,  as  everybody  uses  another  name  '  entropy.'     In  general 
equations  entropy  is  measured  as 

heat  received  in  work  units 
absolute  temperature  of  reception 

so  that  Ranks  must  be  multiplied  by  Joule's  equivalent. 

200.  Latent   heat   is  usually  given  to  water  kept  at  constant 
temperature,   to   convert  it  into  steam ;   in   this  case   the  gain  of 
entropy  is  easily  calculated.     It  is  the  latent  heat  divided  by  the* 
absolute  temperature. 

When  the  temperature  of  a  body  changes  as  it  receives  heat,  we 
have  to  calculate  the  gain  of  entropy  by  small  amounts  and  add 
up.  The  gain  S</>  is  the  gain  of  heat  BH,  divided  by  the  absolute 
temperature  t.  Thus  a  pound  of  water  receives  heat  BH,  which 
in  heat  units  is  very  nearly  Bt  when  being  heated  from  t  to  t  -f  Bt 

(see  Art.  208).  We  say  that  it  has  gained  the  entropy  d<f>  =  — -  and  we 
must  integrate  this  to  get  the  total  gain  from  the  temperature  tQ  or 

If  t0  is  461  +  32  Fahrenheit  or  2737  Centigrade,  the  freezing 
point  of  water,  and  <j>  is  counted  from  this,  so  that  <f>0  is  0,  as  I 
usually  employ  <f>w  to  denote  the  entropy  of  a  pound  of  water, 

t  t 

r  W    ~~~  O*'    A  AO  O&     O*7  O.^7 

4yf3  273  7 

Of  course  <f>s  for  a  pound  of  steam  is  <f>w  +  -.     The  ^  of  a  pound  of 

v 

stuff  made  up  of  x  Ib.  of  steam  and  1  —  x  Ib.  of  water  is  evidently 

*.  +  *j 

20 1.  We  shall  see  in  Art.  362  that  in  a  pound  of  perfect  gas 

whose  law  is  —  =  R  where  p  is  in  pounds  per  square  foot,  and  v  in 

v 

cubic  feet,  if  the  entropy  was  <j>0  when  the  stuff  was  in  the  state  p0,  v0 
and  t0 


.«.JBkg (2) 

0                po 
or  =  k  log.  4  +  R  log  - (3) 
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1  1.  •!•!•/•.  A'  ami  /.'  an-  in  loot-pound  units.  Or  if  wo  divide  all 
.1  tic's  equivalent,  \vc  get  <f>  in  Ranks,  ami  we  may  still 
use  A-  and  A'  for  tlic  specific  In  at  ai  constant  volume,  and  c.,n»tanl 
pressure,  respectively,  in  units  ci|iiivalcnt  to  Hank*,  and  it  /,'  is  known, 
it  is  .  -a.s\  to  di\  ide  it  by  Joule's  e<jui\alcnt  ;  thus  for  air,  R/J  becomes 
•i  ills?  rank.-.  Our  numbers  an-  now  tin-  same  for  either  scale  of 
temperature. 

K\i  !i'  I>K.  One  pound  of  air,  p0  =  2116  (one  atmosphere), 
*'0  =  12-39,  t0  =  493  (Fah.)  and  R  =  53-15,  let  <£0  be  railed  0  ;  find  <£  in 

Jit 
ranks  when  v  =  3,  t  =  900.     We  find  that  p  would  then  be  --  or 

<• 

15,950  11  is.  |  MI-  square  foot. 

R 
A'  for  air  in  heat  units  i-  "2875,  --     =  '0687,  and  as  K  -  Ic  =  R 

for  any  perfect  gas  when  in  foot-pound  unit> 

k  =  K  -  R  =  -2375  -  '0687  =  -1688  in  heat  units. 
Hence  (1),  (2)  and  (3)  become 

0  ranks=  '1688  log.          °  +'2375  log.  =  0'0041 


~'0687  log-       =  Q' 


ooo  ^ 

log.    ,     +-0687  log.  =  0-0041 


so  that  we  see  we  get  the  same  answer  by  all  the  ways  of  working. 

2O2.  The  statement  that  <j>  depends  on  the  state  of  the  stuff,  is 
often  put  in  other  ways. 

Thus  in  classes  in  physics  we  are  taught  how  Carnot  conceived  of 
stuff  working  in  an  engine  under  these  conditions  ;  — 

1.  Receiving  heat  //  at  constant  temperature  T,  from  a  source  of 
heat  at  the  same  temperature,  expanding  and  doing  work. 

2.  Expanding  adial>atically  in  a  non-o  inducting  vessel,  and  doing 
further  work,  till  it  readies  the  temperature  f. 

3.  Being  compressed  (having  work  done  upon  it)  at  constant 
temperature  /,  and  giving  up  heat  h  to  a  refrigerator  at  this  lower 
tempemture. 

4.  Being  further  compressed  adiahatically  so  that  it  shall  return 
to  its  first  condition  again. 

'  Carnot  showed  that  this  engine  is  reversible,  and  that  it  is  not 
possible  to  conceive  of  an  engine  taking  the  heat  JSTat  T,  and  giving 
up  heat  at  t,  which  would  do  more  work.  We  know  that  the  nett 
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work  done  by  this  perfect  engine  is  H  —  h  (all  our  measurements  of 
energy  being  mechanical). 

TT 

The  gain  of  <f>  in  the  first  operation  is  -™  and  its  loss  in  the 
third  operation  is  -  and  there  is  no  gain  or  loss  of  </>  in  the  second  or 

t 

fourth  operations. 

Our  statement  as  to  <f>  is  that  —  =  - 

JL  t 


or 


H-h _ T-t 
H  T 


0 


D 


That  is,  the  efficiency  of  our  perfect  heat  engine  or  of  any  rever- 
sible engine  working  between  the  absolute  temperatures  T  and  t  is 

(T  -  t)/T.  Perhaps  the  second 
law  of  thermodynamics  may  be 
better  known  to  students  in 
this  form  than  in  the  form  of 
Art.  191. 

2O3.  If  we  are  given  the 
values  of  any  two  of  the  quali- 
ties v,  p,  t,  E,  and  <J>  for  a  pound 
of  stuff,  we  are  supposed  to  be 
able  to  find  all  the  others.1 

This  statement  may  be  said 
to  be  the  most  general  way  of 

5- A    presenting     the    two    laws     of 

thermodynamics.  Indicator  dia- 
grams show  the  state  by  the 
values  of  p  and  v,  and  areas  represent  work  done.  Many  investi- 
gators have  in  a  general  way  used  other  diagrams,  and  indeed  a 
diagram  connecting  any  two  of  the  above  properties  may  be  used 
in  studying  the  behaviour  of  a  pound  of  stuff. 

The  t(f>  diagram  is  not  particularly  valuable  in  calculations  on  air 
or  other  gases,  but  for  stuff  which  is  in  two  forms,  water  and  steam 
for  example,  the  changes  which  Rankine  and  Clausius  had  so  much 
difficulty  in  calculating,  go  on  visibly  on  the  diagram. 

It  is  to  Mr.  MacFarlane  Gray's  persistence  that  we  owe  the  now 
common  use  of  the  t<f>  diagram,  so  directly  applicable  to  steam 
engine  problems.  Even  when  steam  is  superheated  a  good  deal,  we 
probably  still  have  both  steam  and  water  always  present  in  the 
cylinder  of  an  engine. 

1  During  change  of  state  p  and  t  are  not  independent. 


/P  V 

PIG.  221. 
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If  we  make  a  t<f)  diagram  for  a  pound  of  any  kind  of  stuff.  If 
the  stuff  change>  in  >tate  <  Fig.  221  )  from 

<f>  or  PQ  and  t  or  PR,  to  <f>  +  &<f>  <>r  .!/>'  and  t  +  &  or  tf  V 
if  the   heat    taken    in    is   BH,   the   definition    of    entropy    is    that 

JIT 

g<£  =  -  —  so  that  t-$<f>  =  8/f,  and   therefore    the  area  PS  VR  repiv- 

I 

sents  the  heat  taken  in  during  the  change.  Hence  in  any  great 
change, say  from  C  to  F,  the  total  heat  taken  in  if  nted  by 

the  area  CPSFGDC. 

2O4.  Thus  the  rectangle  DEFC,  Fi-  222.  >ho\v>  a  Carnot 
cycle;  heat  //is  taken  in  during  the  isothermal  operation  DE,  at 
the  absolute  temperature  tt ;  heat  ff3  is  given  out  during  the  iso- 
thermal  operation  FC,  at  the  absolute  temperature  ty  Now,  the 
distances  DG  and  CG  represent  these  absolute  temperatures,  and  it 
is  evident  that  as  //,  is  represented  to  scale  by  the  area  DEJG,  and 
#3  by  CFJG  then  H^  -  J73  or  the  area  DEFC  is  the  work  done. 

work  done      DEFC       DC 
U     have  //,         -DEJG^DG 

t, 
or 

It  is  worth  while  for  the  student  to  study  the  figure  more  care- 
fully, writing  1,  2,  '\.  4  for  the  operations,  writing  the  value  of  the 
entropy  at  each  corner  and  noting  that 

IT     t   /.I  A    \      TT     f   /J  J    \ 

XZj   —  II\<P.,  —  <p^ ),  xlj  —   '  j(  <p.i  "~  Wi) 

It  makes  an  excellent  set  of  exercises — I  hope  that  they  will  not  be 
thought  too  tedious — to  work  out  very  carefully  all  that  occurs  in  a 
Carnot  cycle  perfonned  upon  a  pound  of  air  ;  calculating  both  from 
the  pv  diagram  point  of  view  and  the  0<f>  point  of  view.  The  student 
had  better  illustrate  the  work  with  two  figures,  one  like  Fig.  222,  the 
other  &pv  diagram,  both  drawn  to  scale. 

\V,-  can  find  the  \alue>  given  in  the  following  table  in  various 
\\a\s.  In  these  four  exercise.*-  I  take  the  most  easy  way  for  each 
operation,  but  the  student  ought  to  accustom  himself  to  all  the  ua\^ 
suggested  in  Art.  I '.••_' 

EXERCISE  1.  A  pound  of  air  i;  =  3  cubic  feet,  p  =  15,950  Ibs.  per 
square  foot,  t  (absolute  Fahrenheit  i  =-  !»<)0  the>e  a^n-e  with  /2  =  53'15 
Art.  iMi  expand-  -lant  temperature  to  r  =  12,  find  the 
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p,  the  heat  taken  in,  the  work  done,  the  gain  in  E  the  intrinsic 
energy,  and  the  gain  in  entropy. 
Answer. 

j?x!2      15,950  x  3  „ 


Work  done  =  pv  log.  4   (see   Art.  188),  or   66,310  foot-pounds  (or 
85'68  in  heat  units).     Gain  in  entropy  =  heat  85'68  4-  temperature 


*/ 

f- 

D  '  E 
4  e 
C  a  F 

5 

V*  3 

<, 

FIG.  222. 

900  =  0'0952.     Gain  in  E  —  0.      Let  these  results  be  written  in 
the  table. 

We  had  better  count  entropy  0  as  0  at  atmospheric  pressure,  and 

j 

0°  C.    It  is  easy  to  show  as  in  Art.  362  that  $  =  K  log.-Tqo  —  R  log.  — 

so  that  at  JD,  <j>  is  0'00415. 

EXERCISE  2.  A  pound  of  air  v  =  12,  p  -  3,988,  t  =  900,  expands 
adiabatically  to  v  =  42'46,  find  the  new  p  and  t,  &c. 

Answer.  Expansion  being  according  to  the  law  pvlAQ5  constant 
p  (42-46)1'405  =  3,988  (12)H05,  so  that^  =  676.  Hence  t  =  539. 

EXERCISE  3.  A  pound  of  air  at  v  =  42'46,  p  =  676,  t  =  539,  is 
compressed  at  constant  temperature  to  the  volume  10"62 :  what  is  its 
pressure,  the  work  done  upon  it,  the  heat  taken  from  it  and  the  loss  of 
entropy  ?  Answer.  Its  pressure  is  2,704.  The  work  done  upon  it  is 

42-46 
lit  log.      -•  ^  or  53-15  x  539  log.  4  or  39,720.     This  is  also  the  heat 


\\i; 
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taken    from    it,  or    dividing  liy    774    we   ha\e  :»|:;j   mats  of  heat. 
Dividing  thi>  1»\  ')•'»'.'  we  find  •<)!».")2  the  loss  of  eiitr<>j>\ . 

EXERCISE  4.   A  j.ound  of  an-  at  v  =  10-62,  j>  =  2,704,  t  =  58'.' 
coinprex. M -i I   adialtatically  to  /  =  900:  find  .d  y>  and  tin-  work 

done  upon  it.     There  i-  no  I ..«.-.  or  -am  of  heal  ..r  entropy.     Answer, 
v  =  3,p  =  1.5.  -    17 


Potato. 

r. 

p- 

A. 

<t> 

:  iki-n 

III  (llC.lt  :tli<l 

work  unit*). 

Wurk 
tuff. 

D 

3 

MOM 

BOO 

38-21 

nun;, 

17    1" 

1 

W>:HU     f     """ 

i: 

12 

MM 

900 

88-81 

00080J 

r 

18-46 

no 

.">  <>!  I'.l 

•00016] 

c 

„„„ 

7701 

540 

5-099 

00415  J 

-28-44 
-39820 

}  -39720 

The  student  will  iKjtice  that  in  the  Carnot  cycle  of  a  perfect  gas 
the  works  of  the  two  adiabatic  opcmtions  are  equal.  This  becom.  •> 
dfan  i  when  \\r  recollect  that  work  dour  in  an  adiabatic  operation  is 

at  the-  \i>«'ii-rof  intrin>ic  ••in-r^y.  and  intrinsic  energy  of  a  |MTf'rct  gas 
depends  only  ujion  tcni|)«Tatun'. 

He  is  not  likrly  to  »|»ciid  too  much  time  in  all  kinds  of  study  of 
th«  Carnot  cycle  of  a  jx-rfirt  gas.  All  the  calculations  are  of  a 
nature  likely  to  tcat-h  u>cful  logons,  both  when  they  are  being 
carried  out  and  in  the  study  of  tln-ir  r«-.ults 

2O5.  Gases.     /0  f//'.'///v///x. 

1.  Tak.  /,•  .  :,:}•].-,  /„  I1'.;  ,-  21IU,  K  =  -28-S.  Plot  <f>  for 
values  of  t  =  188,  650  «iOO,  650,  700,  750,  800,  &c.,  if 

$  =  K  log.  .  ,.-q  ;  <-ut  this  curve  out  of  a  sheet  of  sine  as  a  tempb 

K..r  the    \alin  >>  of  y.    \\    '1    '1      :',.  \\\,  \:c..  atnio>|ilu']-,-    calculate- 
.) 

Now  draw  f<f>  cimr-  of  .-.jiial  jirrx>niv.  sliding  tin-  template 
hon/otitally  BO  that  ea.-h  -hall  n-jtr«->ent 

/  p 

$  =  A'  log.  -T-  -Ji  log.-. 

'o  / 


\alilt-  of  J,' 
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2.  In  the  same  way  make  a  template  for  (f>  =  k  log.  -r-  and  for 

ro 
v  =  H  v0,  2  v0,  2i  v0,  &c.,  |  »0,  i  v0,  i  «0,  £  00,  &c.,  calculate   R 

v 
log.-  the  distance  through  which  the   template    must   slide  hori- 

VQ 
zontally. 

In  this  way  my  students  have  obtained  sheets  of  curves  which 
they  use  for  rapid  calculation  of  difficult  looking  problems.  Of 
course  isothermal  and  adiabatic  lines  are  straight  horizontal  and 
vertical  lines.  On  such  a  diagram  it  is  easy  to  lay  out  the  t<f>  expan- 
sion curve  of  a  given  gas  engine  indicator  diagram. 

Superheated  Steam. 

If  from  the  point  of  saturation  we  may  imagine  the  stuft'  to 
behave  as  a  perfect  gas,  the  intrinsic  energy  of  1  Ib.  of  superheated 
steam  is  the  same  as  that  of  1  Ib.  of  saturated  steam  at  the  same 
temperature  because  intrinsic  energy  of  a  gas  depends  upon  tempera- 
ture only.  This  assumption  is  good  enough  for  many  steam  engine 
calculations.  Hence  then  a  t<f>  diagram  for  a  perfect  gas  is  also  an 
£<f)  diagram.  I  think  that  to  assume  K  to  be  '475  in  any  important 
calculation  is  very  wrong  (see  Chap.  XXXI.),  but  until  a  proper 
measurement  is  made  we  may  adopt  it  for  academic  purposes.  The 
density  of  steam  being  taken  as  f  that  of  air,  the  E  of  a  pound  of 
superheated  steam  may  be  taken  to  be  153.  Also  (K  —  k)  1393  =  R 
so  that  Jc  =  0  359. 

My  students  have  added  to  the  ordinary  t<j>  diagram  for  water  and 
steam,  the  t<j>  diagrams  for  constant  pressure  and  volume  of  super- 
heated steam  to  facilitate  some  exercise  work  that  is  really  some- 
what misleading.  For  example :  If  there  is  only  a  pound  of  dry 
steam  in  a  cylinder,  how  does  it  receive  heat  if  it  expands  accord- 
ing to  the  law  pv  constant,  or  pv*  constant,  if  s  is  less  than  1*13 
so  that  we  know  there  is  heat  received  during  expansion.  As 
I  believe  that  there  is  always  some  water  present  in  cylinders  I 
look  upon  this  as  an  academic  exercise.  If  it  must  be  worked, 
I  say  that  we  may  take  it  as  the  case  of  a  perfect  gas  and 
the  rate  of  reception  of  heat  per  .unit  change  of  volume  is 

<y  —  g 

—?  p  where  713  1'3. 
7  —  1-^ 

In  calculating  the  total  heat  required  for  the  production  of  1  Ib.  of 
superheated  steam  of  pressure  p  and  temperature  6V  I  usually  assume 
that  water  at  0°  C.  is  first  converted  into  saturated  steam  at  the 
pressure  p  and  the  temperature  0°  C.  receiving  Regnault's  H  and 
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that  it   tin  -ii  receives  the   further   heat    (ftl  —  0)  X  0  4S,  a-suming  0'48 

as   tin-   c..n-t.mt    -p.-eiti,-    :.  ^iperheated   -team.      This  gives  us 

f\  -  ft).     Kankine  un  the  as-umptioii  of  048 

being   tin-  con-taut    sp.citi,-   1,  -uperhea1  m  from  0°  C. 

I  another  formula.  Hut  we  know  that  it  is  wrong  to  a-siime  0  4-S 
as  tin-  .-on-taut  -pecitic  h«-at  from  ft  to  ft}  :  Uanknie  as-umed  it 
correct  from  0°  C.  to  Of  C.,  ami  In-  is  much  moiv  incorrect  than  \\e. 

2O6.    Intrinsic  Energy  K  «/  1  1'"  f  -i--  Steam. 

The  intrinsic  energy  of  a  pound  of  water  at  t°  F.  is  the  heat,  h, 
of  the  table,  Art.  IM>.  \\  V  ">r_rht  to  subtract  the  work  done  in 
expansion,  but  this  is  evidently  \ery  small. 

The  intrin-ic  energy  of  a  pound  of  steam  at  t°  F.  is  the  heat,  17,  of 
the  tal)li-,  (in  foot  pounds)  minus  the  work  done  by  it  in  its  forma- 
tion which  is  pu  foot-pound-,  or  //  —  -jin. 

The  intrinsic  energy  therefore  of  1  Ib.  of  stuff  consisting  of  x  Ib.  of 
steam,  1  —  x  Ib.  of  water  is 

E  =  x  (II  -  jm)  +  (1  -  j  •)  h,  or 
E  =  h  +  x(l-pu}  ....  (1) 


h  and  /  are  in  work  units  or  pu  is  divided  by  Joule's  equivalent  774  if 
to  be  in  heat  units.     Notice  that  values  of  I  —  pu  (called  E  in 

the  table)  are  given  in  heat  units. 

K\I-:I:--IM:.     A  pound  of  stuff  *7  of  steam,  -.3  of  water,  at  95   Ibs. 

per  sq.   in.  (or  32.T'9    F.)   expands,   becoming   '8   of  steam,  *2   of 
r,  at  50  Ibs.  per  square  in.  (or  280°'8  F.);  what  heat  has  been 

given  \    Consulting  the  table  we  see  that  the  gain  of  intrinsic  en 

i-  •_'.->!  +  '8  (*:.  +  7  X  804'!))  or  <;:*7  heat  units:  this  is  to 

be  added    to   the   work   done   and    the    work    cannot    be    calculated 

without  more  data. 

2O7.    Exercises  Illustrating  Tests  of  Wetness  of  Steam. 

1.  Condensing  M<f/i«t.  A  well-lagged  tank  containing  200  lb- 
water  at  60°  F.  increases  5  Ibs.  iu  weight  by  the   reception  of  wet 
steam  at    1<>I  !>  IU.  p.-r  s.j.  in.  pressure,  brought  by  a  small  conn- 
fro  in  the  steam  pipe  ;  the  temperature  at    the  end  being  8.3°  F.     If 
no  heat  has  been  lost  Hud  the  wetness  of  the  steam. 

Ansuxr.  j;  Ib.  of  -team  and  1   —  /  Ib.  of  water  o.oling  to  82"    F. 
i'r»}n:\-2^    P.  wool  it  the  h,  at    llM'-J  /•  +  299*5*  (1  -  o  heat- 

units.  and  subtracting  s:i  —  :{2  or  .">  I  .  !  ieh   pound  of  stuff  is 

only  red.;  have  5  (8827  j  +  24^'5)  as  the  total  heat 

A  A 
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given  to  the  200  Ibs.  of  water,  which  being  raised  from  60°  F.  to 
83°,  receives  200  (83  -  60),  or  200  x  23,  or  4,600  units.  Hence 
5  (882-7  x  +  248-5)  =  4,600.  Hence  x  =  0'761,  or  76'1  per  cent,  of 
the  stuff  is  steam,  and  23'9  per  cent,  is  water.  The  student  will 
notice  that  the  most  important  defect  of  this  method  lies  in  the 
difficulty  of  measuring  accurately  the  increased  weight  of  the  tank. 

2.  Condensing  Method.  Some  steam  is  continually  being  drawn  off 
from  the  steam  pipe  into  a  small  surface  condenser.     Suppose 
the  pressure  in  the  steam  pipe  to  be  101 '9  Ibs.  per  sq.  in.    The  water 
in  one  hour  is  weighed  and  found  to  be  5  Ibs.,  its  temperature  being 
110°  F.     The  condensing  water  which    passes  during   the   hour  is 
measured  and  found  to  be  300  Ibs.,  its  temperature  upon  entering 
being  60°  F.,  and  on  leaving  being  75°  F.    What  is  the  wetness  of 
the  steam  in  the  pipe  ? 

Answer.  Calculating  as  in  the  last  exercise,  if  in  each  pound  of 
stuff  we  have  x  Ib.  of  steam,  and  1  —  x  Ib.  of  water :  this  at  329°  F. 
cooling  all  to  water  at  110°  F.  gives  out,  per  pound, 

1,182  x  +  299-5  (1  -  a;)  -  (110  -  32) 

units  of  heat.  Five  times  this  is  equal  to  the  heat  given  to  300  Ibs. 
of  water  to  raise  it  15  Fahrenheit  degrees,  or  4.500  heat  units. 
Solving  the  equation,  x  =  0'769,  or  76'9  per  cent,  of  the  stuff  it 
steam. 

3.  Throttling  Method.  A  small  supply  of  steam  is  drawn  off  from 
the  steam  pipe  and  throttled  in  passing  through  a  well-lagged  tap 
into  a  well-lagged  chamber  from  which  it  can  escape  freely  into  the 
atmosphere.     If  the  original  steam  does  not  contain  much  moisture 
it  will  be  superheated  after  the  throttling,  and  the  temperature  of  it 
enables  us  to  calculate  the  previous  wetness. 

Suppose  the  steam  at  101 '9  Ibs.  per  square  inch  and  329°  F., and  that 
in  the  chamber  at  atmospheric  pressure  the  temperature  is  found  on  a 
very  accurate  thermometer  to  be  218°'5  F.  Very  careful  measurement 
of  the  actual  pressure  in  the  chamber  must  be  made  by  a  barometer ; 
suppose  that  this  is  found  to  be  14'35  Ibs.  per  square  inch  [prove  that  a 
barometric  height  of  29"14  inches  corresponds  to  14'35  Ibs.  per  square 
inch.]  Now  find  by  the  table,  Art.  180,  the  energy  in  1  Ib.  of  super- 
heated steam  of  the  pressure  14'35  and  temperature  218°'5  F.  Satu- 
rated steam  at  this  pressure  would  be  at  the  temperature  210'8.  For 
a  pound  of  such  saturated  steam  H  of  table  would  be  1145'4;  add  to 
this  the  heat  required  to  superheat  it  from  210°'8  F.  to  218°'5  or 
0'48  x  7'7,  or  3'7  units,  so  that  the  heat  of  formation  of  such  super- 
heated steam  from  32°  F.  is  1149'1.  Now  a-  Ib.  of  steam,  and 
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1   -  X   Ibs.     of    water    had    the   total    h-  at     \\^1'1  \    +  i?'.i'..  ;,   (1   -a;). 
Putting  this  equal  to  114!i  1    w.    Hnd  x  =  '9026  or  96'26  per 
of  the  stuff  is  strain. 

The  thoughtful  student  must  have  mot  with  some  difficulty  in 
working  tin-  ul><>\  B6,  uhich  will  be  cleared  by  the  following. 

EM  ii'  isi:.  Steam  at  plt  Of  F.  ami  dry  ness  xv  is  throttled,  be- 
coming M.-am  at/>2,  BI  F.  and  dryness  xr  If  the  other  numbers  are 
given,  calculate  ./•.,  on  tin  assumption  of  a  perfectly  non-conducting 
pipe  ami  val 

Let  Us  studv  what  occurs  at  a  CTO  ----  •••ction  where  tin-  steam  i>  at 
j>{.  Every  pound  that  crosses  this  section  carries  with  it  its  intrinsic 
energy  which  is 


if  «/  is  Joule's  equivalent,  /  the  latent  heat,  u  the  volume  of  a  pound 
of  steam.  Hut  it  also  has  the  work  done  upon  it,  the  pressur- 
multiplied  by  the  volume,  which  is  a\  i^  j\.  Hence  the  energy 
entering  at  the  section  is  J(Bl  —  32+  '•/,),  <>r  its  total  heat.  Similarly 
coming  out  at  a  section  where  the  piv->ure  is  j>.,  we  have  per  pound 
of  stuff  the  energy 


And  as  we  assume  just  as  much  energy  to  leave  as  to  enter, 


and  so  x2  may  be  calculated. 

If  at  the   lower  pressure,  it  is  at  02°  F.  but  is  superheated  to 
ft,0  F.,  its  intrinsic  energy  is 

J(0,  -  32  +  /2)  +  ,7#(03-02)  -  Pf 

if  v  is  the  volume  of  1  Ib.  of  it  ;  but  it  does  work  j*./v  in  leaving  the 
space,  hence  we  take 


Of  course  our  want  of  exact  knowledge  of  the  value  of  A'causee 
us  in  >uch  measurements  to  reduce  the  amount  of  super-heating  as 
much  as  we  possibly  can. 

7  of  ice  iinthnJ.     A    well-lagged  ca>e  contains    30  Ibs. 

of  broken  ice  s,.p;irati-d    l>y    wire  gau/e  partitions  so   that   the  ice 

jreat  surt'ae.-.     The  case   is  exhausted  of  air,  and 

M  is  admitted   in   such   a  way  as   to   melt    the   ice  quickly.     The 

total  amount  of  water  coming  from  the  box  is  36'8  Ibs.  at  100°  F. 

Each  pound  of  ice  received  latent  heat  142  uuits  +  (100  —  32)  or 

A  A   J 
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210  units.     Hence  the  heat  received  by  the  ice  is  30  x  210  or  6,300 
units. 

In  each  pound  of  fresh  water  stuff,  if  we  have  x  Ib.  of  steam 
and  l  —  x  Ib.  of  water,  the  total  heat  given  out  in  cooling  to 
100°  F.  is 

1,182-2*; +299-5  (1  -  x)  -  (100  -  32) 
or  8827*+ 281-5 

and  as  we  have  6*8  Ibs.  of  this  fresh  water  stuff 

6-8  (882-7  x+ 231-5)  =  6,300, 

so  that  x  =  0'787,  or  787  per  cent,  of  the  stuff  entering  the  box  was 
steam. 

5.  Let  Wl  Ibs.  of  water  stuff  (each  pound  of  which  has  xl  Ibs.  of 
steam)  enter  a  well-lagged  vessel  in  which  there  is  already  Wz  Ibs.  of 
water  stuff  (each  pound  of  which  has  x2  Ib.  of  steam)  forming  a 
mixture.  What  is  the  dryness  of  the  mixture  ?  Here  we  say : — 
The  heat  of  formation  of  W^  +  the  intrinsic  energy  of  the  W2  = 
the  intrinsic  energy  of  the  resulting  mixture. 

Example.  The  vessel,  well-lagged,  contains  at  first  11  Ibs.  of  water 
(as  noted  on  a  gauge  glass  tube)  and  6 '64  cubic  feet  of  steam  (or 
0-25  Ib.)  at  212°  F.  A  part  of  the  metal  of  the  vessel  is  exposed  to 
a  flame  which  may  be  so  regulated  that  for  ten  minutes  there  is  no 
alteration  in  the  visible  height  of  the  water,  the  pressure  remaining 
constant  :  I  assume  that  this  flame  just  compensates  for  loss  of  heat 
by  the  vessel.  Connection  is  now  made  with  the  steam  pipe  where 
the  pressure  is  101*9  Ibs.  per  square  inch  so  that  the  steam  to  be 
tested  passes  through  a  thin  coil  of  pipes  in  the  water  without  much 
disturbance.  At  the  end  of  a  convenient  time  the  connection  is 
shut  off.  The  gauge  glass  now  indicates  that  there  are  11 '6  Ibs.  of 
water  in  the  vessel,  the  pressure  being  28 '83  Ibs.  per  square  inch. 
What  was  the  dryness  of  the  incoming  steam  ? 

Neglecting  the  volume  of  0'6  Ib.  of  water,  there  is  now  6'64 
cubic  feet  of  steam  at  28'83  Ibs.  per  square  inch,  or  6'64  +  14'04  or 
047  Ib.  of  steam.  Thus  we  now  have  H'6  +  0'47  or  12'07  Ibs. 
present  and  we  used  to  have  H+0'25  or  11 '25  Ibs.  so  that  0*82  Ib. 
have  entered. 

The  intrinsic  energy  was  (counting  from  32°  F.) 

0-25    1146-6  -  14'7 
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Tin-  intrinsic  . -M.T-A   D01 

(i  17  (  I L57-6-  '  1^'          4)  +  l  1-6x216-9. 

The  incoming  energy  was 

0-82  |  *(1182-2)+(l  -  *)  299-5J 

1'unini,'  ill.-  -MIII  of  tin-  tir.-t  and  third  equal  to  the  second  we 
h;xve  ./  =  ()-7'J.~».  "i  7i' .")  |x-r  ct-nt.  of  the  enti-rin^  stuflf  was  steam. 

Id',  iii.t  describe  here  the  so-called  chemical  tests,  as  they  are 
quite  valueless. 


CHAPTER   XXIII. 

WATER — STEAM,  0(f>  DIAGRAM.      EXERCISES. 

208.  WE  find  that  the  law 

h  =  6  +  "00002  &l  +  -0000003  0* (1), 

the  temperature  being  6°  C.,  h  being  the  heat  given  to  a  pound  of 
water  at  0°  C.  to  raise  it  to  6°  C.  under  gradually  increasing  pressure, 
is  fairly  well  satisfied.  If  t  is  the  absolute  temperature,  t  =  0  +  2737. 

Now  d<t)  =  — .      Hence   if  we  were   to   take  it  that   in  water 

t 

dh  =  dt,  <f>  =  log.  t  +  constant.     If  <f>  is  taken  to  be  0  at  0°  C.  then 

&  _  i0g,  JL  .  .  (2).     It  will  be  found  that  above  120°  C. 

='274 

there  is  a  noticeable  error  in  using  this  simple  formula. 
If  however  we  take  the  more  exact  rule  given  above 

6  =  1-0565  log.     *    •  +  9  x  10 -7  (-  -  502'96  A  +  0'0902  .    .  (3). 
3  273-7  \2  / 

The  student  will  find  it  an  excellent  exercise  to  use  this  formula 
in  calculating  the  numbers  in  the  table,  pages  320-321. 

I  shall  often  take  the  simpler  formula  (2)  as  stated  in  Art.  200. 

209.  In  all  the  following  academic  exercises  it  is  to  be  under- 
stood that   the   stuff — water  and   steam — is-  all  at  the  same  tem- 
perature.   We  must  be  cautious  in  using  the  results  of  such  calculations 
in  the  consideration  of  actual  steam  engine  problems. 

All  the  calculations  made  by  Rankine  and  others  proceed  on 
certain  assumptions.  One  assumption  made  by  everybody  is  that  the 
stuff,  water  and  steam,  is  all  at  the  same  temperature  at  the  same 
instant.  Now  if  it  is  also  assumed  that  we  know  exactly  how  much 
water  is  with  the  steam,  we  have  seen  that  MacFarlane  Gray's  6,  <£ 
diagram  (a  method  which  supersedes  other  more  cumbrous  methods) 
enables  us  to  say  exactly  how  much  heat  is  being  given  to  or  given 


en.  \\iii 
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H p  liy  lie-  stuff  to  tin-  metal  of  the  cylinder  at  .-MTV  instant  during 
tin-  expansion,  and  indeed  (luring  ;ill  the  ••yd.-  it'  we  .still  assume  that 
we  know  exactly  how  much  water  ami  steam  we  an-  dealing  with. 
Taking  an  •  -xact  a.-,-,,iint  in  this  way  tV.-iu  experimental  results  of  an 
actual  engine  was  first  done.  I  tliink,  by  Him,  and  tin-  method  has 
been  elaborately  developed  by  his  pupils.  Tin-  method  is  called 
Hirn's  in.-tlitKl  althotiirh  it  is  what  any  student  of  Kankinr  would  do 
without  being  told.  1  !«•  •'  quite  sure  that  a  ^ivat  deal  too  nnu-h  has 
made  of  it.  and  that  the  result. s  ,,t  the  .'lal>omtc  analyses  of 
some  of  Hirn's  followers  are  of  no  practical  use  and  indeed  give  a 
quite  untrue  account  of  what  occurs  inside  the  cylinder  of  a  steam 
engine.  I  would  beg  of  the  student  to  use  these  assumptions  only 


Km.    223. 

in  the  working  of  suggestive  exercises  like  those  that  I  have  given 
in  Chap.  V.,  and  in  what  follows. 

21O.  A  pound  of  water  stuff  containing  x  Ib.  of  steam  and 
1—  x  Ib.  of  water,  at  the  temperature  t  has  entropy  xl/t  in  addition 
to  what  1  Ib.  of  wafer  has  :  if  /  is  tin*  latent  heat  of  1  Ib.  of  steam. 
Hence  in  Fig.  '2'2:\  if  the  point  /'  represents  the  <f>  and  /  of  1  Ib. 
of  water  and  ('  represents  that  of  I  Ib.  of  steam,  /V  will  represent 

PS 

1  Ib.  of  water  stuff"  of  which  the  fraction     '  m  and  the  fraction 

*  v 
SO  . 

FA  i  B  Ml  1     A   pound  of  water  stuff  at  6°  F.  contains  x  Ib.  of 

I   and   1  —  ./•  of  water,  find  <f>,   if  <£   is  0  for  1    Ib.    of  water  ;»t 

•>•>     i/1 
•  >  —     r . 
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Graphical  Method.  In  Fig.  223A,  where  0  r.  •]>!•<  •>•  -nts  :\±'  F.,  and 
any  line  like  ABC  is  at  any  particular  temperature  such  as  0°  F.  ; 
AB  represents  <f>w>  AC  represents  tj>8\  make  BPIBC  =  x.  Then 
AP  shows  the  value  of  <f>. 

Algebraic  Method.  —  We  saw  in  Art.  200  that  the  answer  is 

<j)  =(1  -  X)(f)w  +  X<j>, 

In  case  the  table  is  not  at  hand  we  may  use 


EXERCISE.     One  pound  of   water  stuff  at   392°  F.,  or  t  =  753 
contains  0*9  Ib.  steam,  O'l  Ib.  water  ;  it  expands  adiabatically  (that 


p' 


M 
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is  keeping  its  <f>  constant)  to  216°  F.,and  then  contains  x  Ib.  of  steam, 
find  x. 

1st,  Graphically.  Draw  AC,  Fig.  223A,  for  392°  F.,  and  A^C1  for 
216°  F.  Let  PB  =  -9  X  BC;  draw  PP1  vertically  ;  x  is  the  value  of 
P^B1  -r-  Bl  0\  and  in  this  case  I  find  it  to  be  078. 

2nd,  Algebraically.  I  for  392°  F.  (or  t  =  853  abs.  Fah.)  is  836  by 
the  -table,  and  I  for  216°  F.  (or  t  =  677)  is  961,  and  hence 


853  836 

3g'  493  4         853 
Hence  x  =  078. 


677 


961 
677 


211.    Exercise  for  a  Class  of  Students. 

Let  1  Ib.  of  water  stuff,  consisting  of  s  Ib.  of  steam  and  1—  s  of 
water  at  6°  C.,  expand  adiabatically  to  00°  C.  Find  the  p,  v  diagram, 
and  assuming  that  the  expansion  curve  follows  a  law  like  p&  =  a 
constant,  find  k.  How  does  condensation  or  evaporation  goon  during 
the  adiabatic  expansion  ? 


\\lll 
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.!/•  •'/" •  /.  At  the  temperature  0  r.  on  the  f  ^  diagram,  Kig.  2* 

draw  the  hori/outal  A  /!  /'.      Kind  C  so  that   IK'  HI)  -  *  ;  draw  other 
horizontals  Jj/^/^at  varioii>  tein|>  and  tin- adial»atie  vertical 

The  ratio  of  any 
If/'j  to  u-  l'-J>{  is  the  frac- 
tional  ipiantity  of  steam 
|ire-,'iit  and  if  we  neglect 

thf  Volume  of  \\ 

the  volume  of  this  steam  is 
the  whole  volume. 

L'"tiiij>le  I.  (1).  Let  0° 
C.  be  195°  C.  (pressure 
20^'-'{  His.  per  square  inch). 
Let  s  =  1  so  that  there  is 
no  water  present  at  the 


of  the  expansion. 
Proceeding  as  directed,  a 
student  finds  the  following 
figures,  u  is  the  volume  of  1  Ib.  of  dry  Meam  at  each  of  the 
temperatures  at  which  a  measurement  is  made,  v  is  the  actual 
volume  of  steam  present.  Plotting  log.  p  and  log.  v  on  squared 
paper  enables  us  to  find  k.  x  is  the  amount  of  stuff  in  the  steam 
form  at  every  point,  and  its  value  shows  therefore  whether  there  is 
evaporation  or  n indentation  K°ing  on-  8  is  the  value  of  x  at  the 
beginning  of  tht>  expansion. 


re. 

r- 

x. 

u 

.-. 

log.  p. 

log.tr. 

195 

1 

•_'••_'  t-J 

2-242 

23081 

•3508 
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•977 

8-080 

•_".K.U 
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160 

VI  Mi 

'.>n 

1-887 

«OM 

10 

•918 

7-8M 

r; 

uoa 

ISO 

•886 

n  M 

I-.'  II 

1  4.V.HI 

HUM: 

100 

It  7 

•888 

IMS 

I-U 

l  :»56 
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Example  I.  (2)  Same  as  /.  (1)  but  begin  with  s  =  075. 

EI  ample  I.  (3)  Same  as  /.  (1)  but  begin  with  s  =  O'o. 

Example  1.  (4)  Same  as  /.  (1)  but  begin  with  s  =  ()••!'>. 

Example  I.  (5)  Same  as  I.  (1)  but  begin  with  s  =  0. 

Example  II.  Let  0°  C.  be  165°  C.  (101 '9  Ibs.  per  square  inch). 
Let  lowest  temperature  be  85°  C.  and  use  the  above  values  for  s. 

Example  III.  Let  6°  C.  be  140°  C.  (52-52  Ibs.  per  square  inch). 
Let  lowest  temperature  be  85°  C. 

In  every  case,  plot  log.  p  and  log.  v  on  squared  paper  and  find  if 
there  is  any  such  law  as  pvk  =  a  constant. 

Each  of  the  answers  in  the  following  table  is  the  mean  of  the 
results  of  four  students.  They  were  elementary  students  and  the 
results  are  likely  to  be  not  quite  so  correct  as  those  obtained  by 
advanced  students.1 

BEST  VALUE  OF  k  IF  ADIABATIO  EXPANSION  is  SUPPOSED  TO  FOLLOW  THE 
LAW  pvk  CONSTANT  AS  IT  VERY  NEARLY  DOES. 


Range  of 
Pressure. 

Range  of 
Temperature. 

Best  values  of  k  for  the  following  values  of  dryness  at 
beginning  of  expansion. 

i-o 

0-75 

0-50 

0-25 

0 

203  to  15    I195°C.  to  100°  C. 

1-129 

1-113 

1-054 

•959 

Law  untrue. 

102  to  8 

165°  C.  to  85°  C. 

1-129 

1-108 

1-110 

1-022 

53  to  8 

140°  C.  to  85°  C. 

1-135 

1-110 

1-069 

1-089 

Average  values  of  k    .    .    . 

1-130 

1-110 

1-078 

1-023 

Rankine  gives  the  number  k  =  10/9  or  1111  as  correct  for  the 
adiabatic  expansion  of  steam,  but  the  details  of  his  calculation  are 
now  lost.  The  formula,  k  =  T035  +  Ols  has  been  given.  The 
MacFarlane  Gray  diagram  enables  elementary  students  to  work  easily 
for  themselves  what  we  used  to  be  compelled  to  take  on  trust.  The 
above  values  fit  fairly  well  the  rule  k  =  1  +  014s  for  any  of  the 
ranges  of  temperature. 

212.    To  quickly  convert  a  pv  diagram  of  steam  into  a  t<f> 

1  Mr.  F.  W.  Arnold  assisted  in  the  above  work  ;  in  his  holiday  he  has  done  the 
work  very  thoroughly,  and  obtained  a  most  interesting  set  of  relations  between  k  and 
*  and  the  range  of  temperature.  I  wish  I  could  here  find  spa.ce  to  reproduce  the 
beautiful  curves  he  has  drawn.  I  hope  that  they  may  be  published  elsewhere. 


\-\III 
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diagram  the    plan   ••('  Art.  .">.">   i-  th )••  which  1  u-e  m\>.-lt.      It   may 

IM-   thai    >horter   m.-i  hod-,    may  !»<•   inv.-nt.-d,  but  I   like   it    Ke.-aii-e    n 
.   ke.-p  k'eneral  principles  well   in  the  mind,  and  unless  one 
is  doini,'  nian\  :  mo-i  unlikely  tiling  unless  on  _:agcd 

in  a  special  kind  of  investigation )  -pecial  rule-  ar<-  \-i\  ea-ih  for- 
gotten. 1  bave uaed the Ibliowing method wd it  ma;.  'i>t;iction 
i"  -•me  students. 

Let  distances  measured  vertically  from  O'G,  Fu    --•>    rep 
al»l>lute   tem|.erature.      Let    distances   meaMired  l'n>m   n/'  rej^vvenL 
temjierature>  aln.\L-:>2'  F. :  t he  distance  trum  <n<>  «'  ivjuv-.-nt-  '• 


combined. 


Fio.  225. 

and  need  not  be  more  than  indicated.  The  abscissae  of  the  curves 
OA  and  1>K  -Imw  the  vain.-  ••(  <£,r  and  <£r  The  scale  for  heat  is 
such  that  the  area  of  the  rectangle  Fluiu'  repn-st-nts  t  x  <f>,  units. 
Dmw  HNI  an  actual  expansion  curve  <>f  an  indicator  diagram,  QX 
representing  piesMin  and  PN  volume,  to  any  scale  which  is  con- 
venient. At  some  p.>int  N  let  us  know  how  much  water  is  present 
in  the  cylinder  and  make  .l/.V  :  X P  in  the  ratio  of  water :  steam. 
TliroU'_di  .17  draw  the  curse  KMJ  wln.se  law  is  y)ri-o«4«  constant. 
Then  if  any  >uch  line  as  /'A  .17  is  dra\\n.  it  will  show  the  ratio  of 
water  to  -team. 

Plot  the  curve  OBS  whose  ordinate  PB  and  abscissa  OP 
represent  temperature  and  piv.— ure  of  steam  from  the  table,  Art.  180. 
Now  at  any  point  P  erect  the  perpendicular  I'll  meeting  the  curve 
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OB  Sin  B;  draw  the  horizontal  FABD  through  B  and  divide  AD 
so  that  A  G  :  CD  =  PN :  NM.  The  point  C  is  a  point  in  the  0tf> 
diagram  corresponding  to  N  on  the  indicator  diagram. 

All  students  accustomed  to  graphical  methods  are  aware,  or  ought 
to  be  aware,  of  quick  methods  of  dividing  lines  proportionally  to  one 
another ;  the  best  method  requires  a  sheet  of  transparent  squared 
paper,  or  rather  of  tracing  paper  with  a  number  of  equidistant 
parallel  lines  ruled  upon  it.  It  enables  one  to  copy  rapidly  a  curve 
whose  ordinates  and  abscissae  are  altered  in  any  given  proportions, 
and  is  very  valuable  if  one  has  much  work  to  do  of  the  same  kind. 


Fio.  226. 

After  all,  however,  a  student  may  benefit  more  from  the  use  of  a 
clumsy  method  of  his  own  as  it  keeps  elementary  principles  well 
before  his  mind. 

213.  EXERCISES  WITH  THE  6<j>  DIAGRAM  I.  xl  Ib.  of  steam, 
1—  xl  of  water  at  0l°C.  expands  adiabatically  to  02°C.,  is  then  released 
to  a  condenser  at  03°  C.  The  pv  diagram  for  this  is  bounded  by 
straight  lines  and  one  curve. 

Make  PlBl  +  BJCl  =  x±  on  the  horizontal  corresponding  to  0^  C. 
The  vertical  line  P^P^.  shows  adiabatic  expansion  to  P2  which 
corresponds  to  #2°  C. 

Let  there  now  be  the  idea  that  we  have  a  vessel  with  a  pound  of 
water  stuff  of  which  the  fraction  B0Pif/B2C^  is  steam,  kept  at  constant 
volume  but  lowered  in  temperature  to  03.  To  draw  the  curve  PZPP3, 
that  is  to  find  any  point  P  corresponding  to  any  temperature  6.  If 
it.}  and  it  are  the  volumes  of  a  pound  of  steam  at  02  and  0  as  shown 
in  th3  table,  Art.  180 ;  as  we  have  the  volume  at  release  keeping 

B  P         BP 
constant     2  Y2W  —  ^^u,  so  that  BP  may  be  calculated. 

-C>^  -DC/ 
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If  01DJS  is  the  hori/ontal  corresponding  to  the  absolute  zero  of 
temperatun-,  th.  urea  />/>.,/•', /•'  r.  presents  the  heat  given  to  raise  the 
feed  water  tn.m  03  to  0l ;  F l'>J\E,  the  heat  to  produce  the  a^  Ib.  of 
steam.  /.'/  the  ln-at  tak« -n  from  the  stuff  if  it  were  kept  in  a 

vessel  of  constant  volume  and  cooled  to  03;  this  we  have  taken  to 
correspond  \\ith  the  real  release ;  GP^B^D  is  the  heat  taken  from  the 
stuff  in  the  supposed  compression  of  the  remaining  steam  at  03°  C. 
till  it  is  all  condensed.  Hence  the  work  done  per  pound  of  steam  in 
a  perfect  engine  would  be  represented  by  the  area 


A 


V 

\ 


-&-&-•* 


MVQ 


• 


and  the  heat  expended  DB^B^P^ED,  the  ratio  between  these  being 
the  efficiency. 

The  area  of  P  IT M PI  represents  the  loss  of  work  because  the 
ndiabatic  expansion  has  not  continued  to  the  temperature  0y 

If  the  student's  prepared  sheet  of  paper  U  provided  with  lines 
of  constant  volume,  of  course  the  drawing  of  the  line  P*PP$  gives 
no  trouble. 

214.  FAIL-!-!  II  A  perfect  steam  engine  uses  steam 
under  the  following  conditions,  tind  in  each  ca> 

W  the  work  (in  heat  units')  done  per  pound  of  steam  and  w  the 
number  of  pounds  of  steam  used  per  hour  per  horse-po\v 

/(  the  heat  ^iven  per  Ib.  of  steam.     ••  =   M'  //  the  eftieii-n«-y. 

1.  Feed  water  at  100°  F.  is  hrat.-d  t»  .TJ!i  F.  and  converted  into 
steam:  it  is  .\pm<!.-d  adiabaticallv  to  100°  F.  and  released  at 
100°  F.  W=  /;,/;/  \M  B  Pig  -J-J7  :  'h  =  VB& 

Answer.   W  =  293,  h =  1114,*-  =  0'_ 
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2.  During  expansion  the  stuff  receives  just  so   much    heat   as 
keeps  it  in  the  condition  of  dry  saturated  stearn.      W^B^B^ 


Amnvcr.    W  =  331,  h  =  1379,  e  =  0'240. 

3.  The  stuff  is  superheated  to  410°  F.  and  expands  adiabatically 
to  100°  F.     Notice  that  the  steam  is  wet  towards  the  end  of  the 
expansion  W  =  B^B^GU  WBZ,  h  =  DB^B^GHIV  YD. 

Answer.    W  =  312,  k  =  1172,  e  =  -266. 

4.  The  stuff  is  superheated  to  410°  F.,  expands  adiabatically  till 
it  is  just  saturated  at  // ;  receives  sufficient  heat  during  the  remainder 
of  its  expansion  to  100°  F.  to  keep  it  in  the  dry  saturated  condition. 
W  =  B^B^GHC^,  h  =  DB^C^HC^QD. 

Answer.    W  =  336,  h  =  1382,  e  =  '242. 

5.  To  compare  the  above  with  a  Carnot  cycle.     In  the  Carnot 
cycle  all  the  hea,t  is  given  at  329°  F.,  and  the  heat  is  taken  out  at 
100°  F.  W  =  B&MR,  k  =  B&NF,  Wjh  =  (f^-t^fa  or   W  =  256, 
h  =  882,  c  =  0'29.     The  results  are  here  tabulated :— 


1C.  Work  per  pound 
of  steam  in  Kah. 
heat  units. 

Energy  expanded 
in  Kali,  heat 
unite. 

e.  efficiency. 

1st  case,  ordinary    .    .        .... 

293 

1114 

0-262 

2nd     ,,    with  jacket 

331 

1379 

0-240 

3rd     ,,    super  heating  .... 

312 

1172 

0-266 

4th     ,,    super-heating  and  jacket 
5th     ,,    Carnot  cycle    .... 

336 
256 

1382 

882 

0-242 
0-290 

Notice  that  although  in  all  the  other  cases  there  is  more  work 
done  per  pound  of  steam,  none  of  them  is  so  efficient  as  the  Carnot 
cycle.  Cases  (1)  and  (3)  are  said  to  be  "  standard  or  perfect  steam 
engines  following  the  Rankine  cycle."  1 

1  Lord  Rayleigh,  in  an  article  in  Nature  (February  18th,  1892),  after  pointing  out 
that  only  a  small  amount  of  the  heat  received  by  the  stuff  in  the  formation  of  super- 
heated steam,  is  received  at  the  highest  temperature  [a  fact  known  to  every  one  who 
uses  the  t<f>  diagram],  made  the  further  very  important  statement : — 

"If  we  wish  effectively  to  raise  the  superior  limit  of  temperature  in  a  vapour- 
engine,  we  must  make  the  boiler  hotter.  In  a  steam  engine  this  means  pressure  that 
would  soon  become  excessive.  The  only  escape  lies  in  the  substitution  for  water  of 
another  and  less  volatile  fluid.  But,  of  liquids  capable  of  distillation  without  change, 
it  is  not  easy  to  find  one  suitable  for  the  purpose.  There  is,  however,  another 
direction  in  which  we  may  look.  The  volatility  of  water  may  be  restrained  by  the 
addition  of  saline  matters,  such  as  chloride  of  calcium  or  acetate  of  soda.  In 
this  way  the  boiling  temperature  may  be  raised  without  encountering  excessive 
pressures,  and  the  possible  efficiency,  according  to  Carnot,  may  be  increased. 

"  The  complete  elaboration  of  this  method  would  involve  the  condensation  of  the 
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215.  'I'll.-  full...'.  j"st  lik«*  tl"'  above,  but  they 

are  \v..rk--'l  "  '///. 

It  is  a  g.  -tn.  1.  'tit  t.>  tin.  1  .nit  to  what   .-xtent  he  mi>- 

tli-'  value  «>f  siu-h  ral.-ulat  KHI-  as  tin-.-. 


l-i   t  '\-K.      K  \  IK.      lua    M-I.XM.     1 


the  sli;i|M>.if  ti  .it  is  easy  to  calculate  the  area 

of  the  ti  .inn-  /•',/•'/  'i  M.    Mu!  I  prefer  to  take  the  matter  op  from  firal  principles. 

It  is  proved  in  tlicrmod\  n.imics  tli.it  if  i-i  a  h<-.it  eii^im-  tin-  workiii;.'  -tutT 
receives  heat  //  at  tin-  absolute  temperature  /  .ui.l  if  /3  is  tli«-  t«  -nip.  lature.  of 
the  refrigerator,  tli.-n  tin-  \\»rk  done  \>\  a  p-i  I.  i  In  .a  m^iiu'  wuuKl  be 


l?.m(i 


(1) 


If  one  pomi'l  »f  water  at  /,  is  lu-it.-.l  to  /,,  :unl  \vt:  ;i--u  .....  tliat  tlie  heat 
rat  i-  '••Hi-taut,  wliat  is  tin-  w<nk  whit.-li  a  |M-rtV«  t  lint  engine 
\vmilil  give  out  in  c.jiiivak-ii.-f  for  tin:  total  heat?  Let  all  energy  Ixj  expressed 
in  heat  units. 

To  raise  the  temperature  from  /  to/  +  &t  the  heat  given  is  5/,  and  this 
Mamls  for  //in  the  alnive  expression.  Hence  for  this  heat  a  perfect  engine 
would  give  the  work 


and  the  integra'  of  this  from  /3  to  /,  is 

................    (2) 


If  now  a  pound  of  water  at  /,  receives  the  heat  /j  (the  latent  heat),  and  is 
all  converted  into  steam  at  the  constant  temperature  /,,  the  work  that  is  therm. • 

dynamically  equivalent  to  this  is  /,  (  1  -  -  j.     We  see  then  that  the  work  which 

a  perfect  steam  engine  would  give  out  as  equivalent  to  the  heat  received  per 
pound  of  steam  is 

»  /        j  \ 

(3) 

It  will  be  found  more  correct  to  take  A,  -  Aa  instead  of  /,  -  t3  at  the  beginning. 
This  may  be  calculated  either  on  the  Centigrade  or  the  Fahrenheit  scale, 
and  converted  into  foot-|MMin<ls.  A  h>«rse  |x»wer  hour  i-  .'H.iiOO  x  60  foot-pounds; 
so  dividing  our  work  into  this  we  find  the  number  of  |>ounds  of  steam  ir  which  a 
perfect  steam  engine  would  consume  JKT  horse-power  hour  when  working  I- 
the  temperatures  /,  and  /,. 

steam  at  a  high  temperature  by  reunion  with  the  desiccating  agent,  and  the  com- 
munication of  the  heat  evolved  to  pure  water  boiling  at  nearly  the  same  temperature, 
but  at  a  much  higher  pressure.  Hut  it  is  possible  that,  even  without  a  dupl: 
of  this  kind,  advantage  might  arise  from  tl»-  use  of  a  restraining  agent.  The  steam, 
superheated  in  a  regular  manner,  would  lie  less  liable  to  premature  condensation  in 
i  the  possibility  of  obtaining  a  good  vacuum  at  a  higher  temperature 
than  usual  might  be  of  -•  re  the  supply  of  water  is  abort,  or  where  it  is 

desired  to  effect  the  tfoa  >>y  air." 
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Tin-  iuunU;rs  of  columns  10  and  11  of  Tal>lu  II.,  Art.  180,  have  been  calcu- 
lated in  this  way.  I  assume  that  in  a  perfect  non-condensing  engine  the  lowr 
temperature  is  212'  F.,  and  in  a  i-ondrnsing  engine  100°  F. 

Mr.  Willans  used  the  above  as  his  standard  of  comparison  when  lie  pub- 
lished his  non-condensing  trials  in  1S8S  ;  but  when  he  came  to  publish  his 
condensing  trials  in  1N93  lie  saw  that  as  the  perfect  engine  presumed  ex- 
pansion to  very  large  volumes  indeed,  no  actual  engine  could  approach  it  in 
efficiency.  He  therefore  adopted  arbitrarily  as  the  standard  condensing  steam 

engine,  one  in  which  03  is  1  10J 
'  F.,  but  adiabatic  expansion 
ceases  and  the  steam  is  re- 
leased at  a  temperature  of 
170°  F.  The  student  who  has 
done  the  Exercise,  Art.  213, 
will  see  that  this  means 
the  deduction  of  the  area 
MPzra,  Fig.  '228,  from  the 
whole  work  per  pound  of 
steam  M  C^B^  He  ought  to 
work  graphically  a  few  exer- 
cises making  this  sort  of 
assumption,  so  as  to  get  some 
idea  of  its  effect  in  altering 
our  standard.  In  any  case,  the  standard  or  perfect  condensing  engine  must  be 
an  arbitrary  standard.  As  I  have  already  said,  I  prefer  to  take  63  as  100°  F., 
and  to  imagine  complete  expansion  down  to  that  temperature.  Any  standard 
of  this  kind  is  of  a  temporary  character,  and  will  be  given  up  when  it  ceases  to 
be  commercially  profitable  to  use  it.  The  only  scientific  method  of  stating 
efficiency  is  energy  usefully  given  out  by  the  engine  -f  total  energy  of  the  fuel. 
In  pages  257-8  I  give  results  actually  obtained  from  steam  engines,  and  in 
each  case  I  have  written  beside  the  actual  i.c  the  w  for  a  perfect  steam  engine. 

EXERCISE  1.  In  condensing  engines  test  the  amount  of  error  in  the 
approximate  formula 

W  =155  +  13-lp» 
W  =  14  +  -872  0. 

Where  6°  F.  is  the  temperature  of  the  steam,  p  the  pressure  in  pounds  per  square 
inch,  W  the  work  done  (converted  into  Fahrenheit  nnits  of  heat)  per  pound  of 
steam  in  a  perfect  steam  engine  expanding  adiabatically. 

EXERCISE  2.  Mr.  Willans  was  of  opinion  that  the  standard  or  perfect 
condensing  engine  ought  only  to  be  expected  to  expand  its  steam  adiabatically 
to  170°  F.  and  release  at  110°  F.  By  thus  cutting  off  the  "  toe  of  the  diagram" 
show  that,  instead  of  getting  the  work  W  we  get  the  work  Wl  per  pound  of 
steam. 


Fio.  2-2S. 


Pi 

«i°  F.      jr. 

wv 

250-6 

401 

33.-)  -6 

300 

203-5 

383 

322-4 

286 

1460 

356 

801-4 

264 

102-0 

328 

278-4 

240 

52-6 

284 

236-0 

197 

337 

257 

207-6       168 
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Our  main  reason  for  jacketing  if)  to  prevent  condennat  j.,n  ;ui<l  K-ukage,  and 
these  exercise*  are  a  good  deal  nualeadint; ;  m-\t-i  tin-lean  it  U  well  to  do  them, 

ami  tlifv  an-  imt  n.u.-li  mc.r.-  ini-l«M.liii^  than  in.iiiy  oth«-r  exercises. 

A  |M  -itVct  steam  engine  haa  its  limit in^  t»-ni|n-iature8  /,  and  't  (absolute). 
If  there  is  just  enough  jacketing  t<>  kt-t-p  tin-  -i.-am  -liy  in  its  expansion,  tind 
the  work  done  per  pound  of  steam  ami  tin-  other  numlx-is  of  tin-  following  table. 
Tin-  ntuiilHTs  in  tin-  second  and  third  column*  of  the  following  t.iM.-  are  in 
Falin-nlu-it  heat  units. 

K\i.l«-ntly  the  heat  required  per  pound  of  .steam,  in  addition  to  what  U 
wanted  for  Case  1,  is  represented  l>\  tin-  area  Xi  \t_\yX  of  Fig.  227,  an<l  the 
extra  work  is  rcpreaentt-.l  l.\  tin-  an-.i  of  <\L\M. 

The  ordinate  of  the  curve  C',6',  is  t  and  its  absciesa  9,  or,  using  Centigrade 
temperature, 


where  /  =  606-5  -  -6950  or  797  -  -695* 

,.  =  log.  -0*. 

The  area  is  the  integral  of  t.d+  or  / '     .'It 

d$=  1  _  797 

so  that  the  area  representing  the  extra  heat  given  is 

t:; 

1  -  -  -  \dt  •=  797  log.  -1  -(>,-< 

i 
The  extra  work  done  is  the  integral  of  (l  -  tt)d^  and  is 


When  Fahrenheit  absolute  temperatures  are  taken,  instead  of  797  we  have  \.4'M. 


Extra  heat          Total  work  done 

Pound*  of  steam 

Pi- 

mipplied  to  keep     per  Ib.  of  »t«un. 
1  Ib.  "f  ateam        including  jacket 

:•••:•    If    • 

home-  power 

per  borM  power 
hour  ifexpaoskm 

dry. 

•   .:  .:. 

hour. 

Uadiabatic. 

gt!^    250-3 

IWfl 

1V«  1 

11-4 

I-J.S 

•glfc    2033 

I.-HI-4 

178O 

147 

1.S4 

3  :  -'     145-8 

i:u  4 

153  - 

16-5 

lmi-7                   132-2 

I'.i  •_' 

Is    1 

71.-.                              sx'lN 

-'1  7 

:;...-,  s 

!M,| 

:  <> 

v  ;.. 

N     1 

:       l<>|  '. 

•ji'.i-i                                                     '.MM; 

IftM         -^:  i               •_-_'!  i; 
u^ 

1  1   4.'. 

|H     1 

B    B 
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SRD  CASE.  —  A  LAROE  AMOUNT  OF 

In  the  following  exercise  the  superheating  is  supposed  to  be  so  high  that 
the  steam  is  just  not  wet  at  the  end  of  the  expansion  ;  the  student  is  expected 
to  work  out  all  the  numbers.  In  these  exercises,  if  the  lower  temperature  is  tit 
;ind  after  the  steam  has  been  produced  at  tl  if  it  is  superheated  at  constant 
pressure  to  such  a  temperature  that  it  will  be  just  saturated  after  adiabatic 
expansion  to  t3,  then  the  perfect  steam  engine  will,  per  pound  of  steam,  do  work 
in  heat  units  (Fahrenheit). 


=  0-305  (/,  -  (3)  -f-  Kf 

where  x  =  1434  (  l-  -  -\  log.  - 
\'s      tj     °  ' 


e""-  1) 

and  K  =  0'48 


* 


the  maximum  superheating  temperature  being  V  =  t^*  .  The  specific  heat  of 
superheated  steam  has  been  taken  to  be  0'48  ;  the  engine  is  non-condensing, 
that  is,  <3  =  673  or  212°  F. 


Work  in 

Pounds  of 

Pounds  of  stc;mi 

Pi- 

Amount  of 
superheating 
(Fahrenheit). 

Fahrenheit 
thermal  units 
per  pound. 

steam  per 
horse-power 
boor. 

per  horse-power 
hour  if  not 
superheated. 

W 

w 

to 

52-5 

181° 

109 

23-3 

27-6 

101-9 

298' 

179 

14-2 

18-1 

1458 

376° 

224 

11-4 

15-3 

203-3 

447° 

267 

9-5 

13-4 

250-3 

500° 

298 

8-64 

12-3 

My  students  have  found  that  tli2  following  formulas  give  values  of  W  which 
differ  less  than  one  per  cent,  from  the  calculated  values  : 

W  =  1*6480  -  178  for  non-condensing,  and 
W  =  2  "80  -  360  for  condensing  engines. 

216.  EXERCISE  1  The  following  pressures  and  volumes  being 
measured  on  the  expansion  curve  of  an  indicator  diagram,  p  =  110, 
i)  =  1 ;  p  =  40,  v  =  4.  If  the  expansion  curve  is  adiabatic,  how 
much  water  is  present  with  the  steam  ? 

Answer.  Water  per  pound  of  stuff  at  the  beginning  0"896,  and  at 
the  end  0'838.  Or  water  to  steam  8'6 : 1  and  52:1. 

EXERCISK  2.  At  O  (Fig.  82)  presumably  the  end  of  admission,  the  volume 
is  1'4  cubic  feet,  pressure  5T9  Ibs.  per  square  inch  (or  283"  "2  F. ),  ?/j  =  8 -071, 
latent  heat  (Fahrenheit)  =  914'5),  and  thus  the  indicated  steam  is  i  =  0'173  Ib. 
At  F  the  volume  is  4'323  cubic  feet,  pressure  21-69,  and  the  steam  present 
weighs  0-235  Ib. 

Assume  that  the  metal  of  the  cylinder  is  non-conducting,  that  we  have 
z  Ib.  of  water  present  before  admission,  that  i  Ib.  is  the  indicated  steam  at  G, 
that  the  entering  steam  which  has  condensed  is  yi ;  neglect  the  steam  present  at 
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the  end  of  the  cushioning  ;  assume  that  all  the  water  stuff  present  is  everywhere 
of  the  same  temperature  at  any  instant,  and  therefore  that  the  expan- 
adiabatic,  it  i«  evident  that  we  have  the  means  of  calculating  y  ami  :. 

Note  the  nature  of  this  assumption.     AN  the  metal  alwaya  does  take  heat, 
this  action  will  be  represented  by  there  being  a  little  more  water  present.     If 


—f-t 


r 


the  metal  really  does  give  heat,  because  of  a  steam  jacket,  this  action  will  be 
represented  by  there  being  a  little  less  water  present. 

In  Chap.  X  X  I V  \\  t-  shall  see  that  it  is  only  for  certain  calculations  that  such 
an  assumption  is  legitimate.  The  latent  h  at  /y«  of  y^  II i.  of  steam  heats  z  Ib. 
of  water  from  the  back  pressure  temperature  (pt  =  3'4  or  (3  =  146° '3  F.  say)  to 
283°,  so  that 


!M  i  .-,.,  <  o-l7:l  =  137:,  01  y  =  0'866z 


(1) 


Let  the  whole  water  stuff  present  '173  +  :  -4-  '173y 

Again,  if  the  adiabatic  expansion  represented  l.y  <f  A'V/'on  the  indicator 

diagram  is  represented  by  G'F  on  the  t<f>  diagram, 

MI          i ,  .> 


ff"      w        »u .  gv"   ff     >235 
Jr  =  «6*  *°  that  ;,  =  T73 


Hence 


Now 


gO'  _  gQ" 

fF  ~  fF' 


•173 


latent  heat  914  '> 
absolute  t.-mp.  7  M  •_' 

./'.'       -171 


1  "."JO  ;  //"  = 

•ffl-« 


1  .174 


\\  ••  have  now  only  to  find  the  two  points  6"  ami  f*  so  that  they  shall  be  in 
the  same  vertical  and  the  distances  in  this  ratio.  I  have  found  them  )>y  trial 
and  get 

gcr  _ 

•!<;'         " 


H.  • 


Or,  without  actual  trial  on  a  diagram  ;— By  the  table,  Art.  180,  g'g  for  283* -2  F  is 
•415, //for  232*  F.  is  342. 

B   n    - 


372 


THE   STEAM    ENGINE 


CHAP 


Let  {/'(?'  =.ff  =  x,  then 

x  -  -415 


=  '660,  whence  x  =  -556 


x  -  -342 

gO'  =  -556      -415  =  -141  or  gO"=  1-229. 

So  that  there  is  7'71  times  as  much  water  present  as  steam  at  the  point  of  cut 
off.     In  fact 
1-229 


•141 


x  -173  =  1-508  =  -173  +  z  +  -173y  =  -173  +  2  +  -173  x  866s, 


Whence  2  =  1-16,  y  =  1-005  or  yi  =  -174. 

That  is,  the  whole  w  =  T508  is  made  up  of  (at  cut  off)  indicated  0-173,  con- 
densed 0-174,  water  already  there  1'16.     A  very  striking  sort  of  result. 

217.  EXERCISE.  Given  vlt  the  volume  in  cubic  feet  of  steam  at  the  end  of 

admission,  the  indicated  steam  is  tj  =  —  Ib.     Suppose  x  Ib.  (we  called  it  yi  in 

the  last  exercise)  to  have  condensed  during   admission,  its  latent  heat  l^x  has 
been  given  to  2  Ib.  already  in  the  cylinder  to  heat  it  from  t3  to  <j,  so  that 

2(<j    -t,)  =  ljX (1) 

Let  p2  and  i'2  be  the  pressure  and  volume  at  any  other  part  of  the  expansion 
curve,  i'2  being  the  weight  of  indicated  steam  there  ;  if  we  assume  that  the  metal 
of  the  cylinder  is  perfectly  non-conducting,  we  can  calculate  x  and  2 

Let  the  entropy  of  1  Ib.  of  water  be  <f>,  and  let  i1  +  x  +  z  =  w. 
Then 

and  we  find  that  letting  a  be  IJt, 

w  =  ***  ~  ftlh  =  ij  +  x  +  z (2) 

(1)  and  (2)  are  equations  connecting  x  and  2  ;  we  find  the  unknowns  to  be 
z  =  (  — 


/•Aji«ih_  A  ^ 
V  <PI  -  *o      V 


and 


Let  us  take  the  following  examples. 
In  every  case  PJ  =  101 '9,  01  =  165°  C.,  pz  =  52'52,  02  =  140°  C. 

Also  let  the  indicated  quantity  of  steam  be  such  that  i\  =  1  cubic  foot  (or, 
as  MJ  =  4-302,  ^  =  -232).  I  find  that  if  we  let  t'2  =  2v,(l  -  )8)  the  work  is 
simplified.  I  get  the  following  results  when  expansion  is  according  to  the  law 
pv*  constant. 


k. 

2. 

x. 

w. 

0-8 

1-0760 

•2195 

1-5275 

0-9 

0-6391 

•1303 

1-0014 

1-0 

0-3225 

•0658 

•6203 

1-1 

0-0792 

•0162 

•3274 

1-2 

-0-1124 

-•0229 

1-3 

-0-2696 

-•0550 

For  values  of  k  greater  than  T130,  as,  indeed,  we  know  by  the  table,  Art. 
211,  we  see  that  there  can  be  no  adiabatic  for  steam  of  the  shape  pvk  constant. 
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Mi-.  Will  in-  look  i>i;i*  -  a  constant,  M  the  law  of  a<lia)>atic  expansion.  If 
any  such  law  as  y«a -OM^I  nit ,  hold-*  U-t  ween  two  IM.IHIS  m  an  adial>.iti  •  \|>.m 

sion  curve,  /-!  ami  /-._.,  tin- 1   how  inin-li  \\  ;ili-r  iini-t    h.i\.    I n   (in-si-nt   at    tin-   U- 

ginning  of  tin   ,  md  h<iw  nun-li  ;it  Pf 

Antwer.  Take  v  to  be  the  volume  of  the  Hteam  only,  neglect  inj»  the  volume 
of  the  water.  Tlu-n  /',  =  M,r,  if  there  are  r,  II..  of  >tcam  in  I  II..  of  tlie  stuff 
and  •-._,  =  H.jr.f  If  <^,  is  the  fiitn.|»\  "f  1  ll>.  ..f  water  at  9,  F.,  the  entropy  of  the 
Stuff  we  deal  \\  r 


also  />,«•,*  =  p.,1-,* 


(I) 


And  »/,  mid  M,  are  known  as  ;>,  and  />.,  are  known,  BO  that  (1)  and  (2)  enable  the 
two  unknowns  »•,  and  r,  to  be  calculated.     Thus  from  (2)  we  have 


and  hence  from  ( 1 ),  since  —  =  xl 
"i 


Similarly, 


Thus  taking  the  Willans  pt?!'  constant  as  an  adiabatic.  p,  =  100,  p,  =  50, 
then  it  is  found  that  .<:,  -  \"-2,  and  z,  •=  I'1"'-  ' ll;lt  '*•  il  '8  impossible  forpp7" 
to  be  an  adiabatic  for  «aturate<l  «teain,  since  ar,  and  i-,  are  greater  than  unity. 
Again  no  such  law  for 
the  adiahatic  can  hold 
in  superheated  steam. 
Taking  the  ratio  of  the 
specific  heats  to  be  1-3 
(the  n -n. 1 1  assumption) 
;>r'-3  constant,  is  the 
•idialutir.  The  table 
Ait.  211,  confirms  this 
conclusion  concerning 
the  Willans'  assump- 
tion. 


! 


318.  Flow  of 
Saturated  Steam. 
In  Art.  387  it  is 
shown  that  if  steam  at  rest  at  0,,  whose  state  is  a^  Ib.  of  steam  to 
1  —  ,  11>.  n  f  water,  flows  adiabatically  to  a  place  where  the  tempera- 
tur-  i-  ft.,  ami  the  state  is  a:2  and  the  velocity  V  feet  per  second, 
and  if  \v«-  n. -gleet  gravity,  we  can  find  Fand  x^  by  the  00  diagram. 

Let  A  I>  and  I-J/f  ri>nv-jM,M,|  \tt  tin-  two  temperatures. 

Make  RC  It  It  =  *,.    Draw  the  adiabatic  CG. 

Then  FG/Fff  =  xr    One  of  our  answers. 
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Convert  the  area  BCGF  into  foot-pounds,  multiply  by  64'4,  and 
extract  the  square  root  and  we  find  V. 

EXERCISE.  Steam  with  10  per  cent,  of  moisture,  at  100  Ibs.  per 
square  inch,  escapes  adiabatically  to  a  place  where  the  pressure  is 
16  Ibs.  per  square  inch,  find  the  wetness  and  the  velocity. 

Ansnver.  21 -5  per  cent,  wet;  V  =  2,430  feet  per  second.  It  will 
be  seen  in  Art.  391  that  this  answer  is  misleading. 

How  much  of  this  steam  (pounds  per  second)  will  pass  through 


H 


G' 


Fio.  231. 

an  orifice  if  the  cross  section  of  the  jet  where  the  stream  lines  in  it 
are  nearly  parallel  just  outside  the  orifice  is  1  square  inch  ? 

219.  Plow  of  Superheated  Steam.  In  Art.  387  it  is  shown 
that  if  superheated  steam  at  rest  at  #/  C.  and  pressure  pl  flows 
adiabatically  to  a  place  where  the  temperature  is  02°  C.,  and  if  we 
may  neglect  gravity,  we  can  find  the  velocity  Fand  the  state  of 
the  steam.  Let  E,  Fig.  231  show  the  state  of  1  Ib.  of  the 
superheated  steam  at  6^  C.  and  pressure  p.  Draw  the  adiabatic 
ERG,  the  lower  temperature  being  at  EH.  Then  FG\FH  =  xz  the 
dryness  at  the  lower  temperature. 

Convert  the  area  BDERGFB  into  foot-pounds,  multiply  by  64'4 
and  extract  the  square  root,  this  gives  V.  If  the  stuff  remains 
superheated  at  the  lower  temperature  as  E^G1,  we  treat  the  area 
BDEG1H1F^B  in  the  same  way. 


CHAPTI.l:    \\IV. 

CYLINDER   «  OND1  \SATION. 

22O.  \V.\  IT'S  £rem  improvement  of  the  Newcomen  engine  con- 
sisted in  keeping  the  cylinder  warm ;  not  condensing  the  steam 
in  the  cylinder  itself,  but  using  a  separate  condenser.  Even  now, 
however,  a  cylinder  is  heated  up  by  the  condensation  of  the  enter- 
ing steam,  and  the  condensed  water  boils  away  during  the  exhaust. 
A  cylinder  is  alternately  a  condenser  and  a  boiler.  If  we  could  make 
its  material  absolutely  non-conducting  and  keep  it  perfectly  drained 
of  water,  we  should  get  rid  of  this  prejudicial  action.  Unfortunately, 
an  amount  of  water,  which  forms  only  an  exceedingly  thin  skin, 
may  have  sufficient  capacity  to  produce  great  evil  effects,  and  non- 
conductivity  of  metal  would  then  be  an  evil  (see  Art.  399). 
It  is  my  belief,  based  on  a  good  deal  of  practical  knowledge  of  con- 
ductivity of  heat,  that  if  the  metal  of  a  cylinder  were  quite  dry, 
when  fresh  steam  is  admitted,  the  surface  resistance  to  the  pas- 
sage of  heat  would  be  so  great  that  almost  no  evil  effects  would 
be  produced  at  the  speeds  usual  in  steam  engines. 

Probably,  what  would  diminish  it  more  than  anything  else  would 
be  the  admixtmv  with  the  steam  of  a  small  quantity  of  air  (easily 
done  on  locomotives  at  the  ordinary  injector)  or  an  injection  of 
Haiaing  gas,  or  some  vapour  less  readily  condensed  than  steam,  or 
the  use  of  the  same  cylinder  as  a  steam  and  a  gas  engine  in 
alternate  strokes. 

I  am  informed  that  some  careful  experiments  made  in  America 
sh«>\ved  no  great  increase  of  economy  due  to  the  admission  of  air. 
I  have  been  too  busy  to  study  the  method  of  experimenting  em- 
ployed, and  my  attitude  towards  other  people's  exjn -riim-nts  is  that 
of  Mrs.  Bormalack  on  soup. 

It  was  Mr.  Clark  who  first  drew  attention  to  the  missing  water 

in  cylind.  i-s,  ami  tin-  evil  effects  of  too  early  a  cut-off,  but  he  states 

that  the  <"imn«>n   rn^in«--<lriv«-rs  were  perfectly  well  aware  of  the 

ph'-iMin'-riMM   Ix-foiv  h«-  kiu-w  it.      Mr.  Isherwood  showed  that  the 

ing  water  im-iviu-ed  in  proportion  to  the  square  root  of  r. 
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221.  Every  test  yet  made  of  the  effect  of  superheating  shows 
that  it  leads  to  greatly  im-H-ased  economy.  From  12  to  20  per 
cent,  increase  is  not  uncommon  when  the  superheating  has  only 
been  about  40  to  100  degn •< •->  Kalnv  illicit. 

A  compound  Corliss  gear  mill  engine,  with  stca.ni  jacketed 
cylinder,  gave  on  careful  trials  the  following  results:— 


7. 
Indicated 
power. 

w. 

lb.  of  steam 
per  hour. 

1C 
7 

Using  saturated  steam  at  96  Ibs.  per  sq.  in  . 

475 

8880 

19-75 

Using  superheated  steam  at  99  Ibs.  per  sq.  in. 
superheated  118°  Fahrenheit  

491 

7675 

15-63 

Using  superheated  steam  at  94  Ibs.  per  sq.  in. 
superheated  127°  Fahrenheit  .  .  .  . 

502 

7835 

15-61 

Quite  recently  in  the  Schmidt  compound  condensing  engine,  of 
75  indicated  horse-power,  only  10|  Ibs.  of  steam  was  used  per  hour 
per  indicated  horse-power.  The  steam  was  of  170  Ibs.  pressure,  and 
was  superheated  300°  Fahrenheit.  An  engine  must  be  specially 
arranged  for  the  use  of  such  high  temperature  steam. 

When  condensation  is  exceptionally  bad,  the  increase  of  economy 
due  to  the  use  of  superheating  is  exceptionally  marked.  Mr.  Ripper, 
in  his  tests  of  a  small  non-condensing  one-expansion  Schmidt  engine 
(Proc.  Inst.  C.E.,  Vol.  128,  of  1897),  found  a  consumption  of  38  Ibs., 
of  steam  per  horse-power  hour,  reduced  to  17  by  300  degrees  of 
superheating.  The  extra  heat  required  is  inconsiderable  when  we 
compare  it  with  the  advantage  derived  from  superheating.  It  is  to 
be  remembered  that  on  account  of  the  small  specific  heat  of  steam, 
even  a  large  amount  of  superheat  only  suffices  to  just  prevent  con- 
densation in  the  cylinder.  The  evil  action  on  the  lubricant  is  not  so 
great  as  it  might  seem  to  be. 

222.  The  effect  of  a  steam  jacket  is  to  cause  a  flow  of  heat 
into  the  cylinder  which  continually  tends  to  diminish  the  amount  of 
water  present,  not  only  in  the  cylinder  but  about  the  valves.  In 
every  case  when  an  engine  is  tried  without  and  with  the  jacket  it  is 
found  that  a  small  expenditure  of  steam  in  the  jacket  causes  a  great 
dininution  of  the  missing  water.  In  the  Report  of  the  Committee 
of  the  Institution  of  Mechanical  Engineers,  although  the  jacket  feed 
was  usually  from  7  to  1 2  per  cent,  of  the  whole  of  the  steam  used  by 
the  engine,  yet,  on  the  whole,  there  was  9  to  25  per  cent,  diminution 
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of  steam  per  hone-power  hour.    'l'h«-  increased  economy  is  most  n- 
able  in  ••in,'in«-s  which  an-  \ery  uneconomical  without  th«-  jack.-t. 

I'n.t.-ssor  ().  Hi-yimliis  tninnl  in  his  «M)L,MII«-,  iisin>;  three  expan- 
NJ..IIN.  that  \\ithoutjackets.  th.-  mi»in^  \\.u.-r  in  his  intrrnn-<liat.- 
;ui<l  low  JIIVSMUV  cyliml.Ts  was  jj  ..f  the  indicated  water,  whereas, 
when  they,  as  well  as  the  high  pressure  cylinder,  were  jacketed  with 
the  full  boiler  pres>uiv.  the  initial  condensation  in  the  intermediate 
cylinder  was  only  about  20  per  cent,  of  the  indicated  steam,  and 
then-  wa-.  practically,  no  condensation  in  the  low  pressure  cylinder. 

The  following  experimental  Results  must  also  be  studied  : — 
EFFECTS  or  .1  i          vs. 


DeKription. 

h.  ii,-atcd 
bone-power. 

-  ; 

1! 

M.  .IIM  p.  1 

ham  pom  i 

(  Hi  |»  i 

Ml  -t.'i 

li,.r-,  |..\v.  ! 

..r>l.  m,  1--I 

II..IM  .|~.W.  1 

hour.  ]ierf«ct 

-1.  ;iln  .  ii^iii. 

0 

Horizontal 

U-ll 
M-OJ 

. 

/412 
\373 

:<•_>  u 
26-69 

3-53   \ 
2-94  / 

9-35 

{I 

No  jacket. 
Jacket. 

Corliss     .  | 

146     . 

75 

l  .-..'.I 
\548 

Til  -so 

2-51  » 
2-20  > 

931 

8 
8 

No  jacket. 
Jacket. 

Corliss     .  / 

B  is    i 
488    / 

• 

1  .VJl 

Hi" 
l'i-_»7 

2-19  >\ 
2-14  >/ 

- 

(I 

No  jacket. 
Jacket. 

Beam       i 
pumping    > 

Beam      / 
pumping   \ 

77 

I  'J,',1 

I*-  n 

2-65  >\ 
2-16  >/ 

9-65 

{c 

N<>  jackets. 
Jackets. 

168    f 

64 

1  •_'"•> 

1  •_'!•_' 

18-2 
16-6 

2-02  M       9.71 

1-s.vi 

{o 

No  jackets. 

.l.i.  k.  t-. 

Inverted    (  140    | 

pumping    1   138    / 

148 

!  lie 

17-22 
15  15 

1-91  n 

i  •:•_•  •  i 

8-12 

(1 

No  jackets. 
Jackets. 

EFFECTS  or  SCPERUEATINO  ON  COM-KN-IN.    1  N.  INBB. 

Bwn 

136 
107    1 

'..•i  :,  ' 
113      1 

H 
71 

•_'l.') 
!            19-41 
1940 
885     1616 

-  "''   i 

•2  14' 

IT'..     1 

Ml 

9-50 

,1} 

\l 

Saturated. 
Superheated. 
;ited. 
Superheated. 

Horizontal  | 

17.-.     l 
496    / 

111 

!  rl 

19-75 

i:.  •;•_• 

:;  i.-, 

8-58 

ited. 

Superheated. 

i  irsc  mtmU'rs  for  coal  were  not  measured  ;  they  are  calculated  at  the  rate  of 
Ibs.  of  steam  per  pound  of  coal. 
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The  good  effect  produced  by  a  jacket  gives  proof  that — in  spite 
of  what  is  almost  universally  stated  by  men  who  have  studied  this 
subject — a  cylinder,  even  when  there  is  considerable  superheating 
of  the  steam  before  it  enters,  is  not  free  from  water  when  admission 
occurs.  It  is  my  opinion  that  jacketing  ought  to  be  done  by  steam 
of  a  very  much  higher  temperature  than  that  of  the  steam  which 
enters  the  cylinder. 

223.  The  good  effects  due  to  drainage,  or  easy  escape  of 
water,  are  not  sufficiently  thought  about.     In  my  opinion  it  is  to 
this  easy  drainage  that  the  Willans'  engine  owes  its  superiority. 

If  a  pound  of  steam  entering  at  Q*  C.  drains  away  at  the  exhaust 
temperature  #3°  C.,  it  has  given  to  the  cylinder  the  heat 

606-5  +  -305  el  -  ez 

If  a  pound  of  steam  entering  at  6^  C.  condenses,  and  if  it 
evaporates  and  leaves  the  cylinder  as  steam  at  03°  C.,  it  has  given  to 
the  cylinder  the  heat 

•305  (0,  -  03) 

For  example,  let  6l  =  165°  C.,  #3  =  60°;  in  the  first  case,  the 
heat  is  597  units ;  in  the  second  case,  it  is  33  units. 

We  see  by  this  crude  calculation  that  in  a  condensing  engine, 
water  that  drains  away  mechanically  gives  about  20  times  as  much 
heat  to  the  cylinder  as  if  it  were  condensed  on  admission  and 
re-evaporated  in  exhaust. 

I  am  even  disposed  to  believe  that  steam  used  in  a  steam  jacket 
is  not  much  more  efficient  than,  even  if  it  is  so  efficient  as,  steam 
allowed  to  condense  and  drain  away  from  a  well-lagged  cylinder. 

224.  In  a  steam  engine  cylinder  there  is  a  condition  of  things 
which  may  almost  be  called  instability. 

It  may  almost  be  seen  from  the  above  figures  how  enormous 
condensation  and  evaporation  may  go  on,  doing  great  evil,  for  the 
purpose  of  supplying  an  amount  of  heat  which  a  twentieth  or  a 
thirtieth  of  the  amount  of  condensation  would  supply  if  there  was 
drainage  or  a  steam-jacket.  I  have  heard  of  an  agent  who  bought 
a  hundred  thousand  pounds'  worth  of  utterly  unnecessary  supplies 
for  an  army,  which  he  knew  would  be  wasted,  because  he  had  a 
perquisite  of  5  per  cent. ;  I  have  known  of  an  admiral  wasting  eight 
days'  coal  of  a  fleet  to  prevent  a  two  days'  delay  in  the  reception  of 
a  few  private  letters.  Charles  Lamb  tells  us  how  the  first  discoverer 
of  the  gastronomical  value  of  roast  pork  burnt  down  a  house  every 
time  he  wanted  a  roast.  These  are  not  unfair  illustrations  of  the 
economical  conditions  under  which  the  cylinder  of  an  ordinary 
engine  is  kept  fairly  dry. 
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235.  Benefit  of  Successive  Expansion.  \Ve  find  that  the 
percentage  of  tin-  total  strain  eondriisrd  increases  if  we  cut  off 
earlier  in  tin-  stroke;  possibly  it  is  not  that  there  is  more  steam 
actually  coiid-n-d  |>,  r  Mn.ke,  but  that  it  is  in  a  greater  ratio  to 
what  is  indicated.  Now  it  i^  evidmt  IV.. in  Art.  214  and  elsewhere 
that  we  get  more  economy  l»y  using  high  pressure  steam  and  great 
expansion,  and  as  great  expansion  in  one  cylinder  N-ads  to  great 
condensation,  \vr  use  two  or  three  cylinders,  Fig.  65.  To  cut  off  at 
|th  of  the  stroke  in  a  single  cylinder  is  not  very  different  t'roin 
cutting  off  at  half  stroke  in  three  successive  cylinders.  It  makes 
a  more  complicated  looking  engine,  but  there  are  these  great 
advantages : — 

1.  We  are  able  to  use  a  very  simple  kind  of  valve  gear. 

2.  The  loss  by  clearance  is  small. 

3.  There  is  a  possibility  of  balancing  the  forces  acting  on  the 
frame  of  the  engine  and  ground;  a  possibility  of  obtaining  more 
uniform  turning  moment  on  the  crank  shaft. 

4.  The  range  of  temperature  in  each  cylinder  is  only  a  third  of 
what  it  is  in  a  single  cylinder.      It  is  found  that  steam  condensed  in 
the  high  piv-Miiv  cylinder  is  more  or   less   completely  evaporated 
before  admission  to  the  second. 

5.  The    intermediate  and   low   pressure  cylinders  may  be  [and 
always  ought  to   be]  jacketed   with  high   pressure  steam,  so   that 
in  these  there  need  be  hardly  any  condensation. 

6.  There  is  less  than  one-third  of  the  leakage  past  valves  and 
pistons  (see  Art.  232). 

7.  Considerations  such  as  (3)  show  that  much  higher  speeds  may 
be  used. 

8.  In  a  great  number  of  cases,  the  machines  to  be  driven  run  at 
high  the  high  speed  of  the  engine  allows  of  direct  coupling 
and  so  there  is  much  less  loss  of  energy  by  friction  and  much  greater 
convenience  because  of  the  smaller  space  occupied. 

9.  The  cost  of  engines  for  the  same  power  and  economy  is  less. 

There  is  a  disadvantage  due  to  drop  of  pressure  after  release  in 
•  •ach  cylinder,  but  in  truth  this  is  about  counterbalanced  by  the 
drying  of  the  steam  which  it  produces.  With  more  superheating,  or 
better  jacketing  or  drainage,  these  drops  may  be  reduced  with 
advantage. 

As  to  the  con*  l>n-.it  ion  being  less  when  the  expansion  occurs  in 
two  or  three  cylinders  instead  of  one,  this  has  been  proved  by  many 
careful  tests.  Thus  Professor  Unwin  found  that  when  a  two-cylinder 
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engine  was  driven,  and  afterwards  its  larger  cylinder  alone  was 
used  with  the  same  total  expansion,  he  obtained  the  following 
results,  W  being  Ib.  of  steam  per  hour  and  /  the  indicated  power:— 

Ki  I-KCTS  OF  JAI  KI.T>    \\n  Si  ••«  i.--i\  i.   V.\\-  \ N-K.N. 


JF-j-7 

W~I 

Consumption  nf  steam 

Without  .steam  in 

With  steam  in 

in  jacket  as  a  fraction 

jackets. 

jack 

of  the  whole. 

per  cent. 

Single     .    .        .    . 

32-1 

26-7 

7 

Compound     .    .    . 

22-1 

19-5 

12 

Single  cylinder  engines  are  used  when  the  initial  pressure  is  not 
much  more  than  80  Ibs.  (condensing)  or  90  Ibs.  (non-condensing).  Two- 
expansion  engines  are  used  up  to  initial  pressures  of  about  130  Ibs. 
per  square  inch.  Three-expansion  engines  are  used  for  higher 
pressures.  There  are  no  exact  rules.  The  use  of  four- valve  gears 
such  as  the  Corliss,  allows  us  to  have  economy  with  more  expansion 
at  considerably  higher  pressures  than  when  the  slide  valve  is  used. 

226.  We  find  always  that  increased  speed  means  increased 
economy,  and  this  seems  to  be  altogether  due  to  the  fact  that  at 
higher  speeds  there  is  less  missing  water  per  stroke. 

The  following  figures  from  the  non-condensing  trials  of  Mr. 
Willans  illustrate  the  effect  of  speed,  and  also  of  compounding  and 
tripling  on  the  same  engine,  y  means  the  ratio  of  the  missing 
steam  at  the  cut-off  in  the  cylinder  of  highest  pressure  to  the 
indicated  steam ;  W  is  the  total  weight  of  steam  used  in  pounds 
per  hour,  and  /  is  the  indicated  horse-power,  n  being  the  revolutions 
per  minute,  r  the  total  ratio  of  expansion. 

EFFECTS  OF  SUCCESSIVE  EXPANSION  AND  SPEED. 


n 

r 

Pi 

y 

W/f 

Simple  
Compound  .  .  . 
Triple  

400 
400 
400 

4-6 
4-9 
6-0 

106 
109 
152 

•420 
•128 
•056 

26 
21-4 
19-7 

Simple  .... 

138 

4-32 

•    109 

•802 

31-22 

Compound  .  .  . 

124 

4-36 

110 

•337 

24-73 

I  find  that  as  a  rule  in  wet  cylinders  the  condensation  is  halved 
when  the  speed  is  quadrupled,  whereas  in  fairly  dry  cylinders,  well- 
jacketed  and  drained,  the  condensation  is  halved  when  the  speed  is 
doubled.  I  mean  that  there  is  a  tendency  to  some  such  difference 
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i)t'la\v    luit  the  following  results  show  that  tin -t<-   i->  no  very  exact 
NVn  i  ErracrB  or  SPEKO. 


/'I             » 

y 

W/I 

M 

4«>1 

4-8                 ••'.* 

IT  :: 

Wl 

•lag 

IT  i; 

I'.is 

•J|S                               |s-}, 

110 

— ',5 


227.  The  state  of  things  inside  a  -team  engine  cylinder  so  nearly 
che-  instability  that  the  student  nni>t  be  specially  careful  in 
adopting  off-hand  assumption-  which  may  >•••  m 
reasonable.  For  example,  such  a  calculation  as 
that  of  Art.  '22'^.  win -re  I  glibly  speak  of  the  heat 
given  to  the  cylinder  by  steam  condensing  at  the 
initial  pressure,  and  evaporating  at  the  exhaust 
pressure,  is  misleading,  although  it  happens  not 
to  be  utterly  wrong,  as  so  many  reasonable  looking 
a— umptioii-  an-,  which  one  finds  in  books  and 
ijuaM-scientific  papers.  The  neglected  part  of  that 
calculation  is  what  occurs  at  intermediate  tem- 
peratures, and  particularly  in  the  expansion  (see 
Art.  400). 

It  is  really  iiece>sary  to  take  up  one  or  two 
problems  which  can  be  worked  out  accurately 
mathematically,  and  use  the  answers  merely 
as  suggestions  in  our  study  of  the  cylinder. 

If    an    infinite   block    of    material,     supposed    to    be 

homogeneous,  has  a   plane  fa- •  ,    .1  //.     If  .it    the   ]>»mt  /', 
which    is   at    tin-  ilistanru    x    from    A  H,    the    temperature 

.    .uxl  we   imagine    the    temperature    the  same    at    all  ° 

jM.ints   in   the  same    plane  a<     /'    parallel    to    .4  11   (tha'  Flo.  383 

we    are    only    considering    flow    of    heat     in    a     ilirei  tion 

'/-• 
at  right  angles  to  the  plane  A  II),  and  if  -j-  is  the  temperature  gradient  at 

/',  then  ..-  amount  (lowing  |KT  -e.  <>n,l   through  unit  area  like  P  Q, 

in  tli'  ti  of  increasing  x.     Tim  is  really  the  •letinition  of  k.  the  con- 

duetivity  of  a  material.      I  shall  imagine  k  to  W  constant.      Ix-t  \\*  imagine  PQ 
exactly  a  square  centimetre   in  ana.     Now  what   i»  the  flow  acrom  TS,  or 

ilr 
what  is  the  value  of       k       .a  the  new  place,  which  is  x  +  Ix  from  the  plane 
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AB1    Observe  that  -  k  -r-  is  a  function  of  x,  call  it  f  (x)  for  a  moment ;  then 
the  space  PQTS  receives  heat/(a;)  per  second,  and  gives  out/(a;  +  Sx).    Now 


j  V*  u*;    -  j   \*,f    —  . 

This  equation  is,  of  course,  true  only  when  8x  is  supposed  to  be  smaller  and 
smaller  without  limit.  We  see  then  that  -  Sx  -j-f(x)  is  the  heat  being  added 
to  the  space  PQTS  every  second  ;  this  is 

.     d  t       ,     dv\  d*v 


But  the  volume  is  1  x  Sx,  and  if  p  is  the  weight  per  cubic  centimetre,  and  if  s  is 

the  specific  heat,  then  if  t  is  time  in  seconds,  p  .  dx  .  s  .  -j-  also  measures  the  rate 

at 

per  second  at  which  the  space  receives  heat.     Hence 

d^v  dv 

k.*x.^  =  P.Sx.s.- 

or 

d?v  _  ps      dv 

dx*  ~  T  '  ~dt 

It  will  be  found  that  there  are  innumerable  solutions  of  this  equation,  but 
there  is  only  one  which  suits  particular  surface  and   other  given   conditions. 
The  beginner  ought  to  take  up  the  following  problem- 
Imagine  the  average  temperature  everywhere  to  be  0,  and  that 

t'0  =  a  sin  2xnt,  or  a  sin  qt (2) 

is  the  law  according  to  which  the  temperature  changes  at  the  skin  where  x  is  0  ; 
n  or  q/2ir  means  the  number  of  complete  periodic  changes  per  second.  I  have 
carefully  examined  the  cycle  of  temperature  change  in  the  clearance  space  of  a 
steam  cylinder,  and  it  follows  sufficiently  closely  a  simple  harmonic  law  (see 
Art.  229)  for  us  to  take  this  as  a  basis  of  calculation.  Take  any  periodic  law 
one  pleases,  it  consists  of  terms  like  this,  and  any  complicated  case  is  easily 
studied.  Considering  the  great  complexity  of  the  phenomena  occurring  in  a 
steam  cylinder,  I  think  this  idea  of  simple  harmonic  variation  at  the  surface 
of  the  metal  to  be  a  good  enough  hypothesis  for  our  guidance.  It  is  shown  in 
the  note  that  the  range  (2a)  of  temperature  of  the  actual  skin  is  much  less  than 
that  of  the  steam,  being  the  range  in  the  steam  multiplied  by  e,  the  emissivity 
at  the  surface,  and  divided  by  \f2irnwsk.  I  am  not  now  considering  the  water 
in  the  cylinder,  on  the  skin  and  in  pockets,  as  requiring  itself  to  be  heated  and 
cooled  ;  this  heating  and  cooling  occurs  with  enormous  rapidity,  and  is  probably 
nearly  independent  of  the  speed  of  the  engine.  Drainage  will  get  rid  of  much 
of  this  water,  and  drainage  has  another  advantage  so  great  that  I  am  inclined 
to  think  drainage  much  more  important  than  steam-jacketing.  But  besides  this 
evil  function  of  the  water,  the  layer  on  the  skin  acts  as  greatly  increasing  e,  and 
so  causing  the  range  (2a)  to  be  greater. 

The  student  ought  to  try  if  the  equation  (1)  has  a  solution  like 

v  =  At°*  sin.  (qt  +  yx), 

and  if  so,  find  a  and  y,  and  make  it  fit  the  case  in  which  v  =  0  when  x  =  ao  ,  and 
v  =  a  sin.  qt  where  x  =  0.  By  actual  trial  we  find  that 

v  =  At**  sin.  (qt  +  ax)  +  Bt  -  •*  sin.  (qt  -  ax)  ...    (3) 
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Where  .-1  and  B  are  any  constants,  and  a  =    \/  -  -  if  7  -  -»«.     Now  if  »  »  0 

when  x  =  »  ,  ol>\  iously  .  I  i^  0.     If  v  =  a  sin.  qt  where  x  =  0,  obviously  B  is  a, 
ami  hence  at  any  place  and  at  any  turn- 

v  =  at  •  •*  «in.  (2iro/  -  oar)  .............    (4)  » 

This  i-  tli.-  answer  f<.r  .111  infinite  mass  of  material  with  one  plane  face.  It 
is  approximately  true  in  tin-  wall  <>f  a  thirk  <-\  limler,  if  the  outside  in  at  the 

l»  t.ituiv  ti.  If  tlu-  outside  is.  with  very  little  tlm  -l  nut  i»n,  at  an  average 
temperature  <•'  .  ami  the  thickness  of  the  metal  is  /*,  and  if  the  in-i.It-  skin  has 
the  average  temperature  v"  (in  our  case  0),  we  have  only  to  add  the  terms 

t/  t/ 

w"  +  —  r  —  *  (in  olir  eus«  0  +  r  *)  to  the  expression  (4).     This  shows  how  a 

steam-jacket  affects  r.     If  »•'  is  made  negative,  we  have  an  approximate  repre- 
sentation of  what  occurs  in  a  well-lagged  unjackctcd  cylinder. 

The  result  ought  to  be  very  carefully  studied.  Take  for  example  a=  10°  C., 
t/  =  50°  C.,  6  =  3  rent  imet  res,  £•  =  '16,  as  it  probably  is  in  cast  iron,  although 
even  in  iron  we  do  not  know  k  within  "><>  JHT  cent.  Take  n  =  2  which  corres- 
ponds to  120  revolutions  per  minute  ;  for  any  particular  value  of  t  find  v  for 
various  values  of  x,  and  show  your  answers  by  a  curve.  Now  take  other  values 
of  t  and  repeat,  and  show  all  the  curves  in  different  colours  on  one  sheet  of 
paper.  I  advise  a  curve  for  each  of  the  following  values  of  t  —  0,  0*1,  0"2,  0'3, 
"  1.  «>.').  I  might  waste  ten  pages  of  this  book  on  an  interesting  study  of  these 

1  The  emissivity  at  the  metal  surface  is  e,  which  means  that 

(r0  -  0)e  =  k-£-  where  x  =  0    .............    (1) 

if  0  is  the  temperature  of  the  steam  at  any  instant,  and  r0  that  of  the  metal  at  the 
surface.  The  thickness  of  metal  l>  is  supposed  to  be  so  great  that  there  are  no 
lluet  nations  of  temjKTat'.ire  where  x  =  6.  It  is  easy  to  show  that  the  temperature  at 
any  point  in  tin-  imt.il  is 

*°  *  ^T*  *  *^T 

if 

8  =  0   + 


-I  (\  +  r-)sin.  2rnt  +  cos.  2™/  j- 
Of  course  0  may  also  be  written 

9  =  00  +  -  N'!U-a  +  e)3  +  i-VJsin.  (>l*nt  +  tan.   ' 
c  Y 


\V"e  »ec  that  the  effect  of  the  steam-jacket  keeping  the  outer  MII  t.i.  I  ..f  the  metal 

at  a  temperature  which  is  higher  than  00  by  the  amount   ••'   is  t<>  raise  the  average 

temperature  of  the  inner  surface  by  kr'  (?h  +  k)  a)>ove  that  of  the  steam.     As  the 

surface  resistance  gets  greater  and  greater  (e  less  and  less)  the  mean  inner  surface 

:ature  gets  to  be  nearer  and  nearer  that  of  the  outer  surface  of  the  metal. 

If  the  amplitude  of  the  steam  temperature  is  called  .1  (this  is  tailed  %(9t  -  ty 
elsewhere),  the  amplitude  >t  of  the  inner  surface  of  the  metal  is,  since  ka  =  »Jimftk 

Ae 


+  (t  + 
If  e  is  small  a  oc  At/*Jn 
If  e  is  large  o  =  4 
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curves,  but  the  student  will  get  more  good  from  his  own  study  of  them  than  by 
reading. 

At  any  point  at  the  depth  x  there  is  a  simple  harmonic  rise  and  fall  in  the 
time  of  one  revolution  of  the  engine ;  but  the  range  gets  less  rapidly  as  the 
depth  is  greater  ;  note  also  that  the  changes  lag  more  as  we  go  deeper.  This  is 
exactly  the  sort  of  thing  observed  in  the  buried  thermometers  at  Craigleith 
Quarry,  Edinburgh.  The  changes  of  temperature  were  of  twenty-four  hours' 
period,  noticeable  only  at  shallow  depths,  and  also  of  one  year  period,  noticeable 
at  considerable  depths.  I  give  the  yearly  periodic  changes,  the  average  results  of 
eighteen  years'  observations. 


Depth  below  surface. 

Yearly  range  of  temperature 
(Fahrenheit). 

Time  of  highest  temperature. 

3  feet 
6    „ 
12    „ 
24     „ 

16-14 
12-30 
8-43 
3-67 

August  14 
„     26 
September  17 
November  7 

Observations  at  twenty-four  feet  below  the  surface  at  Calton  Hill,  Edinburgh, 
showed  highest  temperature  on  January  6th. 

Now  let  us  from  (4)  find  the  rate  per  second  at  which  heat  is  flowing  through 

a  square  centimetre,  that  is,  find  -  k  —   at  any  instant,  where  x  =  0,  using  o 

ctsc 

for  \/irnp*/&.     I  find  it  to  be 

kaa  v/2  sin.  (  Zirnt  +  j  ). 

The  note  gives  the  true  form  of  the  steam-jacket  term,  e  being  the  emissivity 
at  the  surface.    The  steam-jacket  sends  in  heat  at  the  rate  kev'/(eb  +  k)  per  second. 

The  amount  flowing  into  the  metal  then  during  the  half  period  ^  T  (or  =-  if  n  is 
the  frequency  or  number  of  periods  per  second)  is  the  integral  of  the  rate,  or 

iir  -  kei//2n(eb  +  k) 


and  the  amount  out  of  the  metal  is  the  same  except  that  the  jacket  term  is 
positive. 

When  e  is  small,  the  note  tells  us  that  a  is 

1 

—  (flj  —  03)e/  v2irrty>8& 

4B 

so  that  the  maximum  amount  of  heat  flowing  into  the  metal  in  one  cycle  is 


2nir          271,1-' 

Again,  when  e  is  very  large,  a  is  ^  ($1  -  03),  and  the  maximum  amount  of   heat 
flowing  into  the  metal  in  one  cycle  is 

5  (»i  -  03)\/27^/vW  -  kv'ftnb. 

m 

It  will  be  seen  that  I  shall  make  use  of  the  steam-jacket  term  when  I  speak 
of  the  causes,  Art.  402,  tending  to  keep  the  cylinder  dry  of  water.     The  small 
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il,,\v  .if  lu-.-u  ilitt-  to  tin-  jacket  IB  very  important  in  tliis  way  ;  Imt  an 
I  hall  speak  now  of  tliu  great  flow  of  heat  into  the  metal  on  a<linisxion,  tin*  heat 
coming  out  aguin  during  release  ami  exhaust,  I  shall  neglect  the  much  smaller 
Bteatii-jai-krt  t.  mi  m  tin-  connection.  In  u  \  «TV  <lry  .  \  limli-r  the  steam-jacket 
term  woul«l,  however,  be  important  even  here. 

228.  Tiitil  last  \.-ar  I  and  others  had  always  assumed  that  the 
range  of  temperature  »t  the  m.-tal  i-  something  approaching  half 
that  of  the  Bfc  am  :  in  fact,  that  e  is  so  large  as  to  lead  to  the  law 

Heat  flow  per  cycle  x  l/<s/». 

I  cannot  now  rind  the  reference,  but  I  am  sure  that  I  have  seen 
evidence  that  tin-  ran^e  of  temperature  in  tin-  skin  of  the  metal  wa- 
about  half  that  uf  tin-  strain. 

The  experiments  of  Professor  Calendar  have  changed  my  opinion. 
K"i-  example,  he  found  at  O'Ol  inch  depth  a  range  of  4°  when  the 
u  range  was  about  4»i  at  KM)  revolutions  p.-r  minute.  He 
calculated  from  /.  and  s  for  iron  that  the  surface  range  could  only  have 
been  f  bout  5°.  Now  I  am  not  sure  that  I  can  accept  his  measun 
nifiit  of  the  real  temperature  at  the  depth  O'Ol  inch;  there  is  much 
to  be  said  in  opposition  to  his  vi.  \v,but  in  deference  to  his  judgment 
I  have  altered  my  notion  ..[  tin-  usual  value  of  e.  If  e  is  small,  the 
heat  entering  the  metal  per  cycle  is  proportional  to  n  ~  l.  If  e  is  large, 
the  heat  is  proportional  to  n~  *.  I  have  often  used  n~2/s  and  other 
powers  of  n  in  obtaining  empirical  formula?  from  experimental 
results.  I  am  now  disposed  to  say  that  in  general  I  shall  assume 
the  heat  entering  the  metal  per  cycle  to  be  inversely  proportional 
to  t/n  +  en,  where  the  n  term  is  mon-  imjM»rtant  in  dry  cylinders 
and  the  *Jn  term  in  wet  cylinders.  An  examination  of  the  results 
of  actual  trials  of  engines.  Art.  234,  will  show  that  this  is  reasonable. 

229.  In  the  above  investigation  I    have  taken  a  simple  har- 
monic change  of  temperature  of  the  steam.     I  once  sketched  out  at 
random  a  possible  indicator  diagram  for  a  non-condensing  engine 
with  cut  off  at  about  half  stroke,  and  one  of  my  students  found  that 
the  temperature  of  the  steam  followed  th.-  law 

6  =  126-3  +  32-3  sin.  (2ir/j/  +  20°), 

t,  the  time,  being  measured  from  dead  point,  angularity  of  connecting 
rod  neglected.     Usually,  of  course,  it  cannot  be  so  simple,  but  it  is 
evident  from  th«    above  investigation  that  the  effect  of  the  h;_ 
harmonics  is  small. 

My  stud.-nt.s  have  taken  a  variety  of  hypothetical  indicator 
diagrams,  with  cushioning,  &c.  ;  taking  one  second  as  the  time  of  a 
revolution,  they  have  drawn  the  curves  showing  temperature  and 

c  c 
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time;  they  have    developed   the    function    in  Fourier  series, 

each  term  of  which  is  of  course  treated  exactly  in  the  same  way  as 
the  above.  I  may  say  that  I  have  given  this  exercise  to  students  in 
successive  years  rather  as  a  good  practical  mathematical  exercise  than 
as  one  which  it  was  worth  while  to  do  for  the  sake  of  the  steam 
engine.  In  one  year  I  took  account  of  the  fact  that  some  portions 
of  the  barrel  surface  have  a  different  experience  from  the  clearance 
surface,  but  in  truth  there  is  not  much  benefit  derivable  from  the 
vague  speculative  knowledge  that  we  have  of  the  effect  of  the 
piston  covering  the  place,  the  perpetual  change  in  the  surface  film, 
the  conduction  of  heat  from  and  to  hotter  and  colder  neighbouring 
places,  &c. 

Instead  of  giving  the  results  arrived  at  so  laboriously  by  my 
students — results  some  of  which  are  perhaps  incorrectly  worked  out 
— I  may  say  that  I  think  the  following  problem  gives  a  better 
suggestion. 

23O.  If  the  infinite  block  of  Art.  227  is  all  at  03,  and  if  suddenly  its  surface 
is  exposed  to  steam  at  01  and  kept  at  that  temperature  for  the  time  t,  the  heat 
that  enters  it  per  unit  area  is  e  (0l  -  63)t  if  e  and  t  are  small,  and  it  is 


2(«!  -  «,)  V  ^ 

if  e  is  large. 

I  have  shown  in  the  note l  that  these  two  cases  lead  to  the  following  results : — 

1  An  infinite  block  of  homogeneous  material  with  a  plane  face,  the  temperature 
everywhere  being  0  till  the  time  t  is  0,  when  suddenly  the  medium  on  the  other  side 
of  the  plane  face  is  kept  at  constant  temperature  v0.  Let  the  surface  emissivity  be 
e ;  let  vl  be  the  temperature  of  the  skin  at  time  t,  and  v  the  temperature  at  the 
depth  x.  Then,  as  before, 

dzv  __  sp  dv  _ 


\JUJL,  n/ 

I  use  q2  to  represent  '-|  -3-.     Hence 


V  =  6  -  8*^      .     .     .      . (2) 

dv 
-=-^-^=-5, 

kqvl  =  e(v0  -  vj, 

OTVI=  -*L- (3) 

I*-, 

Developing  (3)  in  powers  of  q  or  in  inverse  powers  of  q,  we  get  two  sets  of 
solutions,  one  easier  to  work  with  when  et  is  small,  the  other  easier  to  work  with  when 
et  is  large. 

Let  Q  be  the  amount  of  heat  which  enters  the  block  from  t  —  0,  then  Q  is  tlic 
integral  of  e(v0  -  i\).  This  gives  an  example  of  the  enormous  practical  value  of  Mr. 
Hea-riside's  operator  method  which  may  be  easily  understood  and  used  by  the 


rvi.iM'Ki:  <  <>\m:\-  \TION 


3H7 


The  heat  entering  the  metal  per  unit  area  during  admission  may  be  represented 


•(*, 


(i) 


where  g  and  A  are  constants  if  «  is  small  and  to 

(»,  -  »,)  (y  +  *)  -5-  *'»   • 

if  e  is  large,  if  r  is  the  ratio  of  cut-off.     Hence  as  we  are  only  looking  for  a 
working  formula.  1  -\\M  lake  it  that  during  iidir.i-.jnn  from  0,  to  0,,  cut-oil 

at   Ufa  of  the  stroke,  the  heat  that  enters  the  metal  per  unit  area  is  repre- 
sented bv 


%/s 


+  cn 


.     (3) 


mathematical  tyro  to  solve  problems  regarded  as  insoluble  l>y  the  very  best  orthodox 
mathematician-^  !><•<•  Mr.  H.-.n  iside's  Electro-  maynetic  Theory,  Chap.  V.  8  228).  The 
answers  which  suit  small  values  of  el  are 


(6) 


. 

\Vh.-reo  =  »pl-/e« 

When  e/  is  small  enough  we  see  that 

ri  =  2'o  V/—  an(1  ^  =  «'V 
*    aw 

«f  the  motion  of  the  piston  is  simple  harmonic,  and   there  are  n 

IK  r  minute,    if  admission  is   exactly  at  a  dead  point,  if  cut-off  is  at   -th   of  the 

•       * 

stroke,  the  time  of  admission  t,  it  is  evident  that  t  is  proportional  to 
I  /  2\ 

-and  to  coa.  -'(  1  -  -J.     Calling  this  t  I  have  calculated  its  value  and  find  that 

it  may  roughly  be  represented  by  the  function  of  r,  which  I  tabulate.  It  would  be 
well  to  add  a  constant  to  every  value  of  (,  because  admission  may  be  said  mugldv 
to  take  place  in  all  cases  when  the  piston  is,  say,  ten  degrees  from  the  dead  point  ; 
this  will  cause  no  change  in  the  character  of  the  formula  which  I  suggest. 


r 

t 

20  +  146/r 

16 

29 

29 

12 

33-6 

9 

H 

:;<; 

7 

44-4 

41 

5 

40 

H 

90 

5          I'".'.'. 

117 

il<l  lie  easy  to  obtain  a  simple  fum  tion  <>f  >-.  uludi  ««>uM  \»-  in  more  exact 
to  t,  but  it  is  evident  that  for  m\  purpose  even  a  roughly  correct  repre- 

c  c  2 
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the  n  term  being  more  important  in  dry  cylinders  and  the  \fn  term  in  wet 
cylinders  where  e  is  presumably  large.  Also  as  e  ought  to  come  into  the  formula 
only  when  it  is  small,  I  shall  take  it  that  in  this  formula,  our  e  increases  in 
proportion  to  the  wetness  of  the  cylinder  only  when  small  and  reaches  a  maximum 
value.  In  fact,  if  10  is  the  average  weight  of  water  present,  and  S  is  the  average 
exposed  area  of  the  cylinder  surface,  I  shall  consider  e  to  lie  a  function  of  "•  like 


(4) 


1  +  mw/S 
Where  m  is  some  constant  ;  that  is.  the  heat  entering  the  metal  per  stroke  is 

h 
wS  J  +  r 


S  +  mw 


If  w  is  the  water  present  at  03°  C.  before  fresh  steam  is  admitted,  the  loss 
of  heat  during  admission  at  0^  C.  due  to  the  presence  of  water  is  w(0^  -  03). 

I  take  63  (the  exhaust  temperature)  as  the  temperature  of  the  water,  paying 
no  attention  to  the  fact  that  the  pressure  rises  during  cushioning,  because  I 
maintain  that  if  there  is  water  present  it  can  only  be  at  very  low  speeds  that 
there  is  equilibrium  of  temperature  between  steam  and  water  ;  the  steam  is  locally 
superheated.  My  indicator,  Fig.  90,  has  enabled  me  to  get  diagrams  at  more 
than  1,000  revolutions  per  minute,  and  I  find  that  the  cushioning  curve  alters 
greatly  with  speed.  Cushioning  greatly  diminishes,  in  fact,  at  smaller  speeds. 

I  shall  use  N  to  stand  for  *Jn  +  en;  I  shall  use  S  to  mean  the  average 
surface  of  metal  exposed  to  the  steam.  In  any  type  of  engine  the  clearance 
area  is  proportional  to  the  piston  area  ;  the  rest  of  the  average  surface  exposed 

sentation  will  suffice.     I  shall  therefore  take  it  that  when  e  is  small  the  heat  entering 
the  metal  per  unit  area  during  admission  may  be  represented  by 


where  g  and  h  are  constants. 

The  solution  which  suits  larger  values  of  e  and  t  is 


••<•> 

Q  =  ev0  is     2fi    +  at  -  w  -       «-W-&c.         •    -    (9) 


•vdiere  as  before  a  =  spk/e*. 

Using  only  the  first  terms  in  t  we  find 


Now  I  find  that  I  get  a  much  more  accurate  representation  of  *Ji  than  of  t  by 
an  expression  like  y  +  h/r,  so  that  the  heat  entering  the  metal  per  unit  area  during 
admission  may  be  represented  by 

(«,  -  «»}.</  +  **  vV, (12) 
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•  >tt   may   roughly   he   taken    (  >    I"-  -.  HIM-   fr.i.  ti.»n   of  the  cylindrio 
><e  exposed  at  cut  oil,  .md  >..  w«-  m.iy  uk«  u  tliat  the  exposed  surface  may 
be  expressed  an  promotional  to 

where  '/  is  diameter,  and  /  length  »f   e\  Under,  and  '•  is  a  constant.     The  missing 
heat  per  iien 

(*'+J*"+.)W-«J       (8) 

I  take  it  that   tin-  amount  of   steam  condensed    i->  provide  this   heat  may  be 
obtained  hy  dividing  l>\   //,  -  J  (0,  -  0,). 

•  «ndensed  steam 
odioated  steam  IK.T  stroke  is  \*<l  I  144r//,,  and  if  y  =.-. — rr- 

mdicateil  steam 

g  +  h/r 


'm%3 


Now  I  linil  that  if  0,  =  4'>    ('.  in  <  .m.lfnsing  engines,  and   110'  C.   in  non- 
condensing  engines,  we  may  take  it  as  roughly  true  that 

i-  proportional  to  p,"0'*  in  condensing  engines,  and  is  a  constant 
-'i       S("i  +  *i> 

in  non  »  .-ondensing  engines.     This  can  easily  be  ch<-<-ki-d  l>y  ;i  student,  and  is  an 
interesting  exercise.     H<-M<  < 


,r  +_A       icr\ 


V  ^    .HI  ]J ( 


where/  is  a  constant  in  non-condensing  and  is  proportional  to  p{~n*  in  con- 
densing engines. 

231.  If  we  choose  to  imagine  that  in  ordinary  well  -designed 
engines  there  is  no  water  at  the  end  of  the  exhaust,  mak<  //•  =  o. 
As  the  clearance  area  is  much  the  most  important  part  of  N,  \v«-  may 
roughly  take  S  -f  Id*  as  the  reciprocal  of  the  dinifiiMoii>  of  the 
cylinder,  and  this  is  perhaps  most  usually  stated  as  l/d;  and  we 
have  a  working  formula,  assuming  e  to  be  constant. 

7"  -f*  Or  i 

//   v.  -non-condensing.   .         .     (1) 

n 


y  oc  -—  =  —  —       —-  •  condensing    .     .     .     i 
(  Ju  4-  /ftiyrfjp,04 

232.  Leakage.  —  Of  the  steam  missing  at  cut-off,  part  is  what 
leaks  past  valves  and  piston.  This  leakage  is  occurring  during  the 
whole  cycle,  and  is  probably  proportional  to  pl  —pg,  Messrs.  Callendar 
and  Nicholson  in  study  ing  it,  apply  the  laws  of  trans|H>rtation  of  \\at.-r 
through  narrow  passages  (steam  condensing  on  one  side  ,,f  the  valve, 
passing  through  as  water  and  evaporating  on  the  other  >ide).  They 
ti;i<l  that  in  on.  l»alan.-«-d  slide  valve  and  three  unbalanced.  examined 
by  them,  the  leakage  in  pounds  of  steam  |>er  hour  is  equal  to 
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•Q2s(p}  —  ps)/\,  where  s  is  the  perimeter  of  the  port  and  X  is  what  they 
call  the  mean  overlap.     The  leakage  per  second  in  their  experiments 
seemed  to  be  nearly  independent  of  the  speed  of  reciprocation  of  the 
valve.     As  to  their  view  of  the  way  in  which  leakage  takes  place, 
they  say,  "  So  long  as  the  valve  is  stationary,  the  oil  film  may  suffice 
to  make  a  perfectly  tight  joint ;  but  as  soon  as  it  begins  to  move,  the 
oil  film  becomes  broken  up  and  partly  dissipated.     Water  is  being 
continually  condensed  on  the  colder  parts  of  the  surface  exposed  by 
the  motion  of  the  valve.     This  water  works  its  way  through,  and 
breaks  up  the  oil-film  under  the  combined  influence  of  the  pressure 
and  the  motion.     The  continual  re-evaporation  taking  place  in  the 
exhaust  tends  to  keep  the  valve  and  the  bearing  surfaces  of  the  seat 
cool,  and  to  maintain  the  leaking  fluid  in  the  state  of  water.     The 
exhaust  steam  from  the  cylinder  has  the  same  tendency.     The  co- 
efficients of  viscosity  of  steam  and  water  at  the  temperatures  which 
occur  in  the  steam  engine  are  not  accurately  known.     But  whereas 
that  of  steam  increases   with   rise   of  temperature,  that   of  water 
diminishes  very  rapidly.     It  is  not  improbable  that  the  quantity  of 
water  which  can  leak  through  a  given  crack  under  a  given  differ- 
ence of  pressure,  may  be  from  twenty  to  fifty  times  greater  than  the 
quantity  of  steam  which  can  leak  under  similar  conditions.     This 
agrees   with  well-known   facts  in  regard  to  leakage,  and   explains 
how  it  is  that  the  leakage  in  the  form  of  water  is  so  great.     A 
few  simple  experiments  were  made  with  regard  to  the  transpiration 
of  water  and   steam   under   the  conditions   in   question,   and   the 
leakage  in  the  form  of  water  was  more  than  twenty  times  as  great, 
the  water  being  at  a  temperature  below  boiling  point.     The  motion 
both   of  the  water  and   the   steam,   owing   to   the   high   velocity, 
was  certainly  turbulent  or  eddying,  which  would  have  the  effect 
of  greatly  increasing  the  resistance  as  compared  with  that  due  to 
viscosity,  if  the  motion  were  steady.     For  the  case  of  steady  motion, 
comparative  tests  were  made  of  the  relative  values  of  the  viscosity 
of  water  cold  and  hot.      The  measurements   were  not  sufficiently 
accurate    to   give  the  law  of  the   variation   of  the   viscosity  with 
temperature   above   212° ;   but   it   appeared    that  the   viscosity   at 
212°  F.  was  only  one  quarter  of  that  at  62°  F.,  and  that  it  con- 
tinued to  diminish  very  rapidly.     Under  the  actual  conditions  of 
the  valve-leak  experiments,  the  water  leak  is  more  likely  to  have 
been  between  forty  and  fifty  times  the  steam  leak.     An  explana- 
tion is  thus  furnished  of  a  possible  form  of  leakage,  indirectly  due 
to  condensation  and  re-evaporation,  so   many   times   greater  than 
the  steam  leakage,  which,  alone,  engineers  have  been  in  the  habit 
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of  Contemplating.    that    it    might    \\vll   claim    att.-ntioii    on    its   own 
in,  -IT  from  th,-  v.-ry  limited  iiuiiili,T  <>t  val\<-  --n  which  it  ha- 

hitherto  been  possihle  to  make  direct  experiment-. 

"The  an  a  large  number  of  observations,  in  addition  to 

few    made    l>y    the    iiuthors,    leads  to   the   conclusion  that   all 

valves   leak  more  or  less  when   in   motion,  and  that  in  many  cases 

the   greater   part   of  the  mi—ing   quantity  is  to  be  attributed  to 

leakage  of  tin-  d-  •-•ription.      Whatever  the  precise  manner  in  which 

the  leak  takes  place,  it  appears  to  be  nearly  proportional  to  the 

ditVeivnce  of  piv—  ure  and   to  be  in  most  cases  indejM-ndent  of  the 

!      In  any  case  it   appears  probable  that  the  leakage  is  con- 

•d   in   ->ine  \\ay    with  the   condensation    taking    place  on  the 

\al\  it    may  evidently   be  greatly  reduced,  if  not 

entirely  cured,  l»y  jacketing,  or  otherwise  heating  the  \alve  seat,  to 

minimise  the  condensation. 

"These  view-  have  an  important  bearing  on  the  design  of  valves. 
For  low-speed  engines,  separate  steam-  and  exhaust-valves  should 
p.  --ess  advantages  over  the  ordinary  slide  valve.  The  superiority  of 
the  compound  engine  would  al-o  appear  to  be  partly  due  to  the  great 
reduction  of  possible  leakage." 

333.  The  quantity  of  water  which  will  pass  per  second  through  a  capillary 
passage  is  proportional  to 


if  a  is  the  cross-sectional  area,  *  the  perimeter  of  the  section,  and  A  the  length  of 
the  passage. 

It  is  practically  impossible  to  guess  at  the  magnitude  of  these  quantities  in 
a  leaking  yalre  or  piston.  V.  i  \  slight  local  differences  of  temperature  in  valves 
cause  great  warping,  and  we  have  the  effects  of  wear  also  to  consider  in 
estimating  tin-  thickness  of  the  water  film  between  faces  and  seats  of  valves. 
Let  us  take  a  as  proportional  to  d1  and  a  and  A  each  proportional  to  d  in  similar 
engines  if  d  is  the  diameter  of  the  cylinder.  This  would  give  us  the  leakage  per 
stroke  «:  (j>,  -  p^^jn, 

Dividing  thin  l>\  the  indicated  steam,  and  assuming  roughly  that  (/>,  —  ft)", 
is  constant,  we  find  that  the  portion  of  y  which  is  due  to  leakage  is  proportional 
to  i- 

If,  then,  lam  right  in  this  rough  generalisation,  (I)  of  Art.  •_'.'{  I  oii^lit  to  be 
nearly  correct  as  representing  Loth  «>n<l,-n-viti<>n  and  leakage  in  iioii-.-<>ii<l<-n~mg 
cngi'i  >-.  in  «>n>l>-iiMiig  engines,  a  term  |>r<>|M>rti»nal  to  r/nd  ought  to 

be  add,-.  1  • 

The  Missing  Quantity  —  Experimental  Results. 

234.    It  has  long  Keen  known  from  actual  measurement  that  in  a 
single-cylind-  //  the  ratio  of  missing  steam  at  cut-off  to  the 

indicated  steam,  is  greater  as  r  is  greater,  is  greater  as  the  speed  is 
less,  and  is  greater  in  sm.ill  cylinders  than  in  large.     Until  1888, 
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however,  there  was  no  experimental  investigation  the  methods  of 
which  were  sufficiently  scientific  to  withstand  criticism.  Various 
formulae  were  used  to  express  the  results,  and  they  were  supposed  to 
be  based  on  theories.  For  twenty  years  I  have  been  in  the  habit  of 
using 

r  +  h  /i\ 

y  =  a  -,.    -  ,  —7    ......   (i) 

+  cn) 


where  a  and  b  and  c  are  constants  which  alter  with  the  nature  of 
the  engine  ;  r  is  the  ratio  of  cut-off;  d  is  the  diameter  of  the  cylinder 
in  inches.  Also  a  is  a  constant  in  non-condensing  engines,  but 
varies  inversely  as  the  square  root  of  the  initial  pressure  p1  of  the 
steam  in  condensing  engines. 

I  have  used  *Jn  +  cn  and  sometimes  n%  in  the  denominator, 
telling  my  students  that  I  could  not  understand  how  the  theory 
(Art.  227),  admittedly  defective  otherwise,  could  be  so  wrong  as  I 
sometimes  found  it  in  this  particular.  I  have  already  pointed  out 
in  Art.  228  in  what  way  my  old  theory  was  defective. 

Professor  Cotterill's  formula  is 
log,  r 


where  c  is  sometimes  as  little  as  40  and  sometimes  as  much  as  100, 
both  in  condensing  and  non-condensing  tests. 
Professor  Thurston  uses 

.....    (3), 


where  c  is  30  in  a  fairly  economical  engine. 

It  is  easy  to  show  that  however  (2)  and  (3)  may  be  made  to 
agree  with  tests  of  non-condensing  engines,  they  cannot  be  made  to 
agree  with  the  tests  of  condensing  engines.  Thus,  for  example,  y  is 
supposed  to  be  the  same  at  a  given  r  and  n,  whether  j?]  is  180  or 
only  45,  whereas  in  the  second  case  y  is  usually  found  to  be  twice  as 
great  as  in  the  first.  I  do  not  understand  how  any  one  considering 
the  theory  of  the  question  can  have  left  out  the  pl  term  in  condensing 
engines.  Messrs.  Callendar  and  Nicholson  have  recently  thrown  out 
the  suggestion 


which  is  certainly  more  promising  than  the  others.  I  have  not  tried 
it  yet,  except  on  Willans'  compound  condensing  trials,  and  these  it 
certainly  does  not  agree  with,  but  of  course  it  is  only  meant  for  a 
single-cylinder  engine. 
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1  1  is  e\  idt-nt  from  t  In-  Mi"]-,-  complete  t  hi-nry  of  (  'hap.  \  X  X  1  V.  that 

no  simple  formula  can  !»«•  expected  to  agree  with  ^<»"l  experimental 

results.  The  only  results  which  seem  to  me  of  scientific  value  are 
those  published  by  tin-  Int.-  Mr.  Willans  iu  1888  and  in  189:*,  in 
paper*  n-atl  before  tln>  Institution  of  Ci\il  Kn^iu'-«-ix  Students 
must  refer  to  these  classical  papers  themselves  for  descriptions  of  the 
central  valve  engines  actually  employed,  and  tin  study  of  the  results 
is  the  best  of  all  rxriv 


\<>ii-<'"inl,  nxiit;/   7V/W/X,  1888. 

235.  The  engine  had  three  cylinders,  areas  of  pistons  34'5,  71  '47, 
and  141  :5  square  inches  ;  stroke,  (j  inches.  I  use  r  to  mean  the  ratio 
of  the  greatest  volume  to  which  the  steam  can  expand  in  the  engine 
to  the  volume  of  steam.  of  its  initial  pressure  at  cut-off.  This  de- 
finition will  suit  either  single,  double,  or  triple  expansion  engines. 

I.  Single  Cylinder  Truth.  —  Piston  area,  141*34.  The  initial 
pressure  p^  varying  from  41  to  109  Ibs.  per  square  inch.  The  ratio 
of  cut-off  r  in  every  trial  equal  to  about  pl  -j-  25,  the  speed  varying 
from  n  =  409  to  n  =  111  revolutions  per  minute.  I  find  that  y  may 
be  taken  as  being  fairly  well  represented  by 

.....     (1), 


where  d  is  the  diameter  in  inches,  although  there  are  some  large 
discrepancies  from  the  *Jn  law.  I  assume  the  law  as  to  d,  for  this 
was  not  tested  in  any  way.  In  the  trials,  /•  and  /»,  were  not  separately 
varied,  so  that  if  we  had  no  guidance  from  theory  we  might  take 
y  to  be  equal  io  pv  divided  by  d^Jn. 

II.  Compound  Trials.  —  Cylinders  7147  and  141  '3  square  inches 

.     .        steam   mi»in<'  at     hi</h  cut-off 

in  area,  y  being  .     These  trials  were 

indicated  at  high  cut-off 

very  numerous,  and  were  the  most  important. 

If  d  is  the  diameter  of  the  high  presume  cylinder,  I  find  that 


»-'»         ....     (2) 

satisfies  all  the  trials  very  well. 

In  these  trials  of  Mr.  \Villans  he  kept  r  always  nearly  equal  to 
Pi/25,  varying  pl  and  r  together,  so  that  the  above  result  may  really 
involve  pl  and  may  not  be  so  simple  as  to  r.  But  from  the  con- 
siderations of  Art.  230  I  am  inclined  to  think  that  (2)  is  correct  and 
that  y  is  independent  of  pl  ;  nevertheless  we  have  no  proof  of  this. 
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III.  The  triple  expansion  trials  were  few,  only  seven  altogether. 
We  can  only  say  that  y  =  0'057  when  n  =  400  and  pl  is  from  152 
to  172  Ibs.  per  square  inch,  r  varying  from  6  to  6'5.  If  we  take  y  to  be 
of  the  same  form  as  in  the  com  pound  trials,  and  if  d  is  the  diameter 
of  the  highest  pressure  cylinder 

y  =  15o£     ....    (3). 

In  the  above  statements  I  have  gratuitously  assumed  that  y  is 
inversely  proportional  to  d  in  similar  engines. 

Condensing  Trials,  1893. 

236.  The  central  valve  engine  used  was  not  very  different  from 
that  of  the  non-condensing  trials,  and  is  like  one  of  the  three  shown 
in  Fig.  233,  except  that  these  are  compound  only.  When  all  three 
cylinders  are  used,  steam  enters  the  first  cylinder  by  the  ports  AA^ 
when  the  central  valve  in  it  moves  up  and  opens  A.  When  the 
port  A  is  opposite  the  metallic  rings  at  the  end  of  the  cylinder,  the 
steam  is  cut  off;  subsequently  the  central  valve  closes  the  port  A 
and  places  the  port  Al  in  communication  with  the  receiver  beneath 
the  piston  by  the  port  A2 ;  on  the  return  stroke  the  steam  is  trans- 
ferred from  the  cylinder  to  the  receiver.  Thence  the  steam  enters 
and  leaves  the  second  and  third  cylinders  by  the  ports  B^B^  and  J52, 
and  other  ports  C^C^  and  Cz,  not  shown  in  the  figure,  which  is  that 
of  a  compound  engine  only.  On  leaving  the  low  pressure  cylinder, 
the  steam  is  transferred  in  the  same  way  to  the  under  side  of  the 
piston  on  the  up  stroke,  and  on  the  next  down  stroke  it  is  allowed 
to  escape  into  the  condenser  by  the  port  D.  In  this  way  the  lowest 
pressure  cylinder,  that  is,  the  space  above  the  lowest  pressure  piston, 
is  never  in  communication  with  the  condenser. 

The  central  valve  is  worked  by  an  eccentric  on  the  crank  pin. 
The  areas  of  the  pistons  in  the  one-line  triple?  engine  tested  on  their 
upper  or  working  sides  were  22'86,  50'25,  143'33  square  inches. 
Stroke  6  inches.  The  cylinders  are  not  jacketed  in  the  usual  sense, 
and  yet  it  is  obvious  that  there  is  a  sort  of  jacketing. 

Mr.  Willans  took  it  that  back  pressure  and  the  friction  of  the 
engine  amounted  to  6  Ibs.  per  square  inch  on  his  low  pressure  piston. 
There  is  no  record  of  his  having  measured  this. 

In  his  non-condensing  trials  Mr.  Willans  had  found  that  for  the 
same  cut-off  and  speed  when  he  used  his  non-condensing  engine  as  a 
condensing  engine  (not  very  good  vacuum)  he  had  about  50  per  cent. 
more  missing  steam  at  cut-off  in  his  low  pressure  cylinder,  and  it  was 


\  \  I  \ 


<TU\M:I;  <  i.\hi:N8  vrin.N 


395 


PlO.  JS3. 

Shows  a  three  line  Wilton*  compound  engine.  The  double  beat  throttle  valve  V  (regulated  by  the  gorernor 
shown  on  the  ohaft)  admit*  ntcani  to  all  three  engine*  at  S  S.  a  the  high  prrMtirc,  and  b  the  low  pre**ure  and  /> 
the  guide  or  air  cu*hi«n  ptetoo  are  rigidly  connected  by  tube*  or  a  trunk,  nud  work  one  crank  through  a  divided 
wmnectii^'p-1  Inside  the  trunk  are  piatoo  raWee  worked  from  an  eccentric  A'on  the  crunk  nin  Steam  from  S  enter* 
by  opening*  in  t).«-  tuln-  at  .<  un.t  .«,  n.;..  tlic  upace  abore  pi*ton  a,  and  exhaimt*  from  thiimpace  into  the  apaca 
below  a.  Kn.m  thin  in  the  aame  way  next  «tn>ke  it  ia  admitted  above  pinion  b,  and  exhau*U  into  the  «paoo 
below  '..  wlii.-li  is  •  •  !..imbcr.  Tlic  npace  above  D  i*  filled  with  air  to  nerve  a*  a  buffer  or  cuahion  (Art. 


T1 

1--.    i  H        I    •!..  . 


(Art  6i)     The 


*ee  how  the  pi»ton  valve*  admit,  rut  off  and 
The  valve  rod  i*  olwayn  in  roniprewUm  bcrauae  of  the  *team 
connect ioim  ami  omm -ting  roda  are  alao  alwaya  in  cooprowico 
pteton  between  6  and  I>  and  correaponding  vnlvea. 
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this  that  induced  him  to  adopt  the  plan  used  by  Watt  in  his  Cornish 
engine  of  not  allowing  the  space  on  the  working  side  of  the  piston 
to  communicate  directly  with  the  condenser.  He  attributes  much  of 
the  economy  of  his  engines  to  this  method  of  diminishing  the  tempera- 
ture range.  I  attribute  most  of  it  to  automatic  drainage. 

A  'common  error  in  the  measurement  of  total  water  supplied  to 
an  engine  is  due  to  inaccuracy  in  measuring  the  water  level  in  the 
boiler.  The  engine  of  Mr.  Willans  lent  itself  to  great  accuracy  in 
measuring  the  total  water,  by  measuring  what  left  the  hot  well.  He 
was  of  opinion  that  there  was  never  more  than  1£  per  cent,  of  water 
present  in  the  steam  supplied,  as  he  used  a  separator. 

The  following  numbers  have  been  taken  from  Mr.  Willans'  paper, 
Proc.  I.  C.  E.,  1893.  I  have  worried  over  them  for  years,  trying  to 
understand  their  seeming  inconsistencies  with  one  another,  sometimes 
thinking  these  inconsistencies  due  to  errors  of  experiment ;  but  after 
every  one  of  my  failures  I  have  felt  that  some  ingenious  student  will 
be  able  to  make  a  better  use  of  them  than  I  have.  I  give  the 
following  for  what  it  is  worth ;  it  is  not  good,  but  I  think  that  it  is 
better  than  anything  that  has  been  published. 

The  student  ought  for  each  set  of  tests  where  r  is  kept  nearly 
constant,  to  plot  W  and  /  on  squared  paper,  and  see  if  he  obtains 
the  linear  laws  connecting  W  and  /  which  I  give  in  Art.  148.  W  is 
pounds  of  steam  per  hour,  and  /  is  the  indicated  horse-power. 

WILLANS'  SINGLE  CYLINDER  CONDENSING  TRIALS. 


Pi 

r 

71 

y 

|M/ft» 

W 

' 

r  -  0-7 

54-91 

2-538 

381-5               -192 

15-12 

811-80 

31  '63 

47-58 

2-57 

380-9 

•205 

14-77 

686-1             27-24 

37-80 

2-62 

381-0 

•267 

16-69 

583-6             21-87 

28-93 

2-65 

382-1 

•310 

16-71 

465-26 

16-11 

20-73 

2-68 

384-9 

•326 

14-70 

345-4 

11-50 

16-08 

253 

378-2 

•305 

16-35 

266-22 

9-06 

74-12 

4-04 

383 

•336 

16-94 

736-5             33-23 

64-37 

4-04 

382 

•379 

17-79 

676-3            28-97 

55-19 

4-01 

379-5 

•382 

1669 

596                24-80 

37-94 

4-10 

378-3 

•488 

17-20 

440-4 

1681 

20-65 

4-31 

381-6 

•645 

15-86 

259-1 

9-18 

16-58 

4-31 

379-8 

632 

13-89 

206-1               6-87 

In  the  fol 

lowing  tests 

the  steam 

was  super- 

heated. 

59-24 

2-44 

383-7 

•190 



831-9 

33-64 

40-27 

2-58 

377-6 

•205 

2304 

•_'vsn 

•_'•(>:> 

384-6 

"2W\ 

4-17  •<!              16-95 

21-37 

2-04 

3S4-0 

•182 

:;n-:;j         1T77 
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\\     s.-c,  thrivt'oiv,  that  in  th.-  \Villan-'  -inj.-  «-\  lin.|,-r  condensing 
trials  \\r  may  t'airlx   ^iv  that 

,  r  -  07 


i\  it'  the  d  law  i>  true, 


7    = 


''~°   ' 


s        V 

Superheating  produced  im  mark<  •<!   i!n|>r.ivriii.-iit  at  the  higln-r 
-mvs,  but  then-  is  a  marked  iinpruv.'iin-iit  at  tin-  I..\V.T  j.i.  --m.-. 


\Vll.I.\sV 


'I'M'.I.K    II. 


Pi 

"               y             "" 

/ 

ir 
/ 

Kfe 

I-.'.'.  Ml 

Mft-U 

•  •  IMl 

671  H 

1"  U 

16*78 

9-2 

H  »»i-71            :,  77 

405*27 

OHM 

504-2 

16-W 

8-1 

s|-j»            .Vii-j 

401-17 

u  -.HIS         1  1  :{••_>•_> 

25-61 

17  M 

612 

.Vti'.l 

4ITU 

0-182 

336-13 

18-69 

I7f» 

7-0 

:;7  it, 

••19 

ns-fl 

o-iao 

819-1 

10-81 

•_»«i-_'7 

4-8 

U7-81 

.V71 

311-14 

u  117 

504-69 

BO-M 

16-28 

7-8 

M7  l!> 

:.  71 

810-M 

0-118 

13*10 

•_-.-.  tin 

1685 

7-1 

301  46 

0-139 

344-5 

19-68 

1764 

7'J 

.vi  ».; 

.-.  78 

3<il-98 

II    |:,H 

•_'.-,«.  •-.-, 

14-01 

18-52 

6-7 

K-07 

.Vs4 

300-06 

0-199 

ir,7-l 

7-61 

21  96 

6-8 

126  H 

.v.;.; 

an 

0-136 

34001 

1993 

17-06 

74 

-VV» 

l!>7-96 

o-jis 

252-06 

13-30 

l>  '.».-, 

90 

203-0 

0-219 

lss«.i 

'.)•»•_' 

90-08 

8-1 

19649 

0-343 

I-J.V36 

.Vi'li 

2383 

8-2 

114-91 

:,:,} 

114*6 

0-230 

178-2 

HN 

19-71 

9-1 

B-80 

116-07 

•  i-Jiil 

133-56 

6-M 

90-00 

8-4 

1MB 

5-87 

11  •_'.-,» 

0-474 

78-3 

2« 

27-0 

10-1 

<'«'N  M.I.H  III.     ('i>Mi'iii-\D  SERIES. 


/'. 

r 

n 

y 

IK 

/ 

W 

~J 

— 

yvrft« 

r"T275 

15571 

i:;i 
110-98 

60-41 

11*11 

1"M 
|o  -.V, 

II    o( 

IM-7 
IW-M 

M    _",, 

0-986 

•  •  •»::« 

".•{!I7 

»'••_'  •!•_' 
til  47 

Jl-J-60 
216-50 

27-11 

11-66 
1186 

1  »   x-J 

16-lfl 

I.'.  x.-{ 
Is  •_'.-, 

83 

7-7 
76 

7-4 

in 

11  14          -_1l.->-28 

M.'i'.M 

335-84 

22  O6 

15-22 

9-4 

138  -I-.' 

0-449 

243-86 

14-71 

hi.VJ 

9-0 

156-86 

10-59 

118-08 

M.VJ7 

15243 

s  M 

9-1 
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TABLE  III.     COMPOUND  SERIES  (continued). 


Pl 

r 

n 

y 

W 

' 

W 

yJwi 

I 

r-2-75 

168-07 
132-82 
8256 

1581 
15-82 
17-50 

40215 
398-1 
406-7 

0446 
0-454 
0-665 

392-10 
323-48 

227-28 

275 
21  59 
13-18 

14-26 
1498 
17-24 

8-9 
8-0 
8-5 

161  31 
86-13 

16-07 
15-74 

303-94 
300-2 

0-567 
0-622 

302-34 
188-60 

19-89 
10-62 

15-20 
1775 

9-4 

7-8 

157-91 
73-43 

16-05 
17-04 

203-26 
198-97 

0-736 
1-063 

226-04 
129-10 

13-46 
6-00 

16-79 
21  52 

9-9 
90 

172-56 
111-03 

20-18 
20-24 

404-1 
396-02 

0-600 
0-649 

366-07 
249-4 

24-87 
16-03 

14-72 
15-51 

9-1 

78 

I  can  make  nothing  better  of  the  compound  trials  (condensing) 
of  Mr.  Willans  than  this  :  — 

The  last  column  of  the  table  shows  the  values  of 


r  -  2-75 

for  all  his  results  except  the  five  trials  in  which  the  value  of  r  was 
about  5'7,  n  =  400  and  pl  varying  from  126  to  37,  and  it  is  evident 
that,  except  for  these  five  trials,  we  may  take 


r  —  2"75 
y  =  c  -  T=—  >  where  c  =  8'20. 


A  study  of  the  numbers  will  show  that  there  can  be  no  simple 
formula  which  is  very  satisfactory. 

237.  I.  As  to  the  effect  of  the  initial  pressure,  it  is  evident 
that  when 

r  =  5'7,  n  =  400,  y  slightly  increases  as  pl  is  less 

r  =  5-7,  n  =  300,  y 

r  =  5-7,  n  =  200,  y 

r  =  57,  n  =  114,  y  OCft~} 

r  =  11,    n  —  400,  y  increases  as  ft  is  less 

r  =  16J,  n  =  400,  y  oc  ft-* 

r  —  16},  n  =  300,  y  increases  as  ft  is  less 

r  =  161,  n  =  200,  yocft-* 

r  =  20,    n  =  400,  y  increases  as  ft  is  less. 
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It  is,  however  only  when-  /•  =  57.  n  =  400  that  we  arc  perfectly 
certain  that  //  is  not   greatly  affected  l>y  the  value  of  pv  and,  nxi 
that  we  may  not  take  it  that  //OC  ;?,"*. 

II.    As  to  speed.     Whin    /  =  .V7.  it  is  only  at  the   medium 
pressures,   say  i\  =  00  to  pj  =  1<>7,  that  we  find 

y  cc  TI~* 

at  ^  =  36,    y  ccn~l 
=  126,  y  oc  n~*  . 


Hie  trials  t<>r  other  values  of  r  do  not  show  such  large  dis- 
crepancies from  the  rule  \\e  have  given. 

I  have  not  quoted  any  of  the  numerous  other  figures  of  Mr. 
Willans,  but  it  is  to  be  understood  that  he  tries  to  trace  the  amount 
am  present  at  every  stage  in  his  compound  and  triple  trials. 
I  rind  that  the  following  rule  is  fairly  typical.  \Ve  have  seen  that 
the  water  missing  in  the  high  pressure  cylinder  when  r  was  about 
57  follows  a  rather  complicated  law. 

XT       ..       .      mi-  am  in  low  pressure  cylinder     .-.,., 

Now  if  y.  is  -  —,1  find  the 

indicated  steam  in  low  pressure  cylinder 

simple  rule 

123 

•Vl  ~  ,*+  7  I 

Certainly  the  inverse  *Jn  law  cannot  be  made  to  hold. 

Wilhtnx   Triple  Condensing  Ti-iaU, 

238.  In  the  following  trials  there  is  not  much  variation  of  r 
and  n.  The  rule 


will  be  found  to  be  fairly  correct;  or  assuming  the  untested  law  for 
'/,  if  d  is  the  diameter  of  the  highest  pn><ute  cylinder  in  m 

600  (r  -  7) 

y  =  -- 


The  most  important  thing  to  notice  is  th.it 

\\heii  r  =  21  -.">.  and  ,>  m  :!77  ./  cc//,'1 
whi-n  ;•  =  14'2and/<  -  :|(»|  .  //  oc  /*,'* 
when  /•  =-  I  I--?  and  //  ^  :{S(>  ,/  cc/',-°44, 

but  it   is  <juit'-  p'.^ihU-  that   more  oh-,  i  -\ations  would  correct  the 
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apparent  want  of  consistency.  '  In  all  cases,  however,  y  is  greatly 
affected  by  the  value  of  pr 


WILLANS'  CONDKXSIM;  TABLE  IV.     TRIPLE 


ft 

r 

71 

y 

w 

/ 

W 

I 

177-29 

13-72 

B7IM 

0-145 

383-60 

29-46 

13-02 

175-5 

14-01 

383-7 

0-168 

380-3 

29-84 

12-74 

I.Y7-55 

13-66 

380-5 

0-148 

343-4 

26-66 

12-88 

l-JS-12 

14-11 

383-6 

0-180 

285-56 

21  -32 

13-39 

53-97 

14-10 

376-6 

0-269 

143-02 

9-28 

15-41 

51-12 

15-36 

381-4 

0-318 

131  -0 

8-30 

15-78 

175-90 

13-72 

3024 

0-195 

297-6 

23-14 

12-86 

130-33 

14-23 

300-2 

0-241 

234-57 

16-79 

13-97 

52-66 

14-67 

301-9 

0-415 

113-84 

6-70 

16-99 

175-28 

21-69 

3754 

0-344 

283-6 

22-26 

12-74 

143-8 

21-31 

379-5 

0-371 

239-2 

18-28 

13-09 

74-12 

21-17 

375-9 

0-418 

13929 

908 

16-34 

I 

CHAPTER  XXV. 

COMBUSTION    AND    Fl 

239.  ENV.IXF.ERIXG  is  really  the  utilisation  of  chemical  and 
physical  principles,  and  yet  many  men  think  themselves  engineers 
who  have  no  clear  notions  of  these  principles  in  their  fundamental 
forma  Such  men  are  in  truth  only  capable  of  doing  what  other  men 
have  done  before  ;  they  are  incapable  of  foreseeing  how  any  new  con- 
ti  i vance  will  act,  but  by  dint  of  expensive  trial  and  failure  they  some- 
times arrive  at  results  which  they  might  have  arrived  at  very  inexpen- 
sively it'  they  had  been  better  educated.  This  very  general  ignorance 
of  elementary  scientific  principles  in  ingenious  men  has  filled  the 
books  on  our  subject  with  most  misleading  numbers,  arrived  at  by 
unscientific  trials.  In  other  branches  of  engineering  if  a  man  desires 
to  make  a  new  departure  he  can  find  figures,  the  results  of  scientific 
tests,  from  which  he  can  calculate  with  some  accuracy  how  his  new 
contrivance  will  act;  in  the  subject  of  applied  heat,  the  practical 
figures  given  us  in  one  book  contradict  each  other  in  the  most  ex- 
traordinary way.  In  the  most  authoritative  treatises  we  find  on  one 
page  that  the  rate  at  which  heat  passes  through  a  square  foot  of 
boiler  heating  surface  is  practically  independent  of  whether  the 
metal  is  copper  or  iron,  and  figures  that  pretend  to  be  right  to  the 
one  ten  thousandth  ]>art  are  quoted  establishing  this  tart.  A  few 
pages  further  on  we  find  equally  elaborate  results  showing  that 
the  thermal  resistance  of  the  metal  plate  is  proportional  to  its  thick- 
ness and  is  ever  so  much  greater  in  iron  than  copper.  The  authors 
of  these  treatises  do  not  ^.  . m  t'.,r  a  moment  to  think  that  they  have 
given  the  same  weight  to  two  contradictory  statements. 

It  would  be  easy  to  quote  many  examples  of  this  divonv  of  what 
is  regarded  as  practical  r\j>, -n. -nee  from  a  knowledge  of  the  most 
elementary  scientific  principles.  The  m.-t  im-au-taotoiy  part  of 
the  disjunction  is  this,  that  although  we  are  sure  that  the  expensive 
experiments  were  performed,  the  author  in  describing  them  has  left 
out  as  of  no  consequence  the  very  facts  which  would  make  them 
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useful.  Usually,  however,  he  has  merely  paid  no  attention  to  what 
happens  to  be  the  most  important  varying  factor  in  his  experiment, 
and  of  course  his  results  are  inconsistent  with  one  another.  All  this 
has  made  the  phenomena  in  boilers  seem  to  be  much  more  difficult 
to  understand  than  they  really  are,  and  every  well-meaning  engineer 
who  gives  us  new  H^uri-s  about  heat  phenomena  from  his  own  measure- 
ment, is  only  adding  to  a  large  array  of  inconsistent  looking  facts. 
I  am  sorry  to  say  that  half  the  writers  of  papers  published  by  even 
the  highest  scientific  societies  are  as  ignorant  of  elementary  truths. 
What  is  much  wanted  is  a  study  of  combustion  and  the  conduction 
and  other  transference  of  heat  in  their  very  simplest  forms,  in 
chemical  and  physics  laboratories. 

In  this  book  I  can  only  state  principles  and  assume  that 
students  have  made  them  part  of  their  mental  machinery.  I  need 
hardly  say  that  it  is  impossible  to  do  this  by  academic  absorption  from 
a  book. 

24O.  Chemical  symbols  have  been  cunningly  contrived  so  that 
they  convey  a  vast  amount  of  information,  and  by  the  help  of  certain 
tables  which  have  been  very  carefully  prepared  they  enable  us  to  make 
exact  calculations.  To  explain  fully  what  follows  so  that  a  student 
shall  not  get  misleading  notions  is  no  part  of  my  business ;  just  now 
I  look  upon  these  statements  as  mere  helps  to  the  memory. 

A  molecule  of  each  of  many  of  the  simple  gases  consists  of  two 
atoms.  An  atom  of  hydrogen  is  indicated  by  H ;  n  atoms  by  nH 
or  Hn.  An  atom  of  carbon  is  indicated  by  C,  an  atom  of  oxygen 
by  0,  and  of  nitrogen  by  N.  If  the  weight  of  the  atom  of  hydrogen 
is  taken  as  l,the  atomic  weights  are  H,  1 ;  C,  12  ;  0,  16  ;  N,  14.1 

The  following  are  the  symbols  of  the  gases  (one  molecule  of  each) 
with  which  we  are  most  concerned  : — Hz ;  02 ;  ff20,  gaseous  water  or 
steam  ;  CO,  carbon  monoxide  (commonly  called  carbonic  oxide)  ;  C02 
carbon  dioxide  (commonly  called  carbonic  acid) ;  CH^  methane 
(commonly  called  marsh  gas  or  light  hydrocarbon) ;  CJS^  ethylene 
(commonly  called  olefiant  gas,  the  best  known  heavy  hydrocarbon). 

There  are  the  same  numbers  of  molecules  of  any  gas  to  the 
cubic  foot,  and  therefore  supposing  for  convenience  we  take  Hz  as 
indicating  two  cubic  feet  of  hydrogen,  0.2  indicates  two  cubic  feet 
of  oxygen,  C02  indicates  two  cubic  feet  of  carbon  dioxide,  CO 
indicates  two  cubic  feet  of  carbon  monoxide,  Hfi  indicates  two 
cubic  feet  of  gaseous  water,  &c.,  the  idea  being  that  they  are  all  in 
the  perfectly  gaseous  state  and  at  the  same  temperature  and  pressure. 
By  weight,  if  H^  indicates  1  Ib.  of  hydrogen,  H3  indicates  3  Ibs. ; 
03  indicates  3  times  16  or  48  Ibs.  of  oxygen;  ffzO  indicates 

1  More  exactly,  H,  1  ;  C,  11 '92  ;  0, 15'88  ;  IT,  13'94. 
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'2  +  16   or   18    Ibs.  of  water  and    so   on.     It    is    evident    that    the 
mere  symbol  of  a  gas  such  as  C%Ht  tells  us  its  density  :  thus  C  //. 
has  the  same  volume  as  Ht  or  Ot  or  C0t  or  CO  or  //,#,  ami  there- 
fore (2  x  12)  +  (4  x  1)  or   28  Ibs.  of  olefiant  gas   has   the   > 
volume  as  2  X  1  or  2  Ibs.  of  hydrogen,  or  as  2  x  16   or  32  Iba  of 
oxygen  or  12  +  (2  x  16)  or  44  Ibs.  of  carbon  dioxide  or  12  +  16  or 
•2H  Ibs.  of  carbon  monoxide  or  2xl-f-  16or  18  Ibs.  of  gaseous  water. 
241.  Consider  such  an  equation  as 


We  can  read  this  in  the  following  ways: 

(1)  One  molecule  of  hydrogen  combines  with  half  a  molecule1  of 
oxygen  to  form  one  molecule  of  water. 

(2)  Two  atoms  of  hydrogen  combine  with  one  atom  of  oxygen 
to  form  one  molecule  of  water. 

(3)  Two  cubic  feet  of  hydrogen  combine  with    one    cubic   foot 
of  oxygen  to  form  two  cubic  feet  of  gaseous  water. 

(4)  2  Ibs.  of  hydrogen  combine  with  16  Ibs.  of  oxygen  to  form 
18  Ibs.  of  water. 

I  may  add  that  the  total  amount  of  heat  derivable  from  the 
combustion  of  1  Ib.  of  hydrogen  is  62,100  Fahrenheit  (34,500  centi- 
grade) pound  units  of  heat,  the  stuff  resulting  from  the  combustion 

1  reduced  to  62°  F.  ;  ordinary  differences  as  to  the  i>ivs>mv 
of  the  gases  beforehand  and  after  being  quite  insignificant  In 
what  follows,  calorific  power  will  be  in  centigrade  heat  units  unless 
Fahrenheit  is  specially  mentioned.  I  have  at  some  length  dwelt 
u|M>n  those  parts  of  the  signification  of  the  equation  ffz+  0  =  Hfl 
which  are  interesting  to  us.  Let  the  student  in  the  same  way  write 
out  >imilar  statements  concerning  each  of  the  following. 

Cff4  +  40  =  CO?,  + 
'  '  //,  +60  =  -2C09+ 

The  following  equations  need  not  be  stated  volumetrically 
becans.  \\e  know  nothing  of  carbon  in  the  gaseous  state. 

C  +  0  =  CO 
C+  W=C09 

242.  If  a  jM.iiud  of  hydrogen  is  already  in  combination  with 
carbon,  and  the  hydrocarbon  is  burnt  in  air  wo  assume  that  the 
energy  i---|uiivd  to  decomjxw  it  is  too  small  to  be  worth  troubling 

1  To  speak  of  half  a  molecule  i>  a  little  abeiml,  l.ut  lu-re  it  saves  trouble.  The 
stink-lit  may  if  he  pleaaea  double  everything  in  the  formula  and  in  tht^c  four  ?t,-te- 
ments. 
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about.     This  is    partly  because    we   do  not  know  the  amount,  but 
also  because  we  know  that  it  cannot  be  great. 

The  presence  of  hydrogen  in  a  fuel  is  conducive  to  rapid  ignition  ; 
the  hydrocarbons  volatilise  below  redness  and  ignite,  heating  the  rest, 
leaving  the  fixed  carbon  porous.  This  is  why  wood,  peat,  and  some 
kinds  of  brown  and  gas  coals  flame  so  much.  When  there  is  little 
hydrogen,  we  get  flame  by  using  insufficient  air  so  that  only  carbon 
monoxide  is  produced,  and  this  with  more  air  gives  flame.  Steam 
conduces  to  flame  production. 

243.  Again,  when  a  pound  of  carbon,  say  charcoal,  is  completely 
burnt,  the  heat  of  combination  must  be  somewhat  different  from  what 
it  is  if  the  carbon  is  part  of  a  hydrocarbon.     We  assume  it  to  be  the 
same  (8,040  units)  because  we  do  not  know  any  better.     It  is  urged 
by  some  eminent  persons  that  as  the  combination  of  1  Ib.  of  C  with 

0  to  form  CO  gives  2,470  units  of  heat,  and  the  further  combination 
of  the  so  produced  CO  with  0  to  form  C02  gives  5,600  units  of  heat, 
the  difference  between  these  numbers  represents  the  latent  heat  of 
gaseous  carbon.     It  is  a  most  unscientific  statement,  as  the  two  cases 
of  combination  of  C  with   0  have  about  as  much  to  do  with  one 
another  as  Tenterden  steeple  and  the  Goodwin  Sands. 

In  a  fuel  we  distinguish  between  that  portion  of  the  carbon  which 
is  called  '  fixed '  (which  would  be  left  as  charcoal  or  coke  after  destruc- 
tive distillation)  and  that  which  is  volatile  (being  combined  with 
hydrogen  as  a  hydrocarbon  like  marsh  or  olefiant  gas).  Fixed  carbon 
needs  to  be  scrubbed  with  air  as  it  burns.  A  hydrocarbon,  if  mixed 
at  a  high  enough  temperature  with  a  sufficient  quantity  of  air,  burns 
completely  into  C02  and  HZ0  with  a  blue  flame.  But  if  the  hydro- 
carbon not  mixed  with  air  is  at  a  high  temperature  and  is  suddenly 
cooled,  it  becomes  decomposed  partly  into  marsh  gas  and  partly 
free  hydrogen,  and  much  of  the  carbon  separates  out  as  solid  particles 
which  we  call  smoke  or  soot.  If,  however,  there  is  sufficient  air  in 
the  atmosphere  containing  this  smoke,  and  it  is  heated  to  a  high 
enough  temperature,  the  carbon  becomes  consumed  forming  reddish 
yellow  or  white  flame. 

The  burning  of  carbon  seems  to  be  always  complete  at  first,  that 
is,  some  of  the  C  becomes  C0¥  If,  however,  this  C02  comes  in 
contact  with  white-hot  solid  carbon,  it  seems  to  dissolve  the  solid  and 
become  carbon  monoxide,  and  if  the  process  stops  here  there  is  great 
waste  of  fuel.  The  presence  of  moisture  conduces  to  this  action. 
It  is  for  this  reason  that  when  boiler  fires  are  thick  it  is  necessary 
to  admit  air  above  the  fire  as  well  as  below. 

244.  EXERCISE  1.  Olefiant  gas  has  the  composition  C^H^ ;  in 

1  !b.  of  it.  how  much  carbon  and  how  much  hydrogen  are  there  ? 
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Answer.  2  x  12  or  24  Ibs.  of  C  +  4  Ibs.  of  H  are  in  28  Ibe.  of 

Hence  f  Ib.  of  C  +  f  Ib.  of  If  are  in  1  Ib.  of  6'2H4. 

EXERCisi:  •_>.   What  is  the  calorific  pow.-r  <>t  1  Ib.  of  Ctff41 

Amnver.  f  x  8,040  +  I  x  34,500  =  11,820  units. 

The  experimentally  drtermini-d  niiinb.-r  is  1  1,!)60. 

Experimentally  determined,  the  heat  of  combustion  of  1  Ib.  of 
oil  i,(  tiirjM-iitiiK-  i-  lo..s.">0;  wood  charcoal  8,090;  gas  coke  8,050; 
graphite  T.Tso  :  Milj.hur  2.250. 

For  the  following  I  have  taken  in  each  case  the  means  of  four 
careful  caloriimtrii-  mrasun  -im  -nis  of  1  Ib.  of  each;  —  carbon  mon- 
nxide  •2.4i>."».hi:nxh  gM  i:U4o.,,]rfiantgasll,960,benzeneC'8#fl,10>100. 

245.  To  recapitulate  a  little.  We  see  then  that  in  considering 
the  combustion  of  a  fuel,  1  Ib.  of  hydrogen  needs  8  Ibs.  of  oxygen, 
and  ti.ru  is  9  Ibs.  of  water.  The  total  heat  available  is  62,100  Fahren- 
h.  it  or  34,500  Centigrade  units  of  heat.  And  wh.-n  we  state  calorific 
power  it  is  preferable  not  to  deduct  the  latent  heat  of  water. 
If  the  water  goes  off  uncondensed  as  it  usually  does  in  our 
engines,  we  may  r.  >ughly  say  that  the  total  heat  available  is 
i  ;:M  00  -  966  x  9  units  or  53,400  Fahrenheit  or  29,800  Centigrade 
units.  One  pound  of  carbon  needs  2'67  Ibs.  oxygen,  and  forms  3'67  Ibs. 
of  carbonic  acid  (called  by  the  chemist,  carbon  dioxide).  The  heat 
available  is  8,040  Centigrade  units.  In  this  case  the  combustion  is 
said  to  be  complete.  But  1  Ib.  of  carbon  may  unite  with  T33  Ib.  of 
oxygen  to  form  3'33  Ibs.  of  carbonic  oxide  (called  by  the  chemist, 
carbon  monoxide).  The  heat  available  is  2,470  units  and  the  com- 
bustion is  iiu-oiiipl'  t.  .  The  combustion  mayor  may  not  be  after- 
wards completed.  One  pound  of  oxygen  is  contained  in  4'35  Ibs.  of 
air;  hence,  knowing  how  much  oxygen  is  needed  we  know  the 
amount  of  air  needed.  When  we  know  the  chemical  composition 
of  a  fuel  we  can  toll  the  weight  of  oxygen,  and  therefore  the  weight 
of  air  needed  for  complete  combustion,  and  we  can  roughly  d«  t«  r- 
mine  the  amount  of  heat  available  it  we  calculate  merely  from  the 
carbon  and  hydrogen  which  are  contain-  -d  m  the  fuel.  Students  who 
kn<>\v  a  little  chemistry  are  aware  that  there  is  no  rule  for  making 
this  calculation  of  the  calorific  power  which  is  n..t  lik.-ly  to  be  in 
•  •IT..!-  :us  mii.-h  ;u>,  it  not  m.  .re.  than  5  per  cent.  There  is  no  handy 
instrument  which  will  enable  the  calorific  power  to  be  measured 
with  greater  acmraey  i|1;li,  thi>.  It  is  a  regular  laboratory  exercise 
with  my  stud,  nts  to  measure  it  with  a  handy  instrument,  and  it  i- 
an  instructive  lesson  to  show  them  the  incorrectness  of  the  method. 
Unless,  therefore,  we  take  a  very  troublesome  method  of  measure- 
ment, we  cannot  do  better  than  to  calculate  from  the  chemical 
composition.  Students  ought  to  calculate  the  calorific  power  >ind 
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tho  air  required  for  the  combustion  of  some  of  the  fuels  of  the 
following  tables  in  this  way.  They  may,  later,  use  the  formula  that 
follows. 

Example.  One  pound  of  each  of  the  following  fuels  contains  the 
following  fractions  of  1  Ib.  of  carbon  and  hydrogen.  Find  the 
weights  of  oxygen  required  for  complete  combustion.  As  there  is 
only  '23  Ib.  of  oxygen  in  1  Ib.  of  air,  we  must  divide  by  '23  to  find 
the  weights  of  air  required.  From  1|  to  twice  this  amount  of  air  is 
usually  admitted  to  a  boiler  furnace. 


1  Ib.  of  Fuel. 

Ib.  of 
Carbon. 

Ib.  of 
Hydro- 
gen. 

Ib.  of 
Oxygen 
needed. 

11..   of 

Air 
needed. 

Heat 
de- 
veloped. 

Evapor- 
ative 
power. 

Dried  wood    

0-40 

0-05 

1-467 

6-38 

4941 

9-20 

Brown  coal     .                ... 

•55 

•01 

1-547 

(i-7i'(j 

4707 

s-ss 

Bituminous  coal    

•70 

•05 

2-267 

9-86 

7363 

13-70 

Average  British  coal    . 
\\Vlsh  steam  coal  (average) 
Anthracite     .        

•80 
0-84 
0-92 

•05 
•05 
•03 

2-534 
2-64 
2-69 

11-02 
11-48 

11-71 

8157 
8479 
8432 

15-19 
15-79 
15-70 

Coke    .               

0*88 

0 

2-347 

Ki-21 

71  17") 

13-17 

Petroleum 

0-85 

•15 

3-467 

15-08 

I'-'HIO 

'*>•:%) 

Coal  gas      

0-58 

•23 

3-387 

13-08 

12600 

24-13 

Example.  One  cubic  foot  of  each  of  the  following  gaseous  fuels 
contains  the  following  fractions  of  a  cubic  foot  of  the  gases  stated. 
Find  the  cubic  feet  of  oxygen  required  for  complete  combustion. 
There  is  "208  of  a  cubic  foot  of  oxygen  in  one  cubic  foot  of  air, 
therefore  divide  by  '208  to  find  the  cubic  feet  of  air  needed  for 
complete  combustion. 


Hydro- 

Carbonic 

Marsh 

Heavy 

Carbonic 
Acid 

li'H 

HIi 

gen. 

Oxide. 

Gas. 

carbons. 

Nitrogen, 

~?  ~J 

-  .-  -  — 

&c. 

S.=  S  - 

~  :=  -  -- 

w  >  *"  — 

0*^  5 

Average  coal  gas  .    . 

•47 

•09 

•34 

-08 

•<  Li 

5-3 

5-7 

London        ,, 

•506 

•039 

•37 

•055 

•054 

5-41 

5-06 

Scotch          ,, 

•36 

•068 

•42 

•15 

•036 

5  "56 

7  "2'.>> 

Midland       ,, 

•416 

•044 

•41 

•075 

•072 

5-27 

6-13 

Dowson  gas    .... 

•187 

•251 

•003 

•003 

•556 

1-24 

1-12B 

,,..... 

•265 

•182 

•005 

•005 

•423 

1-34 

1-195 

Generator  gas    .    .    . 

0 

•34 

0 

0 

•66 

1 

•815 

Siemens  gas    .... 

•06 

•20 

•01 

•01 

•72 

1 

•866 

Water  gas  

•50 

•50 

0 

0 

2-7 

2-404 

Generator  water  gas 

•12 

•38 

0 

0 

•50 

1 

•961 

\xv  >MBU8T£OV    AM>    MJBL 

246.   It    i-  customary  to  ealeulate  calorific  powers  of  fuels 

by  the  following  formula-  which  ought  to  In-  known  to  >tudeiits. 

When  a  fuel  contain-*  h\dro^,.n  and  oxy^'-n  in  tin-  |>P«|MT  \<i»- 
portion  to  form  water,  it  i^  a»umed  that  they  may  }>••  I. -It  out  «•! 
tin-  ealeulation  ..f  the  calorific  power.  Their  effect  is  only  to  form 
smoke  more  ea>ily.  We  have  therefore  the  following  rule: — 

3  i|.|i .-.   that  c,  h  and  o  are  the  weights  of  carbon,  hydrogen  ami 

oxygen  in  a  fuel.     Subtract  5  from  A,  and  call  the  remainder  the 

o 

•i Me  hydrogen.  Consider  1  Ib.  of  hydrogen  to  have  4'28  time* 
the  calorific  power  of  carbon,  and  thus  our  pound  of  fuel  has  the 
same  calorific  power  as 


pounds  of  carbon.  That  is,  if  hl  is  the  heat  per  pound  of  fuel  and 
it  E  is  its  evaporative  power  (being  hl  divided  by  latent  heat  of 
steam  at  100°  C.V  th.-n 

hl  =  14.500J  c  +  4-28  (h  -  £\  Jin  Fahrenheit  units 

kl  =  8,05o{  c  +  4-28  (h  -  | J  fin  Centigrade  units 

E  =  15 -I  c  +  4'28f  A  —  -  j  >in  evaporation  units 

Students  will  calculate  A1  and  E  for  each  of  the  fuels  of  Art. 
256.  I  am  sorry  to  say  that  this  formula,  long  accepted  as  giving  a 
fair  agreement  with  calorimetric  tests,  ought  to  have  5  per  cent, 
added  fb  its  value.  It  has  been  found  to  give  from  l-5  to  10'6  per 
c«-nt.  too  low  a  value.  A  formula  now  getting  into  use  which  is 
supposed  to  be  more  correct  is 

A1  =  8,140  c  -|-  34,500  A  -  3,000  (o  +  n) 

where  n  is  the  weight  of  nitrogen  present  in  a  pound  of  fm-I. 

In  the  table  the  heat  due  to  the  fixed  carbon  is  obtained  by 
assuming  that  nothing  is  burnt  except  that  part  of  the  carbon 
which  is  fixed;  the  rest  going  off  onoooftnined. 

347.  The  student  will  now  work  the  following  easy  algebraic 
exercises.  A  pound  of  fuel  contains  c  Ib.  of  carbon,  h  Ib.  of  hydro- 
gen, o  Ib.  of  oxygen,  show  that  roughly  ;— 
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1.  The  pounds  of  air  needed  for  complete  combustion 

A  =  11-6  c  +  34-8  k 

2.  The  products  of  combustion  are 

3§  c  Ibs.  of  carbon  dioxide 

9  h  Ibs.  of  steam 
8-9  c  +  26-8  h  Ibs.  of  nitrogen. 

Work  now  the  following  numerical  exercises  on  the  above. 

3.  Taking  average  coal  c  =  0'8,  h  =  0*05,  o  =  0'08 
Calculate  E,  A,  and  the  products. 

Answer.  14'57  :  11'02;  2'933  Ibs.  of  CO2,  0'45  Ib.  of  H2O,8'49  Ibs. 
of  N. 

4.  By  Art.  189  find  the  specific  heat  of  the   products  from 
average  coal ;  given   the   following  specific  heats :   carbon  dioxide 
•216,  nitrogen  '244,  steam  '475. 

Answer.    2'933  X  "216  +  O45  x  '475  +  8'49  x  '244 


2-933  +  0-450  +  8'490 
•634  +  -213  +  2-071 


11-873 


=  0-246 


5.  The  specific  heat  of  air  is  '238  ;  if,  in  addition  to  every  1  Ib. 
of  necessary  air,  we  admit  a  Ib.,  what  is  the  specific  heat  of  the 
products?       Answer.— ('246  x  11'873  +  11'02«  x  0'238)  ^  (1V873 
+  11-02«)  =  -238  (1-113  +  a)/ (1-077  +  a). 

6.  Find  the  quantities  and  specific  heats  of  the  products  when 
30,  70  or  100  per  cent,  excess  air  is  admitted  in  the  burning  of 
average  coal. 

Answer.  15'2  Ibs.  of  specific  heat  0'244,  19'6  Ibs.  of  specific  heat 
•243,  22-9  Ibs.  of  specific  heat  "242. 

In  each  case  part  of  the  total  amount  of  products  is  0'45  Ib. 
of  steam. 

7.  In  cases  where  the  products  are  12, 15,  20  and  23  Ibs.  per  pound 
of  fuel ;  taking  the  specific  heat  as  -243  in  every  case,  what  is  the 
necessary  loss  of  evaporative  power  in  the  following  cases  :  The 
outside   atmosphere  is  at  62°  F.     The  boiler  water  is  at  212°  F., 
322°  F.,  382°  F.,  402°  F.     Ans.  If  6°  F.  is  the  temperature  in  the 
boiler,   and  w  the  weight  of  products,  0'243  w  (d  —  62)  -=-  966   is 
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the  evaporation   which   cannot    be    utilised ;    the   answers  are  as 

follow  : — 


Weight-  of 

]•!••!  ;   '  - 

NeOMMtry  diminution  of  eraporatire  power  for  the  following 
Temperature*  of  Water  in  Boiler. 

sir  i 

15  lb«.  prowurc. 

star  F..  or 

98  Ibc.  prewure. 

8W  P.,  or 

1"--.! 

40T  K.,  or 

. 

Lfl 

20 

-8M 
•755 

M.7 

•785 

I  :'.l 

1-41 

MM 

1  19 

i  v-; 

1-03 

1  -'7 
1  7 
1  85 

8.  One  pound  of  the  fuel  of  Ex.  4  prodm  •••-  0  4  o  11>.  of  steam  ;  the 
hygroscopic  water  being  0'05  lb.,  v.v  have  0'5  lb.,  whose  total  heat 
loss  in  tailing  from   the   temperature  of  the  boiler  water  to  62°  F. 
ought  also  to  be  deducted.     We  have  already  considered  this  loss  if 
it  wnv  mrtvly  strain  vapour.     But  it  loses  latrnt  heat  9G6  units  per 
lb.,  and  if  cooled  to  62°  F.,  would  cool  as  water  and  not  as  >t»  -am  gas. 
Hence  966  +  (212  -  I52>  x  <  1  -  0'475)  or,  1,045  is  the  extra  h.  at 

|K)imd,  or  522  -7-  966,  or  0'54  is  the  loss  of  evaporative  power 
due  to  this  cau>r. 

9.  The  coal   of  Ex.   4  is  burnt  in  a  boiler  whose   watt  r  is  at 
F.  (93  Ibs.  pressure);  70  per  cent,  excess  air  is  admitted,  what 

is  the  available  evaporative  power?  Aiis.  14'57  from  Ex.  (3) 
minus  1'3  from  Ex.  (7)  ininu-  ()-.">4  from  Ex.  (8)  gives  us  1273  Ibs.  of 
water  evaporated  as  from  and  at  212°  F.  per  pound  of  fuel. 

10.  If  the  feed  water  of  the  boiler  is  supplied  at  62°  F.,  and 
evaporated  at  322°  F.  (or  93  Ibs.  per  square  inch),  and  if  the  steam 
li-aving  the  boiler  i-  <  1  »  <lry  .-train.  (2)  has  5  per  cent,  of  \\«  : 
what  is  the  greatest  po»il»lr  amount  producible  per  pound  of  fuel 
of  Ex.    9?     This  rxrivisr   is   in   natural  srtjuriico   with  the  others, 
and  so  I  do  not  like  to  remove  it  to  Art.  248. 

AM.  (1)  1  lb.  of  wain-  from  62°  F.  to  322  F.  n.t,U  -Ji;n  units  of 
heat;  1  lb.  of  this  kind  of  strain  nr.-<ls  the  latrnt  hrat  887.  Total, 
1  117  units.  (2)  1  11).  of  watrr  from  (i2  F.  t-.  :522  F.  Deedfl  260 
units  of  heat;  O'!)o  ll>.  of  this  kind  of  steam  nrnls  thr  latrnt  hrat 
887  x  0-95  or  843  units;  total,  1,103  unit*.  H.-II.-,-  th,  >tandard 


t-  i   11     • 
evaporation  of  1  lb.  is  equivalent  to 


96(>    „       ,  ,, 

^-^-47  '"*.  dry  <«r  11» 

or  TJ  nidard  rvaporation  i>  rqnivalmt  to  1072  Ibs.  of  this  dry 

steam,  or  1T15  Ibs.  of  this  wet  steam. 

11.  The  hydnn-arbons  of  the  above  (F  '-rage  coal    escape 
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unburnt ;  the  fixed  carbon  is  only  0'57  11>.  pn-  pound  of  fuel  ;  then-  is 
no  moisture  present;  the  products  of  combustion  arc  2.'}  Ibs.  per 
pound  of  fuel,  specific  heat  0'24,  water  in  boiler  322°  F.  What  is 
the  available  evaporative  power  of  the  fuel  (assuming  llu< 
perfect  that  the  gases  are  reduced  to  the  temperature!  of  the 
water)  ? 

What  is  it  if  it  is  arranged  that  the  gases  must  not  enter  the 
chimney  at  a  lower  temperature  than  580°  F.  ? 

The  feed  water  being  at  62°  F.,  convert  the  last  answer  into 
actual  evaporation  of  dry  steam,  assuming  that  10  per  cent,  of  the 
heat  is  lost  by  radiation  from  the  boiler  itself. 

12.  One  pound  of  average  coke  contains  15  per  cent,  moisture 
and  80  per  cent,  carbon,  the  rest  being  ash  and  a  trace  of  sulphur. 

What  is  its  evaporative  power  and  the  amount  of  air  needed  for 
complete  combustion?  Ans.  15  x  '8  or  12  Ibs.  of  evaporation; 
11-6  x  "8  or  93  Ibs  of  air. 

13.  For  the  coke  of  last  exercise.     If  70  per  cent,  excess  of  air  is 
admitted  at  62°  F.,  and  if  the  temperature  of  the  water  in  a  boiler 
is  320°  F. ;  the  products  of  combustion  having  a  specific  heat  0'24, 
what  is  the  really  available  evaporative  power  ?     Ans.  The  quantity 
of  products  is  (9'3  +  1)  1*70  or  17'51  Ibs.  ;  the  heat  lost  because  this 
can  cool  only  to  320°  F.  is  (320  -  62)  0'24  x  17'51  =  1,085  units. 
Also   the   latent   heat    of   '15    Ib.    of    moisture    is    966  X  15    or 
135  units.      Our  calculation  is   only  roughly   correct   because  the 
moisture  wastes  more  heat  than  this.     Taking  this  as  sufficiently 
correct,  the  unavoidable  waste .  is  1,085  +  135  or  1,215  units,  and 
this  divided  by  966  is  T26  Ib.  of  evaporation.     Hence  the  available 
evaporation  is  only  107  Ibs. 

It  is  usual  to  speak  of  12  Ibs.,  or  150  cubic  feet  of  air,  as 
being  necessary  for  the  complete  combustion  of  1  Ib.  of  coal,  and 
to  be  quite  certain  of  there  being  enough  we  must  admit  more 
than  enough. 

When  the  fuel  is  not  thick  on  the  grate  as  in  Cornish  and 
Lancashire  boilers,  with  a  chimney  to  produce  the  draught,  it  is 
difficult  to  distribute  the  air  properly  and  so  to  be  sure  that  each 
piece  of  coal  has  enough  air  to  scrub  it,  we  admit,  on  the  whole, 
about  24  Ibs.  of  air  per  pound  of  fuel.  When  the  fires  are  thick  and 
there  is  forced  draught  we  admit  as  little  as  18  Ibs.,  or  even  less 
air  per  pound  of  fuel,  getting  very  complete  combustion. 

This  is  due  to  the  fact  that  in  thick  fires  the  COZ  formed  below, 
dissolves  the  carbon  higher  in  the  fire  forming  CO,  which  is  burnt 
above  the  fire. 
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I'll.-  stud'-nt  will  s,-,-  fr,,ni  exercises  like  the  al>o\e  that  when 
:i  |M»iiinl  of  (••>:il  is  l.iinit  we  have  losses  of  e\aj>orat ive  j> 

tiling    lik.-    th«-     following.      Fir-t,    |u»,^    ,|ii.-    to    hot   gases 
eacaping — 

-•>  jM-r  c,-nt.  with  chimney  draught. 
20  {MT  cent,  with  forced  draught. 

Serond.  al>out  2}  per  c. nt.  Because  of  hot  ashes  and  unburnt 
solid  fuel  in  tl 

Third,  l.S  IH.T  o-nt.  when  then-  is  decently  good  firing  but  no 
contri\aiice  for  controlling  the  air  admission.  This  assumes  the 
hydrogen  to  go  off  unluirnt. 

Fourth,  9  to  18  per  cent,  more  when  there  is  also  bad  firing,  so 
that  n. .t  ..nly  do.-s  the  I,  _,'o  off  unburnt,  but  all  the  carbon 

of  the  hydrocarbon  part  goes  off  unburnt. 

Fifth,  5  per  cent,  due  to  radiation  of  heat  from  a  well  covered 
hoiler. 

The  student  may  add  up  these  losses  as  he  pleases.    He  may  add 
further  loss  due  to  keeping  the   furnace  door  open  unnecessarily, 
if  the  boiler  is  not  well  covered  with  non-conducting  material 
there  is  further  loss. 

248.  How  much  steam  is  produced  per  pound  of  coal  ? 
\Vhen  there  is  no  priming  [that  is  when  there  is  no  water  carried 
off  with  the  steam]  1  Ib.  of  water  needs,  to  convert  it  into  steam 
of  the  following  kinds,  the  following  amounts  of  heat: — 


Temperature  of 

::.     -'•    .:  . 

rc. 

A)*»hite  pren- 
sun-  in  Ibs.  per 

Total  heat  per 
Ib.  required  if 
feed  water  in  at 
40*  C. 

Pounds  of  (team 

coTreepondiiiK  t"    Equivalentof  1  Ib. 
the  heat  in  1  Ib.        in  standard  of 
of  average  coal          evaporation, 
or  8,500  un 

130 

•0*1 

14  "7                      -I-J7 

ISO 

•;•'•_'! 

610-3 

i:{-««                      -139 

1,K! 

V.  Mi 

i:;s.;                   i  r, 

166 

101-9 

tin  •_• 

I:;M                   -in; 

17" 

ll.V! 

616-4 

l.S  T'.i                       -l.-Hi 

IT.-, 

,._«,.  s 

617-8 

1M-77                        l.VJ 

180 

1    C.    -v 

&HNJ 

13-73                        1.^ 

190 

Iv_-  » 

.;•--.'  .. 

\:w,                   Mil 

IM 

li.'t  -M 

I  :<!;•_'                 11»^4 

The  student  ought  to  calculate    the    numbers  of  Col.  3  of  the 

above  table  as  an  exercise.     They  are  worked  out  in  this  way: — 

Regnault  found  that   to  heat  a  pound  of  water  from  0°  C.  to0°  C..  and 

to  convert  it  into  steam,  required  COti'5  +  '3050  units  of  heat 

We  start  at  40°  C.,  instead  of  0°  C.,  and  so  we  merely  subtract  40 
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from  what  Regnault's  calculation  gives  us.     Thus  if  6  is  130  as  in 
the  table — 

606-5  +  -305  x  130  -  40  =  604-3 

Now  practical  men  in  comparing  their  boilers,  sometimes  said, 
"  My  boiler  gives  8  Ibs.  of  steam  per  pound  of  coal ;  "  another  said, 
"  My  boiler  gives  9  Ibs."  and  the  comparison  might  be  very  unfair. 
They  saw  that  they  needed  a  standard.  The  standard  taken  is  "  An 
evaporation  of  one  pound  shall  mean,  one  pound  of  water  at  100°  C., 
converted  into  steam  at  100°  C."  This  is  536  heat  units.  So 
students  will  please  fill  in  the  fifth  column  of  the  table,  as  an 
exercise. 

If  they  know  the  actual  temperature  of  the  feed- water  of  a 
particular  boiler  they  ought  to  get  out  a  table  for  it  like  the 
above. 

EXERCISE  1.  How  much  heat  has  been  given  to  a  pound  of  feed- 
water  at  40°  C.,  to  convert  it  into  what  is  f  steam  and  \  water  at 
160°  C.  ?  Answer.  \  Ib.  of  water  needed  (1 60  -  40)  -f-  4  or  30  units. 
|  Ib.  steam  needed  f  {  606'5  + -305  x  160-40}  or  462  units: 
therefore,  the  pound  of  wet  steam  needed  492  units  to  produce  it. 
Notice  that  this  is  20  per  cent,  less  than  what  is  given  in  the  table. 

EXERCISE  2.  When  an  engineer  says  that  his  boiler  evaporates 
10  Ibs.  of  water  for  every  1  Ib.  of  coal,  his  feed  being  at  20°  C.,  and 
his  steam  at  190°  C. ;  and  another  engineer  says  that  his  boiler 
evaporates  11  Ibs.  of  water,  his  feed  being  at  60°  C.  and  his  steam  at 
130°  C.,  compare  the  two  numbers.  One  gets  too  much  into  the  habit 
of  thinking  that  1  Ib.  of  steam  just  needs  as  much  heat  to  produce 
it  as  1  Ib.  of  any  other  kind  of  steam. 

The  total  heat  of  1  Ib.  of  steam  at  190°  C.  is 

606-5  +  -305  x  190  or  664  units.     Subtract  20  and  we  get  644. 

The  total  heat  of  1  Ib.  of  steam  at  130°  C.  is  606'5  +  '305  x  130, 
or  646,  and  subtracting  60  we  find  586  units.  Hence  10  Ibs.  of  the 
first  amounts  to  6,440  units,  and  11  Ibs.  of  the  second  amounts  to  6,446 
units.  The  two  evaporations  are  then  practically  the  same.  State- 
ments then  of  amounts  of  evaporation  are  misleading  unless  we  use 
a  standard  of  evaporation,  and  so  we  always  convert  any  amount  of 
evaporation  into  an  equivalent  number  of  pounds  of  water  at 
100°  C.,  converted  into  steam  at  100°  C.  This  unit  is  of  course 
the  latent  heat  of  steam  per  pound,  536  heat  units. 

EXERCISE  3.  10|  Ibs.  of  water  heated  from  40°  C.,  and  converted 
into  steam  at  180°  C.,  find  the  equivalent  standard  amount.  Answer. 
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th.-   total  heat  of  1  lh.  ..f  the  M.-am   u  •   -305  X  1*0.  m  . 

units.     Sul>trai-t   40.  multiply  by   1(H,   and   divide  by  536,  and   \\e 
find  tin-  answ.-r  I  '1  ~2  ll>s. 

\\V  ha\t-  the  nil. -"To  find  th.- total  h.-at  «(  .-vaporat  inn  :  -  ' 
add  1  for  .-very  degree  that  the  feed  i>  In-low  100°  C,  and  '3  for  every 
•  •  that  tin-  sti-ani  i-  above  100°  C." 

249.   In  thf   Falm-nh.-it  scale  calculate  the  following  numl 
and  keep  the  table  by  you  for  n  t.-n nee.     The  standard  of  evapora- 
timi  is  tin-   heat  n-.juiM-d  \«  produce  1  lb.  of  dry  saturated  steam  at 
•2\-2    F.  from  \\at.-r  at    ~2 1 2°  F.,  and  is  e.juival.-nt  to  966  Fahrenheit 
pound  heat  units. 

From  Regnault  w.-  know  that  to  convert  1  lb  of  feed-water  at 
0°0  F.  intosteam  at  0  F.  needs  1,081  -f  '3050  -  (00-  32)  units;  this 
divid. -.1  \>\  !»»;»»  will  .\pr.-ss  the  heat  necessary  to  produce  a  pound  of 
such  steam  in  terms  of  the  standard  of  evaporation. 


Pressure  of 

Tempemture 

..f  Bfc  >in 

Temperature  of  Feed  Water. 

Steam. 

trp. 

n  K. 

W  F. 

104*  F. 

i4<r  F. 

ITS'  F. 

nrF. 

O'C. 

•  a 

40'  C. 

eo'c. 

80"  C. 

100'  C. 

14-7 

218 

I'M 

i  ]:> 

•11 

l-.IS 

1-04 

1-00 

M8 

!••_>,, 

rie 

•l.S 

!•(><» 

1-05 

101 

SM 

1  •_'! 

1-18 

•14 

MO 

1-06 

1-02 

V.!» 

320 

1  ±.' 

1  l!l 

•u 

l-ll 

1  "7 

1-03 

14o-8 

MM 

1  -J:{ 

1-90 

•16 

1   !•_' 

1-08 

1-04 

1  -J4 

1-J1 

17 

I'll 

109         1-06 

»'_'x 

1  ••_'.-. 

1  •_••_' 

•18 

lit 

111          1-07 

Thus  when  we  say  that  the  standard  evaporation  of  1  lb.  of  coal 
i-  lit  .1.  we  m.  an  that  1  lb.  of  coal  will  produce  10'3  -*-  1'20,  or  8'0  11-. 
of  steam  at  :}.->»;  F.  tn-m  f.-.-d-wat.-r  at  68°  F. 

25O.   KM  I'h.-   Ni.\on'>  Navigation  cf>al  used  by  Donkin 

and  K.-nn.-dy  in  their  boiler  t«  2«»1)  had  a  total  evaporative 

power  16'47  [as  from  and  at  212°  F.],  if  m.-a.-ur.-d  by  the  eh. -mist, 
and    needed  10'5  Ibs.  of  air   for  complete    combustion.     Taking  the 
specific  heat  of  the  gases  as  '243,  and  that  '37  lb.  of  water  go- 
with  the  gases ; — 

;iow  that  if  0°0  F.  is  the  temperature  of  the  boiler-room,  and 
8  the  t.-m]MTature  of  the  steam,  the  h.-at  n.v. •s-aiily  \va>te.|  in 
burning  this  coal  in  a  perfect  boiler  with  just  the  right  amount  of  air 
._  11.5  x  -24:1(0  -  ft,,)  . 


in  '-\ 


units. 


g  the  t.-mpi-raturc  of  the  air  in  th.    iKiili-r-room  as  60°  F. 
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show  that  for  the  following  pressures  of  steam  in  the  boiler  we  have 
the  following  results  : — 


Absolute 
Pressure. 

Heat  (in  evaporative 
units)  necessarily 
going  off  in 
gMM. 

Greatest  possible 
evaporation 
from  ami 
at212°F. 

Percentage  of 

(  li.-mist's 
determination. 

14-7 

•43 

15-67 

95 

30 

•54 

15-56 

94-5 

50 

•63 

15-48 

94 

75 

•70 

15-4 

93-5 

100 

•76 

15-34 

93 

150 

•84 

15-26 

92-5 

200 

•91 

15-19 

92-25 

250 

•96 

15-13 

92 

3.  Make  out  tables  for  1|  and  twice  the  amount  of  air  necessary 
!'.»r  complete  combustion. 


Evaporative  power  in  a  perfect  Boiler  as  from  and  at  212'  F. 

Absolute 

Pressure. 

Air  1. 

Air  1J. 

Air  2. 

14-7 

15-67 

15-46 

15-24 

30 

15-56 

15-29 

15-02 

50 

15-48 

15-16 

14-85 

75 

15-4 

15-05 

14-70 

100 

15-34 

14-96 

14-58 

150 

15-26 

14-84 

14-42 

200 

15-19 

14-73 

14-28 

250 

15-13 

14-65 

14-17 

It  will  be  seen  that  if  0°  F.  is  the  temperature  of  the  steam ;  if 
0°0  F.  (taken  usually  as  60°  F.)  is  the  temperature  of  the  supplied  air ; 
if  E  is  the  evaporative  power  of  the  fuel  as  found  in  the  fuel  tester ; 
if  A  is  the  weight  of  air  supplied  per  pound  of  fuel,  if  w  is  the 
weight  of  water  going  off,  the  true  evaporative  power  in  a  perfect 

boiler  is 

E'  =  E  -  w  -  -238(0  -  eo)(A  +  1) 

and  this  is  what  I  call  a  in  my  formula,  Art.  262. 

251.  Coal  Tester.  Some  coal  from  different  parts  of  each  sack 
being  taken  from  many  sacks,  it  is  spread  out  evenly  on  a  clean  floor, 
and  again  and  again  sampled  from  different  parts,  till  a  small  quantity 
is  obtained  which  may  be  regarded  as  an  average  sample.  It  may  be 
tested  chemically,1  and  the  calorific  power  calculated  as  in  Art.  246, 

1  Thorpe's  Dictionary  gives  the  following  as  the  process  in  use  by  students  at  the 
Royal  College  of  Science. 
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or  it  maybe  burnt  with  oxygen  in  a  calorimeter,  and  the  heat  directly 
measured.     In    a  simj •!«•    form,   the   Thomson   calorimeter,  a  small 
,•  d   quantity  «•('  po\\deivd  coal   i>  placed   in  a   small   jilatinuin 
cnirilil.-  iii-id  surrounded  by  about  two  quarts  of 

\\ati-r  in  another  j  oxygen  is  admitted  by  a  brass  tube, 

and  plays  on  the  surface  of  the  coal  which  is  ignited  \>y  a  fuse.  The 
products  of  comlmstion  which  do  not  stay  inside,  e-.-ape  by  holes  in 
the  bottom  ..ft  he-  vessel  and  pass  up  as  bubbles  through  the  water, 
being  broken  up  by  wire  gauze,  so  that  all  the  heat  of  combustion 
raises  the  temperature  of  the  water  by  an  amount  which  may  be 
measured  with  a  thermometer.  I  have  seen  spiral  tubes  immersed 
in  the  water  provided  for  the  escape  of  the  products  instead  of  by 
bubbling. 

In  a  calorimeter  in  common  use  the  powdered  fuel  is  mixed  with 
a  sufficient  quantity  of  a  mixture  of  the  chlorate  and  nitrate  of 
potassium  to  generate  enough  oxygen  for  the  combustion.  My 
.-indents  have  used  this  for  twenty  years,  and  they  know  quite  well 
that  the  results  of  such  a  test  are  not  particularly  valuable. 

252.  The    Gas    Tester    of   Mr.    Dowson.   as    used    in   my 
laboratory,  burns  the  gas ;  the  hot  products  are  cooled  nearly  to  the 
temperature  of  the  room  by  contact  with  metal  kept  cool  by  flowing 
water.     There  being  a  steady  state  of  How  of  gas  and  water,  the  rate 
of  flow  of  the  gas  is  measured  in  a  gas  meter  :  the  rate  of  flow  of  the 
water  is  occasionally  tested  by  measuring  the  time  taken  to  fill  a 
marked  vessel.     The  difference  of  temperature  of  the  entering  and 
leaving  water  'usually  about  15  or  20  centigrade  degrees)  is  measured 
by  two  thennomet.-rs.  and    this   enables  the  calorific  power  to   be 
calculate- 1. 

253.  Temperature  of  Combustion.     It  is  difficult  to  know 
what  a  man  means  wh«-n  he  says  that  he  has  measured  the  tem- 
perature of  a  tlame.     X..  doubt  he  may  measure  the  temperature  of 
something  immer>ed  and  struck   by  the  tlame.     Our  difficulties  in- 

M  when  lie  >a\>  he  has  calculated  the  temperature  of  a  flame. 
The  ordinary  method  of  calculation  is  infantile  in  its  simplicity. 

DU   1     \Vo..d  charcoal  (calorific  power  8,0s<h  i-   burnt  in 

just  the  right  amount  of  air  for  complete  combustion.      What  is  the 

rise   of   temperature  '.     AHIH-C,-.    We    have    12(1  Ibs.   ,,f  products,  of 

specific   heat,  say   024,  and    s.OM)  *  (12U  x  -21    ii  2,672  degrees 

.  t  igrade. 

I   refrain    from   giving   th.    usual  exercises  by  which  the  com- 
of  charcoal   in  o.\yureii  ^i\es   10.183°  C.,  or  of  hydrogen  in 
oxygen  6,748    '       (  alculations  like  this  can  give  no  notion  even  of 


416  THE   STEAM    ENGINE  CHAP. 

the  relative  temperatures  produced  in  the  several  cases.  It  is  evident 
that  the  existence  of  dissociation  will  not  allow  us  to  assume  a 
constant  capacity  for  heat  in  the  products  of  combustion.  Coke  in 
a  furnace  produces  much  more  intense  heat  than  coal.  In  glass- 
making  it  is  found  that  8  or  9  Ibs.  of  coke  is  equivalent  to  12  Ibs.  of 
coal  in  usefulness  from  this  cause.  When  coke  is  used  in  a  boiler 
the  fire-box  part  receives  much  more  heat  relatively  to  the  flue  part 
than  when  coal  is  used.  More  intense  heat  is  producible  by  gaseous 
fuel  than  by  solid,  mainly  because  there  need  be  no  excess  air. 

254.  Fuels.  The  numbers  of  the  following  tables  give  some 
idea  (really  a  very  rough  one  and  sometimes  misleading)  of  the  usual 
composition  of  one  pound  of  each  of  the  fuels  by  weight.    Substances 
which  occur  in  mere  traces,  such  as  sulphur,  are  not  mentioned.    The 
oxygen  is  mainly  combined  with  an  eighth  of  its  weight  of  hydrogen 
as  water,  and  it  would  be  worth  while  for  a  student  to  merely  give 
two  columns  of  numbers,  as  in  the  table  of  Art.  245,  one  of  carbon, 
the  other  to  be  headed  "  hydrogen,"  and  to  be  really  the  hydrogen 
of  the  table,  with  one  eighth  part  of  the  oxygen  subtracted  from  it, 
because  the  combustion  of  this  hydrogen  may  be  thought  complete 
already  in  the  fuel,     h  —  0/8  is  usually  called  the  available  hydrogen. 
I  had  carefully  prepared  a  column  showing  the  amount  of  fixed 
carbon  in  each,  but  I  have  had  to  discard  it.     It  is  interesting  to 
note  that  our  knowledge  about  the  composition  and  properties  of 
fuels  is  practically  the  same  as  what  was  available  forty  years  ago. 
In  preparing  this  book  I  have  made  strenuous  efforts  to  increase 
what  was  known  to  me   in   1870,  but   I   find   no   new  reliable 
information. 

255.  Dried  wood  is  nearly  all  of  much  the  same  chemical  com- 
position ;  air-dried  wood  has  usually  20  per  cent,  of  hygroscopic  water, 
50  per  cent,  carbon,  6  per  cent,  hydrogen,  42  per  cent,  oxygen.  Some 
has  very  little  ash  ;  some  from  2  to  5  per  cent.     Sometimes  cotton- 
stalks,  brushwood,  straw,  the  residue  of  sugar  cane  and  other  vege- 
table refuse  are  used  as  fuels.     Peat  is  of  very  varied  density. 
It  is  woody  tissue  changed  more  or  less  by  oxidation,  CH±  and  00% 
being  given  off.     It  has  in  boilers  about  half  the  evaporative  power 
of  coal.     In  our  imperfect  calorimeter,  peat  in  its  usual  state  has  an 
evaporative  power  4*7 ;   dried   6'0.     The   older  peats  are  not  very 
different   from   recent  brown   coal.     The   fuels  obtained  artificial ly 
from  wood,  charcoal,  and  liquid  and  gaseous  hydrocarbons  are  not  in 
use  for  boilers. 

Coal  varies  in  specific  gravity  from  1*2  to  1*8.     The  recent  or 
young  coals,  lignite  and  brown  coal,  retain  some  of  the  woody  struc- 
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which  has  disappeared  in  ordinary  or  older  coal,  in  which 
til--  elements  of  the  woody  fibre  have  escaped  as  carbon-dioxide, 
marsh  gas  and  water,  the  decomposition  being  due  not  so  much 
jn-rliaps  to  oxygen  of  the  air  as  to  mouldering  and  internal 
action. 

Tin-  gradual  change  from  woody  tissue  is  shown  in  the  following 
table  of  vaguely  correct  muni" 


Carbon. 

lly.lrogcn. 

Oxygen. 

Wood  . 

100 
100 

12-18 

Ms.-, 

83-07 
55-67 

.... 
1.  ignite     •    - 

100 

,.,.,.j 

I'.itiiiiiinous  coal     .... 
Anthracite      .... 

100 
100 

8-is 

•JS4 

21-28 

171 

It  is  evident  that  the  change  which  a  few  millions  of  years'  burial, 
probably  under  great  pressure  and  some  increase  of  temperature, 
produces  in  wood,  is  to  increase  the  proportion  of  carbon  and  diminish 
that  of  oxygen  ;  observe  that  the  change  is  gradual,  brown  earthy 
coal  and  lignite  being  younger  than  bituminous,  and  this  being 
usually  younger  than  anthracite. 

From  this  point  of  view  the  following  table  of  composition  of 
brown  coal  is  interesting. 


Carbon. 

Hydrogen. 

Oxygen  and  Hydrogen. 
Neglecting  Water  and  Ash. 

Filiroug  brown  coal  .    .    . 

•63 

•05 

•32 

Earthy       ,,        ,,    .    .    . 

:•_• 

•05 

•23 

l'it.-h            „          „     .    . 

•77 

•075 

•155 

(conehoidul    in    fracture 

.ni'l   i-viilriitly  Incoming 

liitumen). 

256.  Lignite  burns  with  a  long,  smoky  flame ;  calorific  power  4000 
to  6000  ;  does  not  cake.  Ordinary  coal  is  vegetation,  such  as  water- 
logged drift- wood,  or  Standing  trees,  which  has  been  covered  up  with 
sand  and  clay,  and  is  tumid  in  beds  from  j  inch  to  4  feet  thick,  these 
sometimes  forming  much  thicker  beds,  with  thin  partings  of  sand 
or  clay  between.  It  is  found  in  the  most  ancient  and  mo>t  modem 
geological  formations,  with  every  variety  of  colour  and  appearance, 
from  the  brown  Scotch  cannel  to  the  velvet  black  Newcastle  caking 

K    I 
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coal.  With  no  lustre  as  in  some  cannels,  to  the  shining  bituminous 
caking  coal  and  to  the  semi-metallic  iridescent  anthracite.  There  is 
the  softness  of  Newcastle  coal,  and  the  hardness  of  anthracite  coal 
which  yields  no  bitumen  to  any  re-agent. 

The  carbon  varies  from  70  to  '94  in  anthracite. 
„  „  "57  to  '84  in.cannel. 

„  „  '75  to  '83  in  splint  coal, 

but  there  are  not  these  extremes  in  all  bituminous  coals.  Bituminous 
is  the  name,  not  wisely  but  well  given,  to  the  coals  whose  properties 
are  between  those  of  lignite  and  anthracite.  Probably  flaming  is  a 
better  title. 

The  hydrogen  varies  from  1*5  per  cent,  in  anthracite  to  9  per 
cent,  in  some  Scotch  coals.  In  fact  it  is  obvious  that  coals  are  of 
the  most  varied  chemical  constituents.  They  have  from  1  to  34  per 
cent,  of  ash.  All  yield  solid,  liquid,  and  gaseous  products.  A  shale 
has  almost  no  fixed  carbon ;  anthracites  have  much.  Good  coke 
is  only  obtained  from  caking  coals,  in  which  the  volatile  parts 
are  25  to  40  per  cent,  of  the  whole,  so  that  the  coke  is  75  to  60 
per  cent.  The  fixed  carbon  varies  from  18  to  52  per  cent,  in 
caking  coals. 

Anthracites  are  almost  all  carbon,  and  have  a  short  flame,  easily 
extinguished  unless  kept  at  high  temperature  and  scrubbed  with 
air.  They  are  difficult  to  ignite.  The  specific  gravity  varies  from 
1'4  to  1*6.  Hard,  brittle,  submetallic  lustre,  conchoidal  fracture, 
smokeless  flame.  Free  burning,  bituminous  coals  have  about 
15  per  cent,  of  their  weight  of  volatile  hydrocarbons  (marsh  gas, 
olefiant  gas,  tar,  naphtha,  &c.) ;  when  heated  they  swell  and 
become  porous,  so  that  air  gets  well  into  every  part.  If  dry  there 
is  not  much  tendency  to  smoke.  Specific  gravity  T25  to  T3. 
Bituminous  caking  coals  as  from  Newcastle  (usually  velvet  or 
grey-black  in  colour,  uneven  in  fracture,  soils  the  fingers,  and  frac- 
tures in  little  cubes)  have  sometimes  as  much  as  30  per  cent,  of  vola- 
tile hydrocarbons  in  them.  They  burn  with  a  long  yellow  flame, 
soften  with  heat,  portions  tend  to  adhere,  and  they  do  not  become 
porous  when  heated,  so  that  they  give  more  trouble  in  furnaces. 
Specific  gravity  1/2  to  1*25.  The  bituminous  coals  have  more  calorific 
power  as  they  have  more  volatile  constituents  in  them,  but  this 
renders  it  more  difficult  to  burn  them  in  boiler  grates.  Even  with 
the  best  hand-firing  they  are  apt  to  give  rise  to  smoke  and  soot 
deposited  in  the  flues.  V/elsh  coal  gives  least  trouble  to  the  stoker 
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in  piwi  -nt  in^  smoke,  l)iit  mixtures  of  Newcastle  and  Welsh  coal  are 
;il-o  in>t  difficult  to  deal  with.  We  may.  ho\\e\er,  say  that  even  in 
special  trials  with  the  most  can -nil  hand -stoking  some  fuel  goes  away 
unhunit.  Th-  ••  of  water  or  of  much  oxygen  in  the  fuel  seems 
to  conduce  to  the  formation  of  smoke.  II  \.  .,1  bituminous  a 
fuel  may  be,  if  its  volatile  constituents  an-  mixed  at  a  sufficiently 
high  temperature  with  enough  air,  they  burn  completely  with  a  blue 
flame.  If  heated  tir>t  and  t led  before  mixing  with  air,  they  decom- 
pose into  marsh  gas  and  hydrogen  and  carbon,  and  deposit  the  carbon 
a-H  -moke  and  soot,  and  the  higher  the  temiM-rature  and  the  more 
sudden  the  cooling  the  more  soot  will  be  formed.  Thi-  is  the  most 
important  kind  of  imperfect  combustion.  Thus  on.-  pound  of  average 
Kii'_rlish  coal  has  0'80  Ib.  of  carbon  and  0'05  Ib.  of  hydrogen,  and  we 
shall  see  that  its  evaporat i\ .•  power  i>  I.V2.  But  if  we  drive  off  the 
volatile  parts  unconsumcd  (because  we  do  not  mix  them  with  air  at 
a  high  enough  temperature),  we  have  only  0'57  Ib.  of  fixed  carbon 
left,  and  the  heat  due  to  this,  even  if  we  capture  it  all,  can 
only  produce  an  evaporation  of  8'6.  As  for  the  fixed  carbon, 
it  burns,  forming  carbon  dioxide.  But  if  sufficient  air  is  not  sup- 
plied, its  combustion  is  imperfect,  it  forms  carbon  monoxide  only, 
and  this  is  another  kind  of  imperfect  combustion  due  to  there  not 
being  a  sufficient  supply  of  air.  In  the  burning  of  coke,  or  the  fixed 
carbon,  in  shallow  fires  especially,  it  will  be  found  that  the  fuel  needs 
to  be  actually  scrubbed  with  air. 

Of  the  bituminous  coals,  we  have  splint  or  hard  coal,  black  shaded 
with  brown  in  colour;  slaty  curved  principal  fracture;  cross  fracture 
uneven  and  splintery  ;  not  easily  broken  ;  does  not  kindle  easily ;  gives 
a  clear  tire,  hi^h  temperature;  is  much  prized.  Cherry  or  soft  coal, 
common  in  Staffordshire,  is  more  abundant  than  the  last;  has  a 
velvety  black  or  slightly  grey  appearance,  sometimes  with  shining 
lu>tr<  ;  does  not  cake;  is  easily  broken,  with  a  slaty  fracture,  so 
that  there  is  considerable  waste  ;  it  is  easy  to  ignite,  and  bums 
quickly.  Cannel  coal,  common  near  Glasgow  and  at  Wigan  and 
Coventry;  so  called  because  it  bums  with  a  Hame  like  that  of  a  candle, 
and  also  called  parrot  because  its  flat  pieces  are  apt  to  Hy  ofl'.  making 
cracking  noises.  Dark  grey  or  l.n.wn  in  colour  ;  takes  a  ]M.li>h  i 
a  variety  of  it) ;  has  a  flat  conchoidal  fracture,  frequently  slaty  ;  does 
not  soil  the  fingers,  is  not  easily  broken;  it  yields  in  distillation 
more  volatile  products  and  less  coke,  more  ash  and  more  sulphur 
than  ordinary  coal.  It  has  pmlialdy  been  derived  from  mosses, 
lichens,  seaweed,  &c.,  rather  than  from  tree  vegetation  like  other 
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One  pound  of  Fuel. 

Pounds 
of 
Carbon. 

Pounds 

..f  My. 
drogen. 

Pounds 
of 

Oxy-cii. 

Heat 
developed. 
Cent,  units. 

Evaporative 
power. 

Charcoal  — 

Wood         

0-93 



__ 

7487 

13-95 

Peat    

Coke- 

Good  

0-94 

Medium              .... 

0-88 

0-038 

•01 

8351 

15-56 

Bad     

0-82 

Coal— 

(Anthracite)  

0-94 

0-02 

o-oi 

8196 

15-29 

»              .... 

0-90 

0-03 

0-03 

8148 

15-18 

Dry,  bituminous      .    . 
»»                »        •    •    • 

0-90 
0-77 

0-04 
0-05 

0-02 
0-06 

8582 
7663 

15-99 
14-28 

Caking    

0-88 

0-05 

0-05 

8594 

16-03 

0-81 

0-05 

0-04 

8069 

15-03 

Cannel    

0-84 

0-06 

0-08 

8375 

15-61 

Dry  long  flaming  .    .    . 

0-77 

0-05 

0-15 

7266 

13-54 

Brown  earthy   .... 

0-74 

0-06 

0-20 

7266 

13-54 

Lignite           

0-65 

0-06 

0-25 

6232 

11-61 

Peat- 

Kiln  dried     

0-60 

0-07 

0-30 

5967 

11-12 

Air  dried           .    . 

0-46 

0-05 

0-24 

4392 

8-185 

Wood- 

Kiln  dried      

0-50 

0-06 

0-42 

4300 

10-09 

Air  dried   .        .... 

0-40 

0-05 

0-33 

3530 

6-58 

Mineral  oil  (refined)    .    . 

0-84 

0-16 

0 

12280 

22-87 

„  (refined)    .    . 

0-85 

0-15 

0 

10940 

20-39 

Carbon. 

Hydrogen. 

Oxygen  and 
Nitrogen. 

(  Wylam  Banks,  Newcastle  .  .  . 
Splint  coal  •!  Glasgow  coal-field  

74-823 
82-924 

6-180 
6-491 

5-085 
10-457 

(_Wigan,  Lancashire  

83-753 

5-660 

8  '039 

Cannel  coal  Parrot  coal,  Edinburgh  .... 
/-n_  i  f  Jar  row,  Newcastle 

67-597 
84-846 

5-406 
5-048 

12-432 

8-430 

Cherry  coal  \Chief  coal  from  Glasgow  .  .  .  . 
n  ,  .  ,  fGarsfield,  Newcastle,  deep  bank 
CakmS  coal  \South  Hetton,  Durham  .  .  . 

81-208 
87-952 
83-274 

5-452 
5-239 
5-171 

11-923 
5-416 
3-036 

AVERAGE  COMPOSITION  OF  BITUMINOUS  COALS  FROM  DIFFF.RENT  LOCALITIES. 


d 

*s>.  . 

d 

Locality,  average  of. 

'u'>  ? 

1 

•o 

1 

I 

B 
M 

1 

P 

»     I 

° 

§ 

« 

s 

o 

W 

36  samples  from  Wales  .    .    . 

1  -315 

S3-7S 

4-79 

0-98 

1-43 

4-15 

4-91 

72-60 

18        ,,           „    Newcastle    . 

1-256 

s-j-|-_' 

5-31 

1-35 

1-24 

5-69 

8-77 

60-67 

28        .,           „    Lancashire  . 

1-27377-9 

5-32 

1-30 

1-44 

9-53 

4-88 

60-22 

8        ,,           .  .    Scotland  .    . 

1-259  78  -53   5-61 

1-00     1-11 

9-69 

4-03 

54-22 

7        ,,           ,,    Derbyshire  . 

1-292 

79-68 

4-94 

1-41 

1-01 

10-28 

2-65 

59-32 
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Tli.-  ,-iv.  rage  weight  of  coal  in  heaps  is  50  to  60  Ib.  per  cubic  foot. 
Coke  i>  what  ivinains  \\lnn  tin-  volatile  constituents  (10  to  ti'>  \>-  i 
cent.)  an-  drhen  off  from  coal  at  a  high  temperutmv  (in  a  coke  <>v« -n 
is  best ;  in  a  gas-making  retort  isn.  \t  hot  ;  in  op.-n  In-aps  is  least  best 
and  least  economical).  Coke  tends  to  absorb  15  to  20  per  cent,  of 
its  weight  of  moisture,  even  when  protected  from  rain.  There  is 
usually  10  to  15  per  cent,  of  a-h. 

Waste  or  small  coal  pulverized  is  often  injected  with  regulated 
amounts  of  air  from  fans  into  furnaces  giving  good  results. 

257.  Crude  petroleum  consists  of  about  '85  of  carbon  and  '15 
of  hydrogen.  Its  calorific  power  as  measured  varies  from  9950  to 
10,830,  being  greater  than  t  hat  of  refined  oil.  For  the  same  production 
of  heat  the  volumes  of  coal  and  crude  petroleum  are  about  as  50  to  33. 
Where  good  means  have  been  employed  for  injecting  petroleum  with 
a  proper  supply  of  air  against  fire  brick  in  marine  furnaces,  there 
were  found  a  reduction  of  40  per  cent,  in  weight  of  fuel  carried,  and 
36  per  cent,  in  bulk,  and  75  per  cent,  in  labour.  There  is  prompt 
lighting  and  extinguishing  of  the  fire,  and  great  ease  of  regulation 
and  perfect  combustion,  with  less  excess  air  than  when  coal  is  used. 
There  is  greater  cost  of  fuel. 

Air  passed  over  the  surface  of  the  lighter  oils  (with  low  flashing 
points,  and  therefore  dangerous)  takes  up  sufficient  vapour  to  become 
explosive,  and  this  mixture  is  used  in  some  engines.  The  law  makes 
it  troublesome  now  to  carry  such  oils.  Oil  gas  may  be  made  from 
the  ordinary  petroleums,  and  used  in  gas  engines.  A  good  oil  engine 
mixes  its  supply  of  oil  with  air,  explodes  it  with  perfect  combustion, 
and  utilises  its  energy  without  there  being  any  tarry  deposit  left  to 
clog  the  valves.  Properties  of  oils  important  in  oil  engines  are 
described  in  Art.  280. 

The  buttery-looking  crude  residue  left  after  extracting  oil  from 
shale  will  not  burn  on  applying  a  light.  When  melted  and  forced  in 
jets  with  superheated  steam  and  air  against  fire-clay  furnace  sides,  it 
burns  well. 

Q58.  Gaseous  fuel  is  easily  conveyed  by  pipes;  there  may  be 
great  economy  and  higher  temperature  in  its  combustion  than  with 
a  solid  fuel,  not  much  more  air  being  supplied  than  what  is  just 
necessary ;  there  is  no  dust,  no  cinder,  no  ash.  Coal  gas  manu- 
factured for  lighting  purposes  is  also  employed  in  gas  engines.  Coal 
for  gas-making  is  expensive,  gives  off  about  30  per  cent,  of  volatile 
stuff,  which  yields  about  5  cubic  feet  of  gas  per  Ib.,  leaving  about 
70  per  cent,  of  coke. 

Water  gas  is  produced  by  alternately  passing  air  up  through  a 
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thick  fire  to  make  the  coke  white  hot,  and  then  passing  up  steam. 
The  H20  in  presence  of  hot  carbon  becomes  Hz  and  CO.  Some  forms 
of  water-gas  are  good  in  boiler  and  metallurgical  furnaces,  but  con- 
tain enough  tar  to  clog  the  valves  of  a  gas  engine.  Dowson's  gas 
seems  to  contain  more  of  the  heating  power  of  the  fuel  (it  must  be 
anthracite  or  coke,  else  the  tarry  products  give  trouble)  than  any 
other.  A  fire  more  than  18  inches  thick  is  maintained  in  a  fire- 
brick lined  furnace.  Fuel  is  admitted  through  a  hopper  and  valve. 
There  is  a  little  boiler  producing  superheated  steam,  which  blows 
by  a  nozzle  into  a  closed  ashpit,  carrying  air  with  it.  The  action  is 
continuous.  The  oxygen  of  the  air  combines  with  carbon  to  form  C02. 
The  C02  dissociates  as  it  rises  in  the  fire  into  CO  and  0 ;  this  oxygen 
later  combines  with  more  C.  Again  the  H^O  in  presence  of  white 
hot  (J  becomes  ff2  and  COZ,  and  some  of  the  C02  dissociates  as  before. 
Coming  from  the  top  surface  of  the  fuel  we  have  JJand  CO,  and  some 
COZ  with  nitrogen,  also  we  find  ashy  dust  and  tarry  matters.  The 
gases  are  cooled  and  passed  through  water  spray  and  wet  coke  into  a 
gas  holder,  and  drawn  off  for  use  in  gas  engines  or  to  be  burnt  in 
furnaces. 

Natural  gas  is  found  in  districts  where  oil  is  found ;  it  rises 
from  a  depth  of  500  to  2,000  feet,  and  at  the  surface  has  a  pressure 
of  from  150  to  200  Ib.  per  square  inch,  being  at  first  at  1,000  Ib.  per 
square  inch.  Calorific  power  14,000  to  15,600  per  pound.  It  is 
found  that  1,000  cubic  feet  of  gas  is  equal  to  from  80  to  133  Ib.  of 
coal  in  boiler  heating  power.  These  gas  wells  are  rapidly  getting 
exhausted,  as  is  shown  by  the  great  diminution  of  pressure. 
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TIIK   EFFICIENCY   OF   A   BOILER 

259.  Tin:  ni"-r  iin|»..rtant  of  steam  engine  processes  are  the 
giving  <>f  hrat  to  water  in  tin- boiler,  and  the  taking  of  heat  from 
water  (steam)  in  the  condenser.  In  an  exceedingly  good  engine 
we  may  say  that  we  give  energy  represented  by  the  number  10  in 
the  boiler,  take  away  9  in  the  condenser,  converting  1  into  indicated 
work 

Our  greatest  trouble  is  in  the  boiler.  The  fuel  is  white  hot,  and 
radiates  heat  very  rapidly  to  the  fire  box.  In  a  marine  boiler  or 
-tatioiiary  boiler  about  half  the  total  heat  reaches  the  water  through 
the  sides  of  the  fire  box.  But  if  the  fire  on  the  grate  is  made 
thicker,  as  it  is  in  a  locomotive  boiler  or  in  a  marine  boiler  under 
forced  draught,  it  radiates  only  a  little  more  per  square  foot  of  grate, 
because  its  exposed  surface  and  temperature  are  not  much  increased 
by  mere  thickness,  and  consequently  only  about  a  quarter,  or  even 
of  the  total  heat  reaches  the  water  through  the  fire  box.  We 
may  take  it  that  the  fire  box  part  of  the  heating  surface  is  very 
much  more  efficient  per  unit  area  than  the  flue  part,  and  this  is 
on.  reason  why  the  Thornycroft  boilers  are  so  efficient.  But  if  in  a 
particular  boiler  we  burn  twice  as  much  more  fuel  in  the  hour, 
although  the  lines  will  give  more  than  twice  as  much  heat  to  the 
water,  the  h're  box  will  increase  its  supply  only  a  little.  And  here 
we  have  a  very  curious  property  of  flues  which  ought  to  be  well 
studied.  Whether  a  tube  is  made  of  copper  or  iron  or  brass,  is  of 
no  consequence,  except  as  to  convenience  and  oxidation  by  the 
flame.  The  real  resistance  to  the  passage  of  heat  is  not  due  to  the 
bad  conductivity  of  the  metal;  it  is  due  to  the  fact  that  the  particles 
of  hot  gases  will  not  come  up  fast  enough  to  the  surface  to  get 
cooled,  and  the  particles  of  water  will  not  come  up  fast  enough  on 
the  other  side  to  get  heated.  See  Art.  377. 
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EXERCISE  1.  If  the  average  difference  of  temperature  between 
flue  gases  and  boiler  water  is  500  Fahrenheit  degrees ;  assume  that 
a  $-inch  metal  plate  has  this  temperature  difference  between  its  sides, 
what  heat  passes  per  hour  ?  Express  the  heat  in  evaporation  units. 

Answer.  Taking  the  conductivity  k  of  copper  as  '004,  and  of  iron 
as  '00088  in  inch  second  pound  units,  the  heat  per  square  foot  per 
second  is  144x  500/j-i-f.  In  evaporation  per  hour  it  is  144x1333 
k  x  60  x  60  -r  966  or  716  X  10s  k,  and  is  2864  Ibs.  in  the  case  of  copper, 
630  Ibs.  in  the  case  of  iron. 

EXERCISE  2.  The  largest  result  from  an  actual  boiler  is  seen  in 
the  table,  page  426,  to  be  10  Ibs.  of  evaporation  per  square  foot 
of  heating  surface  per  hour,  what  fraction  of  the  total  resistance  to 
the  passage  of  heat  is  made  up  of  mere  resistance  of  the  metal  ? 

Answer.  0'016  in  the  case  of  iron,  0'0035  in  the  case  of  copper. 

26O.  Given  water  and  steam  at  a  certain  temperature  and  hot 
furnace  gases  at  a  very  much  greater  temperature ;  to  get  the  heat 
from  the  one  to  the  other  quickly  and  without  too  great  an  extent 
of  heating  surface.  This  is  the  problem  to  be  solved  by  boiler 
makers.  There  is  a  plate  of  metal  through  which  the  heat  has  to 
pass.  The  resistance  to  the  heat  passing  seems  to  be  very  greatly 
at  the  two  surfaces.  The  actual  thickness  of  metal  (if  less  than  f -inch 
thick),  and  even  the  nature  of  the  metal  (that  is,  whether  it  is 
copper  or  whether  it  is  iron  or  brass),  do  not  seem  to  matter  very 
much.  If  we  sometimes  object  to  iron  tubes  being  used,  it  is  not 
because  iron  is  a  much  worse  conductor  of  heat  than  copper ;  it  is 
because  the  iron  suffers  more  from  the  flame.  What  makes  a  good 
deal  of  difference  is  this :  gases  and  liquids  give  up  or  take  up  heat 
by  convection.  They  are  really  bad  conductors  of  heat.  The 
student  ought  to  hang  a  red  hot  ball  in  water  near  its  surface,  and 
he  will  find  that  although  the  surface  water  boils,  a  thermometer 
placed  an  inch  below  does  not  show  any  rise  of  temperature.  Watch 
a  flask  of  water  heating  over  a  Bunsen  burner ;  throw  in  some  fine 
solid  particles,  say  of  potato,  to  look  at,  and  note  how  the  hot  water 
rises  and  the  cold  water  replaces  it. 

We  want  the  surfaces  of  the  metal  wall  to  be  scrubbed,  the  one 
with  hot  gases  and  the  other  with  circulating  water,  and  the  student 
who  pays  most  attention  to  simple  experiments  on  convection  is 
most  likely  to  invent  the  best  boiler. 

We  have  much  the  same  problem  in  getting  heat  away  from  the 
steam  in  a  surface  condenser.  Joule,  who  studied  convection,  was 
able  to  condense  100  Ibs.  of  steam  per  hour  per  square  foot  of  surface. 
Practical  engineers  are  happy  if  they  get  one-twentieth  of  Joule's 
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performan.-,-.  H,  let  cold  \\at.-r  in  :i  tul>.-  surround  steam  in  a  con- 
nr  tul.e;  they  Ho\\ed  in  opposite  <liivrt  ions.  I 'pitiably  the  best 
boiler  will  lie  OIK-  in  which  ;i  Maine  or  hot  ga-  tnl>.-  surrounds  or 
is  surrounded  l>y  a  water  tube,  the  gas  and  water  Mowing  fast  in 
opposite  directions. 

In  Vi^.  lOS  I  show  a  vertical  boiler  with  vertical  Field  tubes 
(Fig.  201)  filled  with  water  surrounded  by  flame.  If  these  were 
ordinary  tubes,  the  water  in  them  would  get  red  hot  and  would 
occasionally  burst  out  with  violence,  and  this  would  form  one  of  the 
\vry  worst  possible  contrivances  for  heating  water.  In  truth,  how- 
ever, there  is  an  inner  tub.  ti\« •<!  as  shown  in  Fig.  201,  so  that  hot 
water  rises  in  the  outside  space  and  cold  water  comes  down  the 
central  tul).-.  the  circulation  being  very  rapid.  Till  Thornycroft 
invented  his  boiler,  this  was  the  most  expeditious  contrivance  for 
h rating  water. 

261.  I  have  examined  a  great  number  of  experimental  results 
from  bojli-rs.  Many  of  them  are  troublesome  to  deal  with,  because 
furls  and  states  of  metal  surfaces  differ.  Draught  is  not  always 
specified.  The  student  ought  carefully  to  study  the  following  results. 
Mr.  I>onkin's  book  has  just  bem  published,  in  which  he  describes  all 
thr  experiments  on  boilers  which  a  student  is  likely  to  find  time 
idy.  The  information  in  the  table  on  the  following  page  is  from 
an  older  publication. 

It  will  be  noticed  that  with  all  good  types  of  boiler,  working  at 
their  best,  we  find  that  we  seldom  have  less  than  9£  Ibs.  of  steam 
(Standard)  per  pound  of  fuel  and  seldom  more  than  13,  although  the 
rate  varies  from  !»  ll>s.  of  steam  prr  s.juarr  foot  of  heating  surface  to 
1  | ,  and  the  fuel  per  square  foot  of  grate  varies  from  60  to  8. 

We  have  seen,  Art.  250,  that  the  total  evaporative  power  of  a 
Welsh  coal  may  be  taken  as  I6'47.  In  the  following,  I  know  that 
Mr.  Donkin  rejects  of  this  0'37,  because  of  latent  heat  of  the  hygro- 
scopic and  formed  steam.  I  think  he  has  no  more  right  to  do  this 
than  to  reject  other  losses  of  heat  which  are  absolutely  certain  in  all 
boilers;  however,  let  us  take  16*1.  The  efficiency  75  percent,  in  the 
following  table  means  that  16'1  X  0'75  Ib.  of  Standard  evaporation 
is  produced  per  pound  of  coal. 

Mr.  Donkin  gives  the  following  summary  of  405  boiler  tests 
arranged  in  order  of  merit. 

I  said,  in  Art.  134  that  the  boilers  in  the  London  electric  supply 
station>  produce,  almost  without  exception,  on  an  average,  8J  Ibis,  of 
steam  per  pound  of  coal.  They  may  be  taken  as  steam  of  165  Ibe. 
per  square  inch  from  feed  water  at  100°  F.  It  is  easy  to  show  that 
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this  means  an  average  efficiency  under  very  varying  load,  and  resting 
with  banked  up  fires,  of  61  per  cent. 
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262.  A  Working  Theory.  On  the  whole,  the  following  prin- 
ciples seem  sufficiently  \\vll  established  to  be  worth  the  consideration 
of  men  who  design  boilers. 

In  a  fire-box,  the  grate  area  of  which  is  G  square  feet,  when  F 
Ib.  of  fuel  are  burning  per  hour,  the  evaporation  is  roughly  repre- 
sented by  bG  +  cf,  where  b  and  c  are  greater  as  the  ratio  of  the 
area  of  the  fire-box  surface  above  the  grate  exposed  to  radiation  to 
the  grate  area  is  increased ;  6  and  c  are  diminished  by  admitting 
more  air  per  pound  of  fuel  than  is  necessary.  For  both  these  reasons 
b  and  c  are  greater  in  a  locomotive  than  in  a  Lancashire  boiler. 

A  more  complicated  formula  l  may  easily  be  framed  to  suit  better 

1  I  have  sometimes  used  the  following : — The  evaporation  from  the  fire-box  is 

a/'  of 

When-  1>  i»    '     ,  or  61  is  A  -r45k,  A  being  pounds  of  air  per  pound  of  fuel,  H  being 

the  surface  of  the  fire-box  which  may  receive  heat  by  radiation, /being  fuel  per  hour 
per  square  foot  of  grate,  and  k  Ixnng  radiation  surface  per  square  foot  of  grate. 
ProlwiMy  this  is  a  Ix-tter  formula  in  some  cases,  Ixit  applied  to  the  French 
locomotive  boiler,  Art.  264,  b  is  very  far  from  being  a  constant. 
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the  notions  which  have  been  given  us  by  our  knowledge  of  combus- 
tion, but  we  are  looking  only  for  a  general  formula  which  shall  be 
fairly  correct  within  the  ordinary  limits,  and  which  shall  lend  itself 
to  easy  algebraic  work,  and  this  one  will  do. 

If  the  evaporation  per  pound  of  fuel  when  perfectly  burned  in 
a  coal  tester,  is  a  Ib.  If  a  —  a  represents  the  loss  of  heat  per  pound 
of  fuel,  because  more  than  the  exactly  right  amount  of  air  is  admit- 
ted, and  because  there  is  not  a  sufficiently  large  and  well  arranged 
combustion  chamber ;  because  of  hot  ashes,  &c. ;  the  available  heat 
is  represented  by  a  and  not  a.  Thus,  when  there  is  natural  draught, 
and  especially  when  the  fire  is  thin,  the  fuel  is  not  scrubbed  with 
air  sufficiently,  unless  we  admit  twice  the  absolutely  necessary 
amount ;  we  saw  in  Art.  247  that  much  of  the  value  of  the  fuel  was 
lost.  When  there  is  such  poor  draught  and  such  a  small  combustion 
chamber  that  fths  of  the  hydrocarbons  go  off  unconsumed,  we  saw 
that  much  more  of  the  value  of  the  fuel  is  lost.  In  fact,  we  may 
say,  that  by  bad  or  good  stoking,  bad  or  good  size  of  combustion 
chamber,  bad  or  good  draught,  a  may  be  anything  from  '95  to 
•60  of  a. 

The  total  available  evaporation  is  then  aF,  and  if  we  effect  the 
amount  bG  +  cF  in  the  furnace,  there  remains  aF  —  (bG  +  cF)  or 
(a  —  c)F  —  bG  to  be  dealt  with  in  the  flues.  Now  it  seems  that 
the  efficiency  of  a  flue  may  very  well  be  represented  by 

e  ^  I/ (1 +  /*/*) 

where  I  is  the  average  length  of  the  flues  and  //,  is  proportional  to 
the  hydraulic  mean  depth  of  the  flue  on  the  flame  side,  and  also  to 
the  hydraulic  mean  depth  or  badness  of  circulation  on  the  water 
side.  (See  Chap.  XXXIII.) 

The  hydraulic  mean  depth  on  the  flame  side  of  a  straight  tube 
of  any  kind  of  uniform  section  is  the  area  of  its  section  divided  by 
perimeter  touched  by  the  flame  or  gases.  The  hydraulic  mean 
depth  or  badness  of  circulation  on  the  water  side  is  not  easy  to 
specify  exactly  in  mathematical  language,  but  is  quite  easy  to 
understand ;  it  is  greatly  diminished  by  artificial  stirring.  The 
efficiency  of  a  flue  is  greatly  diminished  by  the  deposition  of  soot 
on  the  gas  side,  or  by  deposition  from  the  water  on  the  other  side, 
and  either  of  these  may  be  said  to  increase  /z.  When  the  flue  is  not 
a  mere  straight  tube,  the  hydraulic  mean  depth  may  be  said  to  be 
diminished  by  all  obstructions  which  are  such  that  the  hot  gases 
are  made  to  impinge  on  heating  surface.  It  is  not  altogether 
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(  .11.  i  ni  I  \  is  ii.  arly  correct  to  say  that  anything  which  in- 
creases friction  in  a  flue  bounded  by  heating  surface,  increases 
efficiency.  A  feed- water  heater  may  either  be  taken  as  increasing  I  or 
diminishing  /i.  The  gases  give  their  heat  to  the  metal  because  they 
are  hotter  than  the  metal,  and  because  they  are  in  turbulent  motion, 
which  continually  replaces  the  cooled  layers  close  to  the  metal  with 
ti.  >h,  hot  stuff.  I  have  worked  out  a  rough  theory  of  how  the  heat 
is  given  up,  and  it  is  given  in  Chap.  XXXIII.  It  suggests  that 
when  fluid  friction  is  quadrupled,  the  rate  of  giving  up  of  heat  is 
doubled. 

We  find  in  Art.  259  that  the  resistance  to  the  passage  of  heat 
tV..iu  gases  to  water  is  usually  about  300  times  as  great  as  the  mere 
t;mce  of  a  copper  tube  f  inch  thick.  I  have  found  by  experi- 
ment that  the  temperature  of  a  cooling  ball  of  stone  close  to  its 
surface  remains  for  a  long  time  very  much  higher  than  the  cold  water 
which  violently  scrubs  the  surface,  and  this  curious  phenomenon 
must  be  greatly  exaggerated  in  the  difference  in  temperature  between 
gases  in  a  flue  and  the  metal  of  the  flue.  Men  who  write  elaborate 
treatises  on  steam  boilers,  will  quote  Isherwood's  experiments,  which 
showed  that  the  heat  passing  through  flues  £,  \,  and  f"  thick  was 
practically  the  same,  so  that  it  did  not  depend  to  any  appreciable 
extent  upon  the  thickness  of  the  metal,  and  yet  they  will  also,  to 
the  contusion  of  a  thoughtful  reader,  dilate  somewhere  else  upon  the 
importance  of  doubling  evaporation  by  halving  the  thickness  of  the 
tubes. 

It  is  usual  to  speak  of  the  heating  surface  S  of  a  boiler,  counting 
as  heating  surface  the  total  surface  of  metal  which  is  touched  by 
the  hot  gases.  In  boilers,  the  evaporation  ranges  from  1^  to  9  Ibs. 
of  steam  per  hour  per  square  foot  of  heating  surface,  and  from 
100  to  1000  Ibs.  per  hour  per  square  foot  of  grate.  T  consider  that 
almost  nothing  has  retarded  improvement  in  boilers  so  much  as 
such  statements  about  area  of  heating  surface.  In  many  ex- 
periments on  multitubular  boilers  when  half  the  tubes  have  been 
closed  up,  the  boiler  was  found  to  be  just  about  as  efficient  as 
befoiv. 

We  cannot  expect  to  have  the  same  efficiency  of  a  flue  for  very 
great  ditV. T« -IKVS  in  the  amounts  of  gas  passing.  If  this  were  so, 
tin-  efficiency  of  a  set  of  tubes  \\miM  depend  only  on  their  length 
ami  diameter,  and  not  on  the  number  of  them.  But  it  is  interest- 
ing to  n«>tir.-  that  within  certain  limits  there  is  no  great  loss  of 
in  plugging  up  half  the  tubes.  Thus,  for  example,  the 
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efficiency  of  the  Wigan  boiler 1  was  tested.  Every  alternate  diagonal 
row  of  tubes  was  plugged  and  the  heating  surface  was  thus  reduced 
by  206  square  feet. 


All  tubes 
open. 

Half  of 

tuiii--^  closed. 

lb.  of  coal  per  sq.  ft.  of  grate  per  hour  . 
Evaporation  per  lb.  of  coal  

25 
12-4 

24 
12-2 

Very  light  smoke,  duration  in  minutes 
per  hour     .           

2-8 

8-0 

So  that  with  about  twice  the  velocity  of  gases  in  a  tube,  we  have 
about  twice  as  much  evaporation  from  the  tube. 

263.  The  subject  is  so  important  that  I  will  describe  here  some 
famous  experiments  made  in  France  upon  a  locomotive  boiler, 
about  twenty  years  ago.  Grate  area  9  square  feet;  125  tubes  148 
inches  long,  1|  inches  inside  diameter.  The  boiler  was  divided  into 
five  sections,  the  tubes  running  through,  but  the  sections  kept 
distinct.  Each  length  of  the  barrel  was  3  feet  long,  there  being  3| 
inches  of  tubes  attached  to  what  is  called  the  fire-box  section. 
The  draught  was  produced  in  the  chimney  by  a  blast  of  steam 
from  another  boiler.  There  seems  to  be  pretty  much  the  same 
evaporative  power  in  1  lb.  of  coke  as  in  1  lb.  of  briquettes,  and 
I  usually  take  it  that  1  lb.  of  fairly  dry  coke  has  a  total  evaporative 
power  of  14  Ibs.  Now,  in  the  experimental  boiler  the  pressure  was 
80  Ibs.  per  square  inch,  the  feed-water  was  probably  at  62°  F. ;  this 
needs  1149  units  per  lb.  as  against  966  units,  which  is  the  standard 
of  evaporation.  That  is,  we  may  take  the  evaporation  of  1  lb.  in 
the  table  as  equivalent  to  1'2  lb.  as  from  and  at  212°  F.  Hence, 
of  the  evaporation  in  the  table,  1  lb.  of  coke  would  produce  a  total 
evaporation  of  11'76  Ibs.  This  is  reduced  because  of  the  moisture  in 
the  coke. 

Also,  neglecting  the  fact  that  possibly  more  than  50  per  cent, 
excess  air  was  admitted,  we  have  probably  18  Ibs.  of  gases  of  specific 
heat  about  0'25  ;  the  most  perfect  flues  cannot  reduce  these  gases  to 
a  lower  temperature  than  320°  F.,  that  of  the  water,  and  so  we  must 
deduct  18  >  260  x  0'25  or  1170  units  of  heat.  This  reduces  the 
total  available  evaporation  to  10'88  lb.  It  is  not  unreasonable  to 

1  The  Steam  Engine,  by  I).  K.  Clark,  in  four  volumes,  p.  114.     I  shall  often  refer 
to  this  book  in  the  following  pages. 
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in.-  tluit  10  j"  r  .-.'lit.  of  the  whole  evaporative  power  or 
1'18  Ib.  is  absent  on  account  of  incomplete  combustion,  because  this 
i.s  t|iiite  iiMial  even  with  good  stoking, and  we  arrive  at  9'7  Ibs. as  the 
probable  total  available  evaporation  of  1  Ib.  of  the  fuel.  My 
students  haxe  tri.nl  an«l  \\v  have  seen  that  whether  we  take  11,  or 
10,  or  !»,  there  is  no  great  diH'erence  in  the  following  deductions. 

Tli.'   ol>>.-rvatioM-  ivdm-rd    to   Kngli>h    units    are   given  in  the 
table.     The  evaporations  are  in  jwunds  per  hour. 


Draught-inches 
of  water. 


1, 

Lj 


Cote  . 


Briquettes 


•7'.' 

1  .17    664  7 
727 -fi 

3-1.-.    7!»:57 

:;'n    HI* 


Bj 


II... 
L530 


1810 


176-2 

i    sen; 


l.y  plugs  at     3'lfi    7!>:»T,    2979 
fire-box  «od.    .T-.M    •  •• 


1981 


964 
1368 
1969 


803 
1138 


lii-JI 
1S71 


4  \:> 

IH-J-, 

1  .".N 

108 

721 

845 


228 
880 
028 
S72 
614 

240 
887 

.->7!l 
774 

191 
806 

44'.) 

680 


»». 

47"s 

5606 

6115 
5786 

8800 

5110 

fl'.tlH. 

7984 


4240 
5619 
8262 


7-59 
7-19 
7-98 
7-71 
7*0 

7-56 
0*8 

7-58 


8-16 

8-45 
0*4 

7-94 

7-88 
8-11 


264.  EXERCISE  1.  Plot  EQ  (the  evaporation  from  the  fire-box) 
and  /•'  ( Ib.  of  fuel)  on  squared  paper,  and  see  if  you  obtain  some  such 
rules  as  these — 

£0  =  700  +  2  F,  Cok.- 

E0  =  700  +  2  4  F,  Briquettes, 

E0  =  700  -f  2-8  F,  Briqn.  tt.  >  with  half  the'tubes  plugged  up. 

\V.   >hall  n<>\v  c«>n>i.|,-r  the  flue  part. 

In  whatever  way  I  hav--  manipulated  tin-  figures  of  these  famous 
tests,  :md  I  have  don.-  thi^in  many  wax  s  at  many  times,  I  have  always 
found  the  fifth  set  for  l>n.|ii.-t t.-s  abnormal,  and  I  think  the  reason 
li.->  in  the  tests  not  having  lasted  long  enough.  As  a  matter  of  fact, 
however,  it  is  evident  that  there  are  no  ili^T.-j.aiiri.-  from  constan--;. 
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in  e4,  the  efficiency  of  the  flues  of  the  next  table,  which  may  not  be  due 
to  errors  of  measurement.  It  is  interesting  to  notice  that  there  was 
actually  a  greater  flue  efficiency  when  half  the  tubes  were  plugged 
up.  I  make  it  out  to  be  '612  when  all  the  tubes  were  open,  and  '655 
when  half  were  plugged  up,  the  mean  being  '634.  •  If  we  reject  the 
fifth  test  with  briquettes,  as  I  have  always  been  greatly  inclined  to 
do,  there  is  even  a  greater  increased  efficiency  due  to  plugging  up 
the  tubes. 

EXERCISE.  If  10  is  the  greatest  possible  evaporation  per  pound 
of  fuel,  10  F  —  EQ  is  the  heat  entering  the  first  section  of  the 
flue ;  10  F  —  EQ  —  El  is  the  heat  entering  the  second  section  of  the 
flue,  and  so  on.  If  we  divide  the  evaporation  in  a  part  of  the  flue  by 
the  heat  entering  it,  we  get  its  efficiency.  I  have  calculated  ev  ez,  e3, 
c4,  the  efficiencies  of  the  four  flue  parts.  Also  I  have  calculated  e1? 
62>  €3»  e4>  where,  for  example,  e3  means  the  efficiency  of  the  first 
three  sections  taken  together,  and  e4,  the  efficiency  of  the  whole  of 
the  flue  part. 

It  is  to  be  noticed  with  briquettes  that,  whether  we  take  the 
boiler  as  a  whole  or  any  portion  of  the  flue  part,  the  efficiency  was 
actually  greater  when  half  the  tubes  were  closed  up.  Notice  that  in 
any  of  the  three  sets,  the  flues,  or  any  section  of  them,  has  about  the 
same  efficiency,  whether  there  is  much  or  little  fuel  being  burnt. 

FLUE  EFFICIENCIES. 


Fuel,  Ib.  per  hour. 

«i 

*2 

ea 

«4 

«i 

«2 

fa 

«4 

r  436-5 

•351 

234 

•162 

•108 

•351 

•502 

•582 

•630 

654-7 

•311 

•215 

•155 

•112 

•311 

•459     '542 

•593 

Coke    .    .   . 

J7275 

i354 

•286 

•226 

•187 

•354 

•539     -642 

•708 

793-7 

•336 

•263 

•205 

•178 

•336 

•510     -610 

•680 

1771-6 

•320 

•256 

•206 

•204 

•320 

•l!t:!     -600 

•680 

Means   . 

•334 

•251 

•191 

•158 

•334 

•501     '595 

•658 

476-2 

•326 

•223 

•154 

•112 

•326 

•476 

•558 

•606 

743-0 

•270 

•198 

•132     -103 

•270 

•418 

•495 

•548 

Briquettes 

923-7 

•311 

•236 

•195     -160 

311 

•475 

•578 

•644 

1025-0 

•255 

•177 

•136     -114 

•255 

•387 

•470 

•531 

978-8 

•368 

•284 

•252     -217 

•368 

•547 

•661 

•731 

Mean     . 

•306 

•224 

•174     -141 

•306 

•461 

•552 

•612 

Mean  of  first  four 

•290 

•208 

•179     -122 

•290 

•439 

•525 

•580 

Briquettes 

r.'iss-n 

•389 

•281 

•210     -163 

•389 

•560 

650 

•708 

Half  the 

610-7 

•281 

•188 

•130     -091 

•281 

•417 

•494 

•539 

tubes  closed  •{  707  '7 

•332 

•247 

•205     -117 

•332 

•495 

•598 

•665 

by  plugs  at 

793-6 

•326 

•254 

•190     -164 

•326 

•4!»7 

•592 

•661 

firebox  end. 

V848-8 

•344 

•266 

•_'-_'_'     -191 

•344 

•519 

•625 

•702 

Means  . 

•334 

•247 

•191 

•145 

•334 

•498 

•592 

•655 

TIIK   EFFICIENCY   01    A    r.oii.u; 

Now  in  the  first  and  second  :'  tests  each  section  consists  of 

125  tul».  -    1  ~  inch  internal  •ii.inn-1  r  long;  taking  dimensions 

in  feet,  the  hydraulic  mean  depth  m  of  a  tube  (and  therefore  of  any 
number  of  tubes)  being  sectional  area  -f-  perimeter,  is  039  feet.  We 
timl  that  the  above  averages  for  briquettes,  .-ill  tin-  tubes  being  in  use, 
satisfy  very  well  the  law  for  flues  made  of  round  tubes 

•87  / 
8  153  m  +  I 

For  coke  with  all  the  tubes,  and  for  briquettes  when  half  the 
tubes  are  closed,  it  is  very  strange  but  we  find  that  the  results  agree 
with  wonderful  exactness  giving  the  rule  — 

1  45  m  +  / 

We  must  then  in  no  case  depend  upon  the  area  of  heating  surface  ; 
but  we  take  it  that  without  great  error  we  may  assume  that  there  is 
much  the  same  fraction  of  their  total  heat  taken  from  the  gases  by  a 
flue,  however  quickly  they  run  through,  and  that  the  efficiency  of  the 
flues  is  — 


where  /  is  the  length  of  a  tube  and  m  its  hydraulic  mean  depth  or  J 
of  its  diameter,  and  A  is  a  constant,  which  is  less  as  the  circulation  of 
water  is  better.  We  may  in  general  take  A  to  be  150  with  the  sort 
of  circulation  of  water  common  in  locomotives. 

265.  Of  the  total  evaporative  power  aF,  the  furnace  takes  the 
amount  bO  +  cF;  and  the  amount  aF  —  (bG  +  cF)  enters  the  flues. 
The  total  evaporation  W  is  therefore  made  up  of 

bG  +  cF.iwde  i(a-c)  F  -bG.  \ 

We  take  a  equal  to  about  0'9  of  the  real  evaporative  power  of  the 
fuel  after  we  have  subtracted  the  energy  which  the  gases  would  still 
hav.-  if  they  were  reduced  to  tin-  temperature  of  the  water  in  the 
boiler.  Also  we  must  have  deducted  something  for  want  of  perfect 
combustion.  Kven  if  then-  is  absolutely  no  smoke  there  is  probably 
10  per  cent,  to  deduct  ;  black  smoke  means  a  reduction  by  another  1  7 
per  cent.  Thus  a  will  depend  upon  the  character  of  the  fuel,  size  of 
combustion  chamber,  &c.  ''and  ••  depend  upon  the  area  exposed  to 
•  >f  grate,  and  to  a  small  extent  on  the  character 
of  the  fuel,  and  the  amount  of  air  admitted.  It  is  to  be  noticed  that 

F    F 
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when  the  size  of  grate  is  altered  without  altering  anything  else,  we 
really  alter  the  values  of  b  and  c,  and  to  some  extent  a  also,  because  we 
increase  radiation  surface  and  volume  of  combustion  chamber  per 
square  foot  of  grate.  We  have  arrived  at  the  result 


(2) 


If  now  If  km  be  called  \,  a  term  proportional  to  the  length  divided  by 
diameter  of  tubes  and  greater  as  there  is  better  circulation  of  water, 

' 


I  shall  usually  write  this 

W=AG+BF     ......     (4) 

Where  A  and  B  are  constants  of  much  the  same  value  in  good 
•specimens  of  any  class  of  boiler. 

Or  I  may  use  w  for  W/F,  the  evaporation  per  pound  of  fuel,  and  / 
for  F/G,  the  fuel  per  square  foot  of  grate,  and  so  have 

lv=4r+B  .     .     .....     (5) 

When  there  is  as  good  circulation  on  the  water  side  as  in  a  loco- 
motive boiler  in  motion  (the  motion  helps  circulation),  we  may  take 
A,  as  the  length  of  one  of  the  tubes  divided  by  forty  times  its 
diameter.1 

266.  My  roughly  correct  speculations  are  such  as  befit  the 
subject.  They  have  led  to  an  expression,  (3)  or  (6),  of  some  value. 
Those  who  only  use  boilers  will  probably  be  satisfied  with  the 
expression 

W=AG+BF 

W  being  total  evaporation  as  from  and  at  212°  F.,  and  G  =  area  of 
grate  in  square  feet,  F  =  Ib.  of  fuel  per  hour,  and  A  and  B  are 
nearly  constant  for  a  particular  boiler.  If  the  boiler  has  very  long 

1  We  ought  to  use  the  formula  of  the  note,  page  427,  in  any  case  where  we  know 
that  the  air  supplied  per  pound  of  fuel  is  constant.     Instead  of  (3)  above  we  have 


1+A 


1  +  cF 
This  may  be  written  W=aF—  -p^,  where  c  is  a  constant  whose   value  is  b/(l  +  A). 


In  using  (3)  or  (6)  it  is  to  be  remembered  that  b  is  nearly  of  the  value  A/45H  (see 
note,  page  427)  and  A  is  length  of  a  tube  divided  by  about  40  times  its  diameter. 
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narrow  flu.-s  the  term  A  is  Mnall  :  fur  example,  in  the  French 
locomotive  boiler  of  Art  ud  that 

ir  ,  B  !/•' 

satisfies  all  the  observations  better  than  any  other  simp  If  formula; 
furthermore,  I  Mini  that  whether  coke  was  used  or  briquettes,  and 
whether  or  not  half  the  tulu-s  were  closed  we  have  much  the  same 
law  ;  the  errors  in  assuming  tlii>*  law  to  be  true  are  very  much  of  the 
same  order  as  the  discrepancies  in  the  actual  measurements  that  were 
made. 

Again  in  the  experiments  made  with  the  famous  Newcastle 
marine  boiler  in  1857,  the  grate  was  altered  from  22  square  feet 
to  15i  square  feet,  and  the  firing  from  3J  cwt.  on  the  larger  grate  to 
5'18  on  the  smaller.  The  heating  surface  was  749  square  feet  of 
furnace  and  flues,  together  with  a  feed-water  heater  of  320  square 
feet.  There  was  nearly  perfect  combustion.  The  results  when  using 
the  feed-  water  heater  agree  with 


When  not  using  the  feed-water  heater  the  results  (not  over  so  great 
a  range)  agree  with 

FF-  700+7-48* 

This  is  the  way  in  which  we  expect  poorer  efficiency  of  flues  to  affect 
the  formula;  diminishing  B  and  increasing  A. 

In  Mr.  I-herwood's  experiments  described  in  Mr.  D.  K.  Clark's 
book  the  curious  results  obtained  are  easily  explainable  if  one 
remembers  the  significance  of  the  various  terms  of  (3)  or  (6).  For 
example,  how  when  we  diminish  grate  area,  we  really  increase  radi- 
ation surface  and  combustion  chamber  volume  per  square  foot  of 
grate.  In  his  first  series  \vh.-ro  f/=10'8,  and  the  heating  surface  S 
was  150'3,  his  results  satisfy 


Mr.  Nh'-r\vood.  like  many  other  prop!.-,  n-.ti.-.-d  tin-  uncertainty 
the  effect  of  X  \V«  know  now  that  it  is  length  of  flue  divided  by 
hydraulic  mean  depth  and  circulation  of  water  that  are  important 
and  not  S.  Readers  of  Mr.  (  'lark's  hook  about  this  place  will  notice 
in  the  trials  of  feed-heaters  (table,  page  283)  how  they  may  produce 
an  increase  of  efficiency  of  as  much  as  15*7  per  cent.  In  practice  it 
i>  t'mm  15  to  20  per  cent.,  but  this  would  probably  not  be  so  great  if 
machine  stoking  and  automatic  regulation  of  the  draught  were 
i  m  ployed.  Clean  tubes  give  about  6  per  cent,  more  efficiency  than 
dirty  tubes. 

r  wl 
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At  page  299  of  Mr.  Clark's  book  we  may  notice  what  a  great 
amount  of  nnconsumed  gas  escapes  even  in  the  best  hand  stoking 
trials,  and  in  page  300  that  the  supply  of  air  which  gave  the  best 
results  with  careful  stoking  of  a  French  boiler  was  only  about  33  per 
cent,  in  excess  of  what  was  absolutely  necessary. 

The  table  of  page  302  (Clark)  is  worth  study,  it  shows  61  per  cent, 
of  the  total  heat  going  into  the  water,  the  unconsumed  gases  taking 
5'5  per  cent. ;  clinker  and  ash  l-5  per  cent. ;  heat  in  gases  taking  off 
5'5  per  cent. ;  smoke  and  carbon  0'5  per  cent.  The  hygrometric  and 
formed  water  took  2'5  per  cent.,  and  the  heat  carried  off  by  the  brick 
work  was  23  5  per  cent,  of  the  whole.  These  numbers  ought  to  be 
compared  with  those  of  the  table,  Art  261. 

It  is  worth  while  considering  the  trial  at  page  308  of  Mr.  Clark's 
book  of  what  is  now  an  out-of-date  boiler — a  locomotive  boiler  once 
used  by  Thornycroft  in  torpedo  boats.  There  is  neither  sufficient 
radiation  surface  nor  combustion  chamber  space  above  the  grate. 
The  gauge  pressure  was  117  Ibs.  per  square  inch,  feed  55°  F. 


Air  pressure  in  stokehole  (inches)   

-2 

3 

4 

6 

F—  coal  per  hour  (Ibs.)  .           .    .               .    . 

925 

1177 

1472 

1815 

/=     ,,            ,,       per  square  foot  grate     .... 
\Y  —  steam  per  hour  (Ibs.)      

49 

6530 

62 

7770 

78 
9320 

96 
10840 

w  =  evaporation  units  per  pound  of  coal    .... 

8-31 

7-81 

7-45 

7-03 

Here  it  will  be  found  that 


199 

w=~  +  5-86 


or  W 

267.  The  average  results  of  experiments  from  the  best  boilers  of 
the  following  types  are  pretty  much  the  same.  Assuming  that  there 
is  proper  provision  for  mixing  air  with  the  gases  at  a  high  enough 
temperature  ;  that  the  provision  for  draught  is  more  than  is  actually 
needed,  so  that  the  stoker  has  perfect  control  of  it  (a  condition 
which  is  far  too  often  neglected) ;  then  the  fuel  being  any  kind  of 
good  coal,  either  Welsh  (whose  superiority  really  consists  in  behaving 
well  even  when  the  stoking  is  bad  and  giving  little  trouble),  or  New- 
castle, or  Lancashire,  or  Derbyshire,  or  a  mixture  of  Welsh  with  any 
of  these,  we  find 

»-4+a« 


if  w  is  the  evaporation  in  pounds  of  water  as  from  and  at  212°  F. 
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per  pound  of  coal.    /  is  the  fuel  per  hour  per  square  foot  of  grate. 
The  values  of  A  are  as  follows : 


A 

limit*  of/. 

Lancashire  with  Galloway  tubes,  French 
or  other  good  stationary  boilero,  with 
feed-water  heaters  

36 

30  and  8 

Marine  cylindric  with  return  tubes    .    . 
Railway  locomotive    

54 
U0 

40  and  12 
140  and  30 

Water  tube  

45 

100  and  10 

268.  I  liav.-  long  used  another  empirical  formula,  which  is 
o<>m.-niriit.     W  is  the  total  evaporation  per  hour  as  from  and  at 
212"  F.    Fis  fuel  per  hour,  G  is  grate  area,  X  is  length-  of  flue  divided 
by  its  hydraulic  mean  depth,     a,  b,  and  c  are  constants,     a  is  about 
13£  for   any  good    Welsh    coal,   or   indeed   any   other  bituminous 
coal,  if  the  stoking  is  good  ;  but  if  the  stoking  is  not  very  good,  we 
may  still  use  13i  for  Welsh,  but  smaller  values  for  other  coals,    b  is 
a  number  which  is  less  as  there  is  a  better  arrangement  for  water 
circulation  ;  c  is  a  number  which  is  less  as  there  is  more  surface 
to  receive  radiation  in  the  fire-box. 

=  i+^yx+<^''/ 

My  students  have  obtained  values  of  b  and  e  for  many  types  of  boiler. 
On  the  whole,  perhaps,  the  extra  complication  is  not  atoned  for  by 
so  much  greater  accuracy  but  what  it  is  better  to  keep  to  the  simpler 
form. 

269.  New  Type  of  Boiler.    Fig.  234  is  a  diagrammatic  sketch 
of  a  boiler  made  really  to  enable  my  students  to  keep  our  theory  in 
iiiiiiil.     KV»T  since  it  was  first  drawn  some  years  ago  I  have  seen  that 
structural  .-ilterations  are  necessary — but  these  would  suggest  them- 
selves to  a  practical  engineer ;  for  example,  dust  from  the  fire  ought 
to  be  allowed  to  settle  in  such  a  way  as  to  allow  of  frequent  re- 
moval, so  that  the  passage  from  F  ought  to  be  above  and  the  flow 
of  hot  gases  through  the  tubes  be  a  downward  flow.  There  is  no  giving 
up  of  heat  by  gases  until  after  combustion  is  complete.    B  is  a  fire- 
brii-k  furnace  strongly  cased.  Coal  is  fed  in,  jn.  t.  nibly  automatically, 
at  Al  \  the  whole  space  C  is  filled  with  fuel,  which  is  white  hot  atCj ; 

ishesare  raked  tr«>in  J2.  Air  is  surk<-<l  in  at  Aland  at  Ar  and  it 
is  easy  to  see  that  the  combustion  may  be  perfect  in  the  chamber  F 
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from  which  the  flame  passes  through  the  tubes  T  to  the  uptake  U. 
The  draught  may  be  produced  in  U,  or  preferably  by  a  fan  driving  air 
in  at  Al  and  Az.  The  draught  required  is  very  great,  as  the  copper 
tubes  T  are  only  about  £  inch  in  diameter.  These  tubes  are  packed 
(not  quite  touching)  in  a  cylindric  vessel  D,  the  spaces  between  them 
being  filled  with  water,  which  is  kept  in  rapid  circulation  by  the 


FIG.  234. 


injector  J,  although  a  pump  may  be  used  instead,  to  drive  water 
from  the  upper  ring  pipe  W  to  the  lower  one  by  P  and  back  again 
by  the  tubes.  I  think  it  a  mistake  to  have  the  water  circulating 
often  ;  it  ought  to  scrub  the  tubes  so  much  in  passing  once  through 
D  as  to  become  all  steam  in  the  upper  .part  of  D,  or  rather  in  the 
ring  pipe  WS,  which  communicates  with  the  steam  pipe  S.  There 
are  a  number  of  cases,  D,  any  one  of  which  is  easily  detachable  and 
the  tubes  are  frequently  cleaned  inside  and  out.  Instead  of  cylindric 
cases,  D,  every  flue  tube  may  be  concentric  with  a  water  tube,  and 
it  is  easy  to  make  them  detachable  in  large  or  small  groups  for 
cleaning  purposes. 


CHAPTER  XXVII 

GAS  AND  OIL   EX«:i\l  - 

27O.  AIR  would  be  almost  the  best  stuff  to  use  in  a  heat  engine 
only  that  it  is  so  difficult  to  give  it  heat  and  to  take  heat  from  it  as 
suggested  by  the  Carnot  and  other  cycles.  This  difficulty  has 
caused  the  want  of  success  of  all  the  ingenious  air  engines  which 
were  invented  50  years  ago,  except  perhaps  for  very  small  powers. 
Gas  and  oil  engines  may  be  looked  upon  as  air  engines  in  which  the 
difficulty  has  been  got  over ;  it  is  possible  to  give  to  a  mass  of  air  (or 
rather  a  mixture  which  is  mainly  air)  in  a  cylinder,  so  much  heat  as 
to  make  it  white  hot  in  so  short  a  time  as  T ^  to  ^  part  of  a  second. 
We  let  the  stuff  escape  with  a  great  deal  of  heat  instead  of  trying  to 
extract  the  heat  again,  because  we  need  not  use  the  same  air  over 
and  over  again,  and  hence  we  have  a  practical  form  of  air  engine 
which  fulfils  all  the  fine  predictions  made  about  it  50  years  ago.  We 
saw  in  Art.  189  that  the  usual  coal  gas  mixture  contracts  3  per  cent, 
on  combustion,  the  Dowson  gas  mixture  5  per  cent.,  and  oil  engine 
mixtures  3  per  cent.  The  richer  the  mixture  the  less  the  contraction. 
\V.  liavi-  seen  in  Art.  •J4.">.  how  much  air  is  needed  for  the  complete 
i -i  >i  u  l>i  ist  ion  of  a  cubic  foot  of  coal  gas  or  Dowson  gas  or  fora  quantity  of 
oil.  The  violence  of  the  explosion,  that  is,  the  rapidity  of  the  com- 
bustion, is  U-ss  and  l«->s  as  \vt«  depart  from  the  exactly  right  propor- 
tions of  air  and  gas,  and  it  has  up  to  the  present  time  been  found 
•  nirnt  for  this  and  other  reasons  to  admit  from  100  to  50  JMT 
cent,  more  air  which  IVoin  one  point  of  \i.  \\  means  a  loss  of  energy. 
\\.  ODSldered  in  Art.  189  the  usual  mixture,  before  and  after  combus- 
tion, aid  \\v  t.>nnil  that  th<  specific  heats  and  their  ratio  were  not 
greatly  altered.  Thi>  is  mainly  due  to  the  great  quantity  of  nitrogen 
present  ami  in-l- .  <l  <>f  im-rt  gases  generally.  There  is  more  difference 
\\h>  :  '  'I,  but  in  all  cased  we  may  take  it  that  for 
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rough  calculations  which  are  indeed  all  that  we  can  make,  the  stuff 
behaves  just  as  if  it  were  a  perfect  gas  which  itself  undergoes  no 
chemical  change,  which  has  no  energy  more  than  its  pressure,  volume, 
and  temperature  tell  us  of,  and  which  receives  its  heat  from  some 
other  source  than  itself.  In  fact  we  may  regard  the  stuff  as  if  it 
were  air,  only  that  its  specific  heat  ratio  7  is  T37.  This  is  the 
number  which  we  use,  in  default  of  a  better,  in  all  gas  and  oil 
engine  calculations.  We  may  have  doubt  as  to  whether  combustion 
is  or  is  not  complete  at  any  point  in  the  indicator 'diagram,  but  we 
are  in  no  doubt  of  our  power  to  calculate  temperature  on  the 
assumption  of  behaviour  as  a  perfect  gas. 

The  student  is  recommended  to  read  carefully  Mr.  Dugald  Clerk's 
book  on  gas  and  oil  engines.  I  know  of  nobody  so  capable  who  has 
given  as  much  thought  to  the  whole  subject.  He  measured  carefully  the 
rise  of  pressure  with  time,  in  a  closed  vessel  containing  various  mixtures 
of  explosive  gases,  which  were,  however,  giving  up  heat  to  the  vessel 
all  the  time.  His  curves  are  well  worth  study,  although  there 
was  no  compression  before  explosion.  The  most  important  result 
known  to  me  derivable  from  his  experiments  is  this  and  it  agrees 
with  the  results  of  Him,  Bunsen  and  several  others  :  only  about  50 
to  60  per  cent,  of  the  heat  energy  of  the  stuff  seems  ever  to  he  developed 
in  the  eoeplosion.  This  is  probably  due  to  dissociation,  but  if  anybody 
thinks  that  he  has  explained  the  matter  by  calling  it  by  this  name  he 
will  be  undeceived  if  he  examines  the  following  figures. 

271.  Mixtures  of  air  and  Oldham  gas  exploded. 
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I  find  that  Mr.  Clerk's  results  are  fairly  well  represented  by 
highest  gauge  pressure  p  =  136  —  6'57  x,  if  x  is  the  volume  of 
air  per  cubic  foot  of  gas ;  and  hence  as  the  available  heat  in  a  given 
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volume   is  inversely    proportional  to    1  -f  x,  the   indicated  heat  is 

proportional'  ~>7  x)  (I  +  x\  Thi-*  is  :i  maximum  when 

x  —  8'85.  Hut  I..  =  7  ami  x  =  11  I  find  only  a  difference 

of  about  '2  per  c.  nt  from  a  in. sin  value. 

Whrii  In  -at  is  given  to  a  gas  at  constant  volume  the  amount  of 
hi-at  i-  pi» port ioiial  to  th«-  chant;.-  of  pre»ure.  In  the  present  case 
therefore  it  i>  proportion*]  to  tin-  highest  gauge  pr.-Mire  (neglecting 
the  small  ditV. -r>  n. •.  -  in  >p.-eitic  heat).  Hence,  what  I  call  indicated 
heat,  is  the  ratio  ..f  the  highest  gauge  pressure  to  what  it  would  be  if 
all  the  heat  were  indicated. 

I  have  no  doubt  that  dissociation  is  the  explanation,  but  why 
sh«uld  we  alv  about  the  same  amount  of  dissociation  at  such 

ditYeivnt  preOBOrea  and  temperatures?  It  is  not  explainable  by  loss 
of  heat  to  the  cold  vessel.  Buns, -n  used  a  very  small  vessel,  a  few  cubic 
centimetres  cajiacity  ;  Merlin  -lot  used  a  vessel  4000  cubic  centimetres 
capacity,  and  they  found  much  the  same  results  with  mixtures  of 
hydrogen  and  oxygen.  Clerk  asserts  that  he  has  obtained  practically 
the  same  result  with  mixtures  of  coal  gas  and  air  compressed  before 
ignition.  Twice  the  jires.su re  before  (and  therefore  twice  the  heat 
available)  gives  twice  the  pressure  after  explosion  for  the  same  kind 
«>f  mixture,  so  that  we  still  have  only  from  50  to  60  per  cent,  of  the 
heat  developed.  These  results  are  in  agreement  with  what  we  find 
in  ( Jas  Kngine  Indicator  diagrams.  The  calorific  power  of  gas  is  always 
measured  \>\  reducing  the  products  to  the  temperature  of  the  room, 
ami  it  may  be  that  we  never  do  get  this  heat  developed  unless 
\\.  reduce  the  products  to  a  temperature  less  than  that  of  these 
exjdosion  experiments.  The  latent  heat  of  the  steam  formed  is  one 
part  which  mnst  always  be  wanting,  and  it  may  be  true,  albeit  not 
quite  easy  for  an  electrician  or  a  chemist  to  believe,  that  there  is 
considerable  dissociation  at  even  the  lowest  of  the  explosion  tempera- 
tun-  tri.d.  But  why  should  the  unindicated  energy  always  be  of 
about  the  same  fractional  amount  ?  I  see  no  solution  of  the  difficulty. 

It   hasbo'-n  >hown  that,  starting  ignition  with  a  small  spark,  the 

time  of  ignition  increases  as  the  volume  of  the  vessel  is  larger — but 

liy   mechanical  disturbance    or  artificial   jtrojection  of  a   fiame,  the 

•  >n   may  be  made  almost  as  rapid  as  we  please  even  in  weak 

mixtures  and  large  vessels. 

There  is  still  much  to  be  done,  but  it  is  fairly  well  proved  that  we 
may  look  upon  such  calculations  as  those  of  Art.  I'sT  as  giving  us 
really  the  efficiency  of  the  gas  engine  of  any  of  the  types  there 
mentioned  if  we  assume  that  only  60  per  cent  of  the  heat  of 
combustion  is  really  given  to  the  working  stuff  as  heat 
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I  am  sorry  to  say  that  the  only  other  set  of  published  experiments 
on  the  explosion  of  mixtures  of  coal  gas  and  air  in  an  iron  vessel  gave 
much  smaller  pressures  than  those  of  Mr.  Clerk.  From  these 
experiments  I  make  out  the  formulae  : — 

p  =  1047  -  5-71  x 
p  =  83-3  -  3-2  of 

Where  p  is  the  highest  gauge  pressure  in  pounds  per  square  inch  ; 
x  is  the  volume  of  air  added  to  one  cubic  foot  of  gas ;  x'  is  the  volume 
of  air  together  with  products  of  previous  combustions  added  to  one 
cubic  foot  of  coal  gas  before  ignition.  It  is  tolerably  certain  that  this 
result  cannot  be  more  than  roughly  true  for  other  sizes  of  vessel 
than  the  one  employed,  and  that  we  have  no  right  to  use  it  for  any 
case  in  which  the  pressure  is  that  of  several  atmospheres  before 
ignition.  If  we  treat  the  first  of  these  results  of  Mr.  Grover's  as 
we  treated  that  of  Mr.  Clerk  we  find  that  the  most  heat  will  be 
indicated  when  x  =  9'65. 

Mr.  Grover's  most  interesting  result  is  that  better  effects  are 
obtained  when  some  of  the  extra  air  is  replaced  by  the  products  of 
previous  combustions.  It  will  be  interesting  to  know  what  effects 
he  obtains  when  he  uses  high  initial  pressures,  for  his  results  so 
far  are  in  disagreement  with  our  gas  engine  experiences.  The 
common  practice  of  having  nearly  as  great  a  volume  of  old 
products  as  of  excess  air,  (it  is  difficult  to  say  exactly  what  the 
proportions  were  or  are,  since  actual  measurements  of  air  admitted 
are  almost  never  made)  is  giving  place  to  the  use  of  a  scavenging 
action  which  is  greatly  reducing  the  quantity  of  old  products  before 
ignition.  Scavenging  has  undoubtedly  produced  good  results ; 
this  may  not  be  so  much  due  to  its  replacing  the  old  products 
because  they  contain  carbon  dioxide,  but  rather  because  they  are  too 
hot  and  more  actual  weight  of  stuff  is  wanted.  Possibly  also  lower 
temperatures  may  conduce  to  better  combustion. 

THE  GAS  ENGINE. 

272.  The  Lenoir  Engine  of  1860  was  not  unlike  an  ordinary 
small  horizontal  steam  engine.  The  half-horse  power  specimen  in 
the  South  Kensington  Museum  has  a  cylinder  5J  inches  in  diameter, 
crank  4^  inches.  The  cylinder  had  a  water  jacket  to  keep  it  cool 
and  an  enormous  amount  of  oil  was  needed  for  lubrication. 
Alternately  at  each  end  of  the  cylinder  a  mixture  of  gas  and  air  was 
drawn  in  by  the  piston  for  about  half  the  stroke,  and  when  the 
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admission  valve  closed,  was  ignited  by  an  electric  spark.  The  diagram, 
Fig.  235,  showing  three  explosions  (AB  is  the  atmospheric  line)  has 
a  highest  JMV--IIIV  of  48  Ibs.  per  square  inch.  The  consumption  was 
about  95  cubic  feet  of  coal  gas  per  hour  per  indicated  horse-power. 
When  the  s|». -ed  incn  ;i>.  .1,  the  governor  acted  by  increasing  the 
proportion  <>l'  air  from  ti  volumes  to  12  per  cubic  foot  of  gas.  The  air 
and  gas  \\viv  admitted  by  two  slide  valves  worked  by  two  eccentrics. 
The  Hugon  Engine  dirt. T. •<!  from  the  Lenoir  only  in  having  better 
mechanical  construction  ;  ignition  was  by  a  flame  instead  of  the  badly 


Km.  235.— LENOIR  DIAGRAMS. 
Cylinder  8  inches,  diameter  \<\  inch  stroke. 

arranged  electric  spark.  The  consumption  of  gas  was  reduced  to  85 
cubic  feet  per  hour  per  indicated  horse-power. 

Much  the  same  principle  was  employed  in  the  Bischoff  engine 
and  indeed  Fig.  236  fairly  well  represents  the  sort  of  diagram 
obtained  from  any  of  the  three. 

An  enormous  improvement  was  effected  in  the  use  of  the  Otto 
and  Langen  five  piston  vertical  cylinder  engine.  In  this  the  charge 


::<«.  — Hr<K>N  DIAOHAMS. 
i>-r  8  Inchon,  diameter  10  inch  struke.    76  revs,  per  minute.    Scale  1  inch  to  M  11*. 

came  in  below  tin-  slightly  raised  heavy  piston  and  was  ignited.  The 
piston  rose  freely,  being  temporarily  disconnected  from  all  gearing; 
rose  like  a  projectile,  giving  the  most  favourable  conditions  possible 
for  good  efficiency  l»y  rapid  expansion.  Indeed,  less  on  account  of  the 
water  jacket  than  of  this  rapid  expansion  the  pressure  became 
considerably  le>s  than  that  of  the  atmosphere.  Students  who  have 
worked  exen-is.-s  m\  tin-  Bull  engine,  Fig.  21,  will  understand 
the  m.iu.  r.  The  piston  began  to  fall, acted  on  by  its  own  weight  and 
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by  some  outside  pressure  due  to  the  atmosphere,  and  in  beginning  to 
tiill  l.riain,-  geared  to  a  shaft  which  therefore  now  received 
mechanical  energy.  I  am  astonished  that  the  gas  per  hour  per  brake 
horse-power  was  not  even  lower  than  the  44  cubic  feet  actually  found 
by  experiment,  because  there  was  coolness  before  ignition  and 


Fia.  237.— BISCHOFF  DIAGRAMS. 
Cylinder  8}  Inch  diameter,  11 J  inch  stroke.    112  revs,  per  minute.    Scale  1  inch  to  86  Ibe. 

therefore  probably  good  combustion  with  plenty  of  time  for  it,  and 
these  were  combined  with  rapid  and  large  expansion. 

Many  thousands  of  these  engines  were  in  use.  Their  noise  enabled 
the  less  noisy  '  silent '  Otto  Engine  to  be  rapidly  introduced. 

In  spite  of  these  favourable  conditions,  a  careful  examination  of 
the  diagram  shows,  and  especially  when  the  more  dilute  mixtures 
were  used,  that  there  must  have  been  combustion  going  on  to  the  end 


Fin.  238.— OTTO  AND  LANOEN  DIAGRAM. 

Cylinder  12J  inch  diameter;  observed  stroke  40J  inches;  28  explosions  per  minute.    Scale  1  inch  to 

36  Ibs.  per  square  inch. 

of  the  stroke.  We  need  not  say  that  this  is  altogether  due  to 
dissociation.  Ignition  goes  on  more  slowly  in  a  more  dilute  mixture  at 
a  lower  pressure.  Possibly  a  less  rapid  starting  of  the  piston,  the  use  of 
a  heavier  piston,  would  have  increased  the  efficiency.  I  am  told  that 
the  consumption  in  some  of  the  larger  forms  of  these  engines  was  as 
low  as  30  cubic  feet  of  gas  per  hour  per  indicated  horse-power.  In  the 
Brayton  Engine,  the  mixture  of  gas  and  air  was  compressed  to  75 
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or  95  \bs.  per  square  inch  absolute,  and  ignited  as  it  passed  into  the 
working  cylinder  through  a  metal  grating.  Combustion  occurred  at 
nearly  conMant  pressure;  there  were  cut  off,  expansion,  release  and  fresh 
admission,  just  as  in  a  steam  engine.  An  •1141110  of  4  brake  or  5 
indicated  horse-power  seemed  to  consume  about  280  cubic  feet  of  gas 
per  hour. 

The  first  good  oil  engine  was  a  Brayton  gas  engine  using  oil, 
pumped  in  and  burning  with  the  compressed  air  just  like  the  gas.  It 
was  wonderfully  steady  and  to  be  relied  upon  for  not  getting  out  of 
order.  It  consumed  about  2  Ibs.  of  oil  per  hoiir  per  indicated  horse- 
power. The  ^Imon  gas  engine  was  a  modified  Brayton  engine. 

The  Otto  engine 1  has  four  operations  in  one  cycle  of  two 
revolutions.  It  looks  much  like  a  single  acting  steam  engine  with 


Pro.  880. 

trunk  piston,  with  sturdier  frame  and  parts  than  usual.  Cold  water 
is  kept  circulating  through  the  cylinder  water  jacket  WJ.  The 
volume  of  the  clearance  space  has  gradually  been  diminished  from 
two-fifths  of  the  volume  when  greatest,  to  one  seventh.  I  use  with 
students  the  large  lecture  model  fig.  239,  which  has  the  old  slide 
nirthod  of  regulation  now  discarded ;  discarded  because  of  the  greater 
pressures  used  now.  The  exhaust  (conical  seat)  valve  E  is  closed  by 
a  spring  and  is  opened  by  the  !•  \cr  L  worked  by  the  cam  T  on  the  shaft 
S  whi«-li  makes  one  turn  for  every  two  of  the  engine.  A  crank  D  on 
this  sliaft  ^ives  a  reciprocating  motion  to  the  slide  S.  The  flame  /'  is 
used  for  ignition.  When  tlu-  slide  is  properly  placed,  the  passage  B 

'   Dr.  Otto   in   1876  ma«le  the  engine,  patented  by  Be*u  d«  Rochaa  in  IWtt,  a 
practical  success,  and  so  it  is  always  called  the  Otto  engine. 
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allows  air  to  be  sucked  from  A  and  gas  from  G  in  proper  propor- 
tions into  the  cylinder,  and  they  mix  with  the  products  of  previous 
combustions  left  in  the  clearance  space.  The  usual  mixture  is 
1  of  coal  gas  to  about  11  of  air  and  products. 

This  goes  on  during  the  whole  forward  motion  of  the  piston.  In 
the  back  stroke  the  mixture  is  compressed  sometimes  to  more  than 
100  Ibs.  per  sq.  inch.  It  is  interesting  to  note  on  the  model  how 
the  small  chamber  is  filled  with  gas,  and  coming  opposite  the 
flame  F  is  ignited,  and  how  this  chamber  full  of  ignited  gas  comes 
opposite  the  cylinder  passage  just  before  the  dead  point  position. 
There  was  a  certain  amount  of  complication  in  the  way  in  which  it 
communicated  with  the  passage  especially  in  large  engines,  so  that 
ignition  might  really  be  effective;  and  it  is  one  of  the  most 
interesting  things  in  connection  with  gas  and  oil  engines,  that 
although  the  ignition  chamber  might  and  often  did  communicate 
with  the  explosive  mixture  before  the  end  of  the  stroke,  yet  ignition 
did  not  really  occur' until  the  end  of  the  stroke.  The  piston  moves 
slowly  near  the  ends  of  its  stroke  and  this  conduces  to  effective 
ignition.  Ignition  occurs  with  remarkable  rapidity,  the  pressure 
rising  100  Ibs.  per  sq.  inch  (usually  accounting  for  about  half 
the  total  heat  of  the  gas  supplied),  and  as  the  piston  moves 
forward  the  stuff  expands,  and  the  pressure  falls.  Before  the  end 
of  the  forward  stroke  the  exhaust  valve  opens,  the  stuff  rushes 
away  through  an  exhaust  chamber  and  the  exhaust  pipe.  At  the 
end  of  the  back  stroke,  products  remain  in  the  clearance  space,  and 
one  cycle  is  complete.  The  usual  governor  closes  the  gas  supply 
when  the  speed  is  too  great,  so  that  an  explosion  is  missed.  There 
is  another  kind  of  governor  which  throttles  the  gas  supply  so  that 
there  is  some  kind  of  mixture  exploded,  rich  or  poor  in  gas,  every 
cycle.  There  are  some  curious  kinds  of  governor  in  use,  but  the 
ordinary  centrifugal  form  is  as  good  as  any.  The  engine  is  started 
by  lighting  the  gas  jet  F,  turning  on  the  gas  supply,  and  giving 
a  few  turns  by  hand  to  the  fly  wheel  until  an  explosion  occurs.  In 
large  engines  a  second  cam  keeps  the  exhaust  open  for  part  of  the 
compression  stroke  during  the  starting  of  the  engine.  About  half 
the  total  heat  energy  was  usually  carried  away  by  the  water  of  the 
jacket ;  about  30  per  cent,  went  off  in  the  exhaust  and  about  16  per 
cent,  was  accounted  for  by  the  indicator  work.  The  exhaust  gases 
were  at  about  400°  to  450°  C. 

In  the  diagram,  Fig.  240,  D  is  the  drawing  in,  Cis  the  compression, 
/  is  the  ignition,  E  the  expansion,  EA  is  the  exhaust.  The  use  of  a 
planimeter  is  the  easiest  way  of  getting  the  true  area  of  the  diagram, 
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it  is  not  difficult  to  recollect  what  are  positive  and  what 
are  negative  brt-ailths.  After  a  missed  explosion,  the  ignitimi 
pressure  is  usually  higher,  because  the  passages  are  cooler,  and, 
th.Tffore,  a  greater  weight  of  gas  enters;  also  the  clearance  space 
ha-  air  in  it  ratlu-r  than  products  to  mix  with  the  new  charge.  In 
1^1.  an  rii^iiii'  giving  9  brake  horse-power  and  11*5  indicated, 
us.  .1  250  cubic  feet  of  Glasgow  gas  per  hour  (Glasgow  gas  is  much 


better  than  London  gas).  It  was  not  uncommon  to  find  that  the 
indicated  work  was  18  per  cent,  of  the  total  calorific  energy  of  the 
'•liarge. 

Large  engines  are  more  efficient  than  small  ones,  probably 
because  of  the  relatively  smaller  cooling  surface.  This  is  very 
•  vident  from  the  following  trials  of  Otto  engines  of  different  sizes. 
Efficiency  here  means  the  ratio  of  indicated  work  to  the  calorific 
of  the  gas  in  one  charge. 


cylinder. 

:  '  kC. 

K''.'    I.   !i,   •, 

t.y(l). 
Page  448. 

Indicated 

Nearly  same  compression  or 
value  of  r  .  .  . 

/    '" 
I  Hi' 

IT. 

21" 

•428 

4-N 

48 
•275 

Nearly  same  compression  or 
value  of  r  .  .  . 

:  ,','! 

18 

•jr. 

•40 
•41 

•21 

-'77 

If  ignition  occurred  at  absolutely  constant  volume,  and  if  all  the 
counted  for,  and   tin-  compression  and  expansion  were 
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adiabatic,  and  if  the  clearance  were  in  the  ratio  1  to  r  of  the  greatest 
volume,  it  is  easy  to  show,  as  in  Art.  473,  that  the  efficiency  is 


and  as  7  =  1*37,  the  greatest  efficiency  possible  when  using  the 
Otto  cycle,  and  r  is  5,  is  45  per  cent.  For  good  reason  we  cannot 
expect  to  get  an  efficiency  approaching  this,  but  it  is  interesting 
to  note  from  the  following  tests  that  as  r  increases  the  efficiency 
increases. 

Trials  as  to  Compression.  The  same  engine  was  used  in 
the  two  tests  except  that  the  size  of  the  clearance  space  was  altered. 

Pressure  (abs)  before  ignition  75  105 

Cubic  feet  of  gas  per  Iff  P  hour  19  17'6 

This  result  was  surely  to  be  expected.  I  have  put  this  strongly 
to  students  for  the  last  eighteen  years,  and  I  am  inclined  to  think 
that  the  superiority  of  the  modern  gas  engine  is  mainly  due  to 
the  better  recognition  now  of  the  importance  of  small  clearance 
or  large  r.  The  Table,  Art.  277,  will  bring  this  out  strongly. 

The  actual  diagram  of  an  Otto  engine  is  in  no  way  very  different 
from  the  hypothetical  diagram  of  ignition  and  release  at  constant 
volume  and  two  adiabatics,  except  in  only  about  55  per  cent,  of  the 
heat  of  the  charge  being  given  in  the  ignition. 

273.  In  Atkinson's  differential  engine  a  curious  mechanism 
was  employed  to  give  a  very  rapid  motion  to  the  piston  just  after 
ignition  so  that  cooling  should  be  more  the  effect  of  expansion  than 
be  due  to  the  water  jacket.  This  principle  is  the  most  important 
thing  to  remember,  but  the  mechanism  by  which  it  was  carried 
out  was  complex  and  troublesome. 

The  Atkinson  engine  was  very  efficient,  mainly  due,  I  think,  to 
this  rapidity  of  expansion,  but  also  for  the  following  reason.  Suppose 
that  we  have  the  Otto  cycle,  as  shown  in  Fig.  241,  A  B  C  D,  and  we 
have  settled  the  best  compression  pressure.  Now,  instead  of  letting 
the  stuff  escape  at  C,  let  it  continue  to  expand  to  E,  by  making  the 
cylinder  larger,  without  altering  the  clearance  space  or  volume  of 
charge  admitted,  we  get  the  extra  work  C,  E,  F,  D,  with  no  further 
expenditure  of  energy.  To  be  strictly  correct  we  ought  to  say 
C  E  F1  D1,  where  FF1,  or  DD1,  is  twice  the  pressure  which  repiv- 
sents  the  friction  of  the  engine  due  to  this  increased  part  of  the  cycle. 

The    curious    mechanism    used  gave    trouble,  and    Atkinson 
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i  n  \i-nted  another  curious  form  of  frigm--  (exiled  the  cycle)  to  carry 
out  the  sunn-  id«-a.  tin-  four  strokes  inade  by  a  piston  in  one  revo- 
lution being  all  unequal.  This  engine  has  also  been  given  up  in 
spite  of  the  wonderftllly  good  results  obtained,  and  Mr.  Atkinson 
constructed  another  engin.-  \\itli  only  th«-  ordinary  piston  and  con- 
n.  -cring  rod  mechanism.  \\liose  action  is  probably  likely  to  be  copied 
the  f'utuiv,  \\hen  uitjnil*  "lutitui  engines  will  probably 


n 


8d;  although  I   think  that   it    i-   not    now  being   made. 
One  side  of  the  pi.ston  pump*  air  into  a  chamber  at  201l».  \«  i  »juai«- 


J 
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inch  (absolute).  The  air  flows  through  a  valve  to  the  other  side  of 
the  piston  and  causes  exhaust  gases  to  escape  faster;  this  air  is  now 
compressed,  receiving  a  mixture  of  gas  and  air  at  sufficient  pressure 
from  a  pump. 

Since  1884  I  have  urged  the  importance  of  the  two  ideas 
embodied  by  Mr.  Atkinson  in  his  engines.  The  exercises  in  Art.  287 
show  the  gain  due  to  increased  expansion.  The  rapid  expansion 
cans-  it  to  be  given  to  the  metal.  Unfortunately,  in  pia<-tirt 

it  is  found  that  although  tlu-iv  i.s  l.->s  heat  given  to  the  water  jacket 
than  in  the  Otto  cycle  engine*,  mot.  heat  goes  away  in  the  exhaust. 

Tli-Te  are  other  impuUe-.-v.-rv-ivvolution  engines  whieh  an-  mop- 
or  less  based  on  fcbe principle  tir.-t  worked  out  by  Mr.  Clerk. 

Tin •!•••  hav.  lu-.-n  many  suggestions  to  use  spray,  or  wet  steam 
insid,-  the  cyliiul.-r.  to  carry  oft'  tin-  ln-at  and  to  utilise  part  of 
it  in  -troke  cycle.  They  have  failed  through  dithculties  of 

ion. 
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274.  On  the  expiry  of  the  Otto  patent  in  1890,  there  was  a 
great  fall  in  the  price  of  gas  engines.  Engines  on  the  Otto  cycle 
were  so  well  developed  that  few  other  engines  are  made.  Dowson 
gas  has  become  extensively  employed.  The  principal  improvement 
effected  since  1886  consists  in  the  diminution  of  the  clearance 
space.  It  has  always  been  known  from  formula  (1)  of  272,  that 
this  would  effect  increased  economy.  It  is  now  being  carried  out ; 
the  increase  of  economy  exceeds  anticipations,  and  it  is  to  com- 
pression more  than  to  anything  else  that  the  increased  economy 
is  due.  But  besides  increased  compression,  the  improved  design 
and  size  of  valves  and  ports  lets  the  fresh  charge  in  at  higher 
pressure,  and  lets  the  exhaust  gases  escape  more  freely ;  in  fact, 
the  old  throttling  has  been  done  away  with.  In  the  old  slide 
the  openings  had  to  be  small,  otherwise  the  pressure  on  the  slide 
became  very  great,  and,  indeed,  this  risk  of  pressure  on  the 
slide  used  to  make  it  difficult  to  use  high  compression.  Slides 
are  now  no  longer  used  and  an  ignition  tube  is  used  instead 
of  a  flame.  The  ports  now  present  less  area  to  the  incoming 
charge,  and  other  sources  of  absorption  of  heat  during  ignition, 
such  as  contractions  where  flame  passes,  are  done  away  with. 
The  student  will  see  from  our  theory  of  flues,  Art.  377,  that 
there  must  be  extraordinarily  more  heat  given  to  the  metal  by 
throttling  action,  for  example  at  the  exhaust  valves  than  in  any 
other  way.  It  is  sometimes  thought  to  be  very  convenient,  for 
several  reasons,  to  have  all  the  ports,  valve  seats,  &c.,  in  one  casting* 
which  may  be  bolted  on  to  a  cylinder,  but  this  convenience  is  often 
gained  by  having  narrow  ports,  a  great  source  of  loss  of  efficiency, 
absent  in  the  best  modern  engines.  There  are  also  changes  to  increase 
strength  and  diminish  cost  of  manufacture.  The  cross-head  guide  is 
now  in  one  casting  with  the  cylinder,  or,  rather,  there  is  no  cross- 
head,  merely  a  long  trunk  piston.  The  bevil  wheels  driving  the  side 
shaft  are  now  screw  gear,  and  this  has  made  the  engine  bed  more 
symmetrical. 

Figs.  243-5  show  one  form,  and  Figs.  247-9  show  a  smaller  form 
of  the  modern  Crossley  Otto  engine  cylinder ;  gas  enters  the  air 
passage  by  a  conical  valve,  lifted  by  a  lever  and  cam,  and  controlled 
by  the  governor,  which  either  admits  gas  well  or  not  at  all.  These 
are  well  shown  in  Figs.  247-9.  Gas  and  air  enter  the  cylinder  by  a 
conical  valve  A,  Fig.  243,  opened  by  a  lever,  acted  on  by  a  cam. 

The  exhaust  E,  is  also  a  conical  valve  actuated  by  a  lever 
and  cam. 

Ignition  occurs  when  pnrt  of  the  compressed  stuff  enters  the  tube 
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T,  Fig.  242,  krpt  hot  by  a  Bunsen  burner.  Thus  admission  occurs 
through  the  double-seated  valve  V,  which  is  worked  by  a  lever  and 
cam.  The  valve  V  allows  the  tube  T  to  be  open  to  the  atmosphere 
until  it  lifts  from  one  seat,  and  then  a  small  amount  of  inflammable 
stuff  displaces  the  previous  products,  so  that  there  may  be  certainty 
of  ignition. 

There  are  many  small  engines  made  in  which  there  is  no  valve 
between  the  hot  tube  and  the  cylinder.  It  is  found  that  we  can 
depend  upon  the  ignition  not  taking  place  till  the  end  of  the  com- 


Fio.  242.— TUBE  IGNITER. 
Tube  kept  hot  by  Bunscn  Burner  B  B. 

pression  stroke,  and  then  it  is  certain  to  occur ;  surely  one  of  the 
most  curious  of  phenomena !  It  is  probably  related  to  the  fact  that 
Mowing  fluid  seems  more  unstable  when  expanding,  so  that  there 
may  be  a  great  starting  of  eddying  motion  at  the  beginning  of 
the  stroke. 

275.  Scavenging  seems  to  be  undoubtedly  beneficial.  It  is 
specially  valuable  in  engines  using  Dowson  gas.  Among  other 
benefits  we  may  notice  the  greatly  diminished  chance  of  an  explosion 
of  the  incoming  charge  through  meeting  the  hot  exhaust  gases. 
Also,  after  one  or  more  missed  explosions,  an  explosion  is  much  more 
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violent  and  hurtful  to  the  engine  when  scavenging  is  not  employed. 
Hence  scavenging  enables  larger  and  cheaper  engines  to  be  built,  and 
these  engines  might  use  much  hotter  jacket  water.  It  is  effected  in 
the  Modern  Otto  Cycle  engine  in  the  following  ingenious  way  by  Mr. 
Atkinson.  The  stuff  in  the  long  exhaust  pipe  (65  feet  long)  gets  into 
a  state  of  vibration  like  the  air  in  an  organ  pipe,  and  by  giving  it  a 
proper  length  we  get  the  cylinder  to  be  partially  vacuous  (2  Ibs.  below 
atmospheric  pressure)  at  the  end  of  the  exhaust  stroke;  consequently, 


FIGS.  243  AND  244. — CKOSSLEY  GAS  ENGINE. 
IK,  water  jacket.    P,  piston.    C,  cross  bead,    ^.admission.    E,  exhaust. 


the  exhaust  valve  being  kept  open,  a  valve  is  able  to  admit  air, 
which  drives  out  most  of  the  remaining  gases  and  indeed  serves  to 
cool  the  passage  through  which  the  incoming  charge  now  enters. 
This  contrivance  acts  better  for  well  loaded  engines  than  when 
load  is  variable.  Scavenging  is  effected  in  the  Wells  (Premier) 
engine  by  pumping  air  into  the  cylinder. 

Figs.  243  and  244  show  the  shapes  of  the  passages  and  piston  end, 
&c.,  which  facilitate  this  scavenging  action.  The  common  Crossley 
Otto  engines  range  from  100  brake  horse-power  at  230  revolutions 
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per  minute,  to  1J  horse-power.     The  brakf  \»> \MT  is  usually  2  to 
:i  times  the  nominal  pow«-r.     Tim  makers  now  guarantee  1  indi. 
h..is.--jMiwiT  tor    16$    cubic  feet  of 
gas  per  hour,  or  17  for  the  smaller 
engines 

There  are  many  forms  of  engine 
using  the  Otto  Cycle  now  iii:mut:u-- 
tun -d.  Art.  277  shows  the  improve- 
ment effect  «1  i-ince  1881. 

There  is  an  engine  used  for 
electric  lighting  which  gives  170 
brake  horse-power  on  full  load, 
using  a  governor  which  reduces 
the  supply  of  gas  and  air  simul- 
taneously, but  misses  no  explosions. 
The  compression  pressure  varies  from  20  to  75  Ibs.  (absolute).  The 
result  is  a  speed  fluctuation  of  only  three  per  cent. 

I  am  told  that  Messrs.  Tajigye  use  a  curious  method  of  cooling 
the  Jacket  water  by  the  atmosphere.  The  water  is  sprayed  to  the 
roof  of  the  engine  room,  and  is  caught  again  in  gutters. 

276.  Self-Starting  Gear.  The  form  most  in  use  is  Mr.  Clerk's, 
as  improved  by  Mr.  Lanchester  and  shown  in  Fig.  240.  When  the 
engine  is  stopping,  the  valve  V.  is  opened  so  that  the  cylinder  C  and 


pipe  Pand  chaml>«  r  A'^.-t  filled  with  air  suck.d  in  through  Z.     T-. 
start  the  engine,  the  gas  cock  O  lets  gas  flow  into  K  and  P,  and 
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either  by  another  cock  or  the  exhaust  valve  into  the  cylinder  C.  The 
flame  Fis  lighted  and  presently  gas  escapes  through  Z  and  burns  at  the 
flame  F.  G  is  now  closed  and  the  flame  at  Z  shoots  back  (in  a  way 
familiar  to  people  who  use  gas  stoves)  igniting  the  stuff  in  K,  closing 
the  valve  Z  against  an  upper  face,  and  the  ignition  proceeding  along 
P  reaches  the  cylinder.  A  maximum  pressure  of  200  Ibs.  per  square 
inch  is  reached  in  the  cylinder,  quite  sufficient  to  start  the  engine. 
When  lower  starting  pressures  are  sufficient,  a  much  simpler  starter 
is  used  in  which  there  is  no  vessel  like  KP  to  supplement  the  volume 
of  the  cylinder  itself.  [January,  1899.  I  have  just  tested  engines 
with  a  later  form  of  starter.] 

277.  In  the  following  table  the  four  Crossley  engines  marked  * 
will  give  the  best  illustration  of  the  improvement  going  on.  Hence 
I  give  also  their  efficiencies  as  calculated  by  the  formula  (1),  Art.  272. 
It  may  be  conjectured  that  in  the  last  case  the  efficiency  might  pro- 
bably only  be  '22  without  scavenging.  Other  facts  indicate  some  such 
gain  (say  12  per  cent.)  due  to  scavenging.  It  must  be  remembered 
that  the  calorific  power  of  gas  in  London  has  altered  a  little  since  1881. 
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Compression 
pressure, 
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Revolutions 
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Highest 
pressure. 
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Crossley  *  (Otto)  1881    
Atkinson  (cycle)  1887    
„            „       1888  

25-5 
19-78 
19-22 
20-55 
21-2 

145 
13-55 

34-0 
22-50 
2261 
23-87 
25-9 

17-0 

47 

181 
76-6 
61 

102-5 

9 
5-56 
11-15 
17-22 
19-25 

14 

46-8 

164 

131 
160 
160 

200 

125 

212 
215 

289 

•17 

•206 
•228 
•21 
•20 

•25 

•33 

•40 
•37 

•43 

Crossley  *  (Otto)  1888  .    . 

Ignition  tube  Crossley,*  1892  .    . 
Lift  valves     ~| 
Ignition  tube  J-Crossley,*  1894    . 
Scavenging    J 
Crossley    

In  the  latest  type  of  Griffin  two-cylinder  engine,  admission  and 
compression  occur  on  one  side  of  each  piston  and  ignition  and  expan- 
sion on  the  other  side,  alternately,  so  that  there  are  two  explosions  per 
revolution.  Worked  with  Dowson  gas  there  is  a  specimen  indicating 
600  horse-power  at  120  revolutions  per  minute.  The  Stockport 
engines  from  1  to  200  brake  horse-power  run  at  from  240  to  150  revolu- 
tions. For  larger  powers  two  cylinders  are  used,  tandem  or  side  by 
side.  In  a  400  horse-power  (nominal)  at  Godalming,  the  governor 
usually  controls  the  gas  supply  to  only  one  of  the  cylinders.  The 
Tangye  engines  are  single  cylinder  from  £  to  125  brake  horse-Dower 
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ami  two-cylinder  from  Mi  t"  ±>2  hrake  horse-po\v«-r.  With  large 
e\  linders  a  large  and  small  r\liau>t  val\<-  an-  u>«-d,  the  smaller  having 
a  >lii(ht  lea<i.  Also  the  cam  and  lever  open  the  gas  valve  through  a 
secondary  lever  and  tumbler  \<>  prevent  wear.  The  Acme  or  Burt 
engine  is  said  to  be  ••(••impound,"  but  it  merely  carries  out  the 
Atkin>on  <'\cle  principle.  It  is  said  to  use  (the  6  horse-power 
nominal  H/,.)  18£  cubic  feet  of  gas  per  brake  horse-power  hour.  I 
ini^lit  greatly  extend  this  catalogue,  but  indeed  tin-re  is  nothing 
specially  interesting  in  the  30  or  40  types  of  gas  engine  now  being 
manufactured  in  this  and  other  countries.  Mr.  Donkin  in  his  book 


(1896)  gives  the  results  of  a  great  mam  te-ts,  with  the  names  of  the 
experimenters  and  references. 

278.  Prof.  Burstall  recently  read  before  the  Institution  of 
Mechanical  Engineers  a  preliminary  report  of  experiments  on  a 
small  gas  engine,  Figs.  247-9,  in  which  various  things  might  be 
altered  separately.  He  could  alter  the  clearance  by  removing  a 
Junk  ring  on  the  end  of  the  piston.  He  could  also  alter  the  length 
of  the  connecting  rod.  He  measured  the  air  as  well  as  the  gas  [the 
numbers  for  air  are  corrected  for  air  in  clearance  space];  he  used  a 
special  electric  method  of  ignition,  and  a  timing  valve.  But  what 
he  did  is  evident  from  the  table,  page  457.  The  brake  horse-power  may 
be  calculated  from  the  indicated  power  by  the  formula  1?  =  72  /  +  < '  - 

The  following  is  the  composition  of  the  gas  by  volume ;  046  of 
hydrocarbons  (taken  to  be  C^,  "007  of  0,  '059  of  CO,  '353  of 
CHV  -463  of  Ht  -073  of  N. 


THE   STEAM    ENGINE 


CHAP. 


The  results  seem  to  indicate  that  economy  greatly  depends  upon 
the  ratio  of  air  to  gas,  and  that  more  air  ought  to  be  used  when  more 
compression  is  used.  It  is  worth  while  noting  how  complete  the 
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combustion  may  be  before  exhaust,  and  I  believe  that  it  generally  is 
very  complete  in  ordinary  gas  engines. 

Teachers  will  find  materials  for  a  great  number  of  exercises  for 
elementary  students  in  the  table.     For  example  : 

1.  Find  in  every  case  the  greatest   possible  efficiency,   by  the 
formula  (1)  of  Art.  272. 

2.  Find  in  every  case  the  oxygen  in  the  exhaust  if  combustion  is 
perfect. 

3.  Taking  pressure  at  the  beginning  of  compression  as  14  Ibs.  per 
square  inch,  and  assuming  that  the  law,  pvn  constant,  is  true,  find  n  in 
ever}'  case. 

4.  Find  what  the  highest  pressure  would  be  in  every  case  if  all  the 
heat  entered  the  stuff  at  constant  volume. 

5.  Check  the  numbers  in  column  14  from  those  in  12  and  13. 
Q79.  Oil  Engines.     Gas  may  be  produced  from  safe  burning 

oils  and  used  like  coal  gas  in  a  gas  engine.     An  oil  engine  is  supplied 
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with  oil,  not  with  oil  gas.  It  is  not  usual  to  include  among  oil 
engines  the  vapour  engines  which  use  dangerous  light  oil.  In  these 
the  oil  is  sprayed  so  as  to  be  in  the  state  of  finely  divided  liquid 
piirticles  in  air;  the  air  easily  vaporises  the  liquid  drops,  and  the 
explosive  mixture  is  used  as  in  a  gas  engine.  Or  the  engine  draws 


Gas 


FIQ.  249. 


air  through  a  liquid  "  gasoline,"  and  this  mixes  with  more  air  in 
the  cylinder,  the  Otto  cycle  being  followed. 

Safe  burning  oils  with  flashing  points  (Abel  test)  above  73°  F.  are 
used  in  engines  in  the  following  ways. 

1.  Priestman.  The  oil  is  sprayed  so  as  to  consist  of  finely 
divided  liquid  particles  in  air,  and  when  this  is  heated  to  260°  F. 
by  the  exhaust  gases,  the  liquid  particles  become  vapour,  leaving  no 
residue  ;  this  vapour  is  drawn  into  the  cylinder  with  more  air,  just  as 
gas  is  drawn  into  a  gas  engine.  The  theory  of  the  action  and  the 
cycle  of  operations  are  exactly  those  of  gas  engines.  A  defect  of  the 
method  is  that  during  compression  we  are  dealing  with  a  vapour,  not 
a  gas,  and  high  pressures  tend  to  produce  liquefaction  ;  this  is  more 
marked  when  the  heavier  and  cheaper  kinds  of  oil  are  used.  The 
liquefied  oil  lubricates  the  cylinder. 
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2.  //  Ackri'i/il.     Th«-  oil   is  inji>rt<-<l   int..  tli.-  r\  Under,  or 
rather  into  a  very  li"t  press  at  the  end  <it  it,  ami  \apori.srdth..' 

3.  The  oil  is  vaporised  in  a  small  gas  or  vapour  pp.due.-r  k«  -pt 
very  hot,  external  to  the  cylinder,  ami  introduced  as  vapour. 

Gas  and  oil  engines  in  England  use  the  tube  ignition,  or  what 
comes  to  much  the  same,  ignition  by  the  hot  .surface  of  the  combus- 
tion chamber;  but  in  America  and  Germany,  ignition  by  the  electric 
spark  is  quite  common,  probably  because  im  clmnical  engineers  have 
some  el.-rt  Heal  kno\\l.-d^e  in  those  countries.  The  flame  igniter 
is  never  used  now.  In  England,  the  electric  igniter  is  used  only  in 
the  Priestman  oil  engine,  I  believe.  Ignition  by  the  hot  surface  of 
the  combustion  chamber  seems  to  be  finding  greater  favour  with 
til*'  makers  of  gas  and  oil  engines. 

28O.  Mineral  Oil.  If  I  were  devoting  my  attention  to  the 
invention  or  improvement  of  an  oil  engine,  I  would  make  a 
careful  experimental  study  of  the  physical  and  chemical  properties 
of  oils.  In  use  there  are  American  and  Russian  petroleum, 
and  Scotch  paraffin  oils.  Crude  petroleum  is  a  mixture  of  gaseous 
liquid  and  solid  hydrocarbons.  American  oil  consists  mainly 
of  the  paraffin  series  of  hydrocarbons,  CnH^+g,  but  there  are 
also  some  olefines,  CnH2n,  whereas  the  Russian  oil  consists  mainly 
of  olefines,  or  rather  naphthenes,  C^Hg^gHg.  The  student  will 
do  well  to  go  to  Mr.  Clerk's  book  for  a  few  elementary  notions  on 
the  complex  chemistry  of  these  oils.  It  is  not  generally  known  that 
M  r.  Clerk  early  in  life  paid  great  attention  to  the  subject.  The  most 
interesting  thing  is  that  if  a  heavy  member  of  the  paraffin  series 
distils  off  from  an  oil,  and,  after  liquefying,  drops  back  on  the  hotter 
oil.  it  cracks  or  decomposes  into  a  lower  paraffin  and  an  olefine  and 
carbon.  This  fact  is  of  importance  in  the  refining  of  oils.  At  a 
high  enough  temperature,  we  may  get  any  of  them  decomposing 
to  marsh  gas  and  carbon,  possibly  with  hydrogen.  Merely  heating 
an  oil  in  a  closed  vessel  does  not  seem  to  decompose  it  ;  for 
effective  decomposition,  it  is  necessary  to  distil.  The  volatile 
liquids  "  petroleum  ether,"  and  "petroleum  spirit  or  naphtha," 
which  are  easily  distilled  from  American  petroleum,  are  called  dan- 
gerous. The  common  burning  oils  have  a  flashing  point  not  lower 
than  73°  F.,  as  tested  by  the  Abet  apparatus,  which  every  student 
ought  to  practise  the  use  of. 

On  very  gradually  heating  American  Royal  Daylight  oil,  Prof. 
Robinson  found  that  it  l.-^ins  to  boil  at  144°  C.  At  215°  C.,  25  per 
cent,  of  the  stutV  has  distilled;  at  -J:H)0  C.,  35  per  cent.  has  been 
distilled  ;  at  300C  (X,  Tii  p.  r  e.-m.  has  o,m.  ou-r;  at  340°  C.,  82  per 
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cent.,  and  at  358°  C.,  his  highest  temperature,  he  still  had  a  residue. 
The  colour  gradually  darkens  during  the  heating.  All  oils  evaporate 
in  this  gradual  way  because  they  are  mixtures,  and  at  high  tempera- 
tures the  constituents  decompose  and  leave  a  residue  of  carbon  or 
tar.  But  it  is  easy  to  charge  air  with  their  vapour  at  much  lower 
temperatures,  leaving  no  residues.  Some  of  these  constituents  which 
cannot  be  driven  off  by  direct  heat  are  easily  and  completely  distilled 
by  blowing  superheated  steam  through  the  liquid.  Even  the 
bubbling  of  air  through  oil  will  allow  it  all  to  go  off  in  vapour 
without  leaving  a  residue.  The  surfaces  in  combustion  chambers 
need  not  be  nearly  red  hot,  either  for  vaporising  the  oil  or  igniting 
mixtures  of  oil  and  air,  and  this  is  specially  true  in  the  case  of  richer 
mixtures  and  heavier  oils. 

281.  In  the  Priestman  engine,  Fig.  252  is  the  spray  producer. 
Oil  comes  along  OL  from  a  tank  with  air  pressure  above  its  oil  of  5  Ibs. 
per  square  inch  (gauge),  and  its  fine  jet  at  L  meets  air  from  J 
(coming  from  the  same  tank)  in  such  a  way  that  the  spray  cloud  is 
produced  passing  into  the  vaporiser,  Fig.  253,  at  K.  The  spray 
vaporises  here  at  about  260°  F.,  the  temperature  of  the  surrounding 
exhaust  passage  being  about  600°  F.  Air  passes  through  the  valve 
L  and  past  the  throttle  valve  G  and  by  many  holes  «,  b  to  the 
vaporiser,  and  the  explosive  mixture  is  sucked  into  the  cylinder  by 
the  inlet  valve  /,  Fig.  251  (the  explosive  stuff  in  the  vaporiser  is  a 
source  of  danger).  The  piston  D  compresses  the  charge  and  at  the  end 
of  the  stroke  an  electric  spark  passes  between  two  platinum  points  at 
the  end  of  E.  It  costs  about  a  penny  per  day  to  maintain  the 
bichromate  battery  used  to  work  the  induction  sparking  coil.  It 
would  be  much  better  to  use  a  couple  of  small  secondary  cells.  The 
spark  is  timed  by  contact  pieces  K,  Fig.  250,  operated  by  the  eccen- 
tric rod  E,  which  works  the  pump  P,  driving  air  into  the  oil  tank. 
The  eccentric  shaft  has  half  the  speed  of  the  crank  shaft ;  the  oil 
tank  has  a  relief  valve. 

The  rest  of  the  cycle  is  like  that  of  a  gas  engine.  E,  Fig.  251,  is 
the  exhaust  valve.  D,  the  cross  head.  The  governor  turns  the 
throttle  spindle  H,  Fig.  253,  which  has  an  oil  passage  through  it 
to  K,  so  that  both  air  and  oil  are  regulated  in  quantity.  To  start 
the  engine,  the  hand  pump  is  used  to  send  oil  through  the  spraying 
nozzle,  and  oil  spray  is  formed  in  the  heater  H,  Fig.  250,  which  mixes 
with  air,  and  gives  a  blue  flame  (only  needed  in  starting)  to  heat 
the  vaporiser  0.  When  this  is  hot  enough  the  fly  wheel  is  turned  and 
the  engine  starts  off. 

Prof.  Robinson  made  some  tests  in  1892  using  Different  Oils  ivith  a 
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Priestman  Oil  Engine.  Each  test  lasted  2  to  3  hours ;  the  engine 
ran  at  about  212  revolutions  per  minute.  The  indicated  power  is 
about  12  to  15  per  cent,  greater  than  the  brake  power.  Air  pressure 
in  oil  tank  9  to  12  Ibs.  per  square  inch  above  atmosphere.  The  heat 
carried  off  by  the  water  jacket  was  from  40  to  50  per  cent,  of  the 
whole.  Vacuum  at  end  of  suction  stroke,  5  Ibs.  below  atmosphere  or 
7  Ibs.  running  light. 

The  combustion  at  half  load  was  very  slow,  the  highest  pressure 
being  reached  about  quarter  stroke.  Probably  there  is  a  best 
clearance  and  best  size  of  engine  for  each  kind  of  oil. 


Russian 
ordinary  or 
Kussolene. 

Broxbourne 
Lighthouse, 
(a  Scotch 
paraffin). 

Royal 
Daylight 
(American). 

Russian 
Lustre. 

Specific  gravity      .... 

•824 
•43 
82°  F. 
304°  F. 
•1407 
•8588 
3| 
21200 

•810 
•44 
152°  F. 
329°  F. 
•1390 
•8601 

*i 

21000 

•796 
•47 
76°  F. 
291°  F. 
•1486 
•8462 

4* 
21500 

•825 
•45 

•1395 
•8600 
3i 
21100 

Specific  heat       .    . 

Flashing  point  (Abel)    

Boiling  point  
Hydrogen  in  1  Ib. 

Carbon  in  1  Ib.      .               ... 

Price  per  gall.  (London)  in  pence 
Calorific  power,  Fahr.  units    .    . 

I  jivi'Kf  power   

Full 
load 
6-76 
•958 

•127 

258° 

43 
135 

Half 
load. 
3-54 
1-32 

•095 

270° 

27 
65 

Full 
load. 
7-5 
0-94 

•130 
258° 

45 
155 

Half 
load. 
3-9 
1-216 

•101 
267° 

27 
65 

Full 
load. 
7-05 
•912 

•135 

270° 

40 
135 

Half 
load. 

3-7 
1-37 

•090 
276° 

27 
65 

Full 
load. 

6-9 
•989 

•124 

282° 

40 
135 

Half 
load. 
3-7 
1-32 

•083 
300° 

25 
64 

Ib.  of  oil  per  brake  h.  p.  hour 
Fraction  of  total  heat  represented 
by  brake  energy     ...       .    . 

Temperature  of  vapour  entering 
cylinder,  Fahr.                      .    . 

Pressure  before  ignition  (abs.  )    . 
Highest  pressure    .... 

Prof.  Unwin,  some  of  whose  illustrations  I  have  taken  the  liberty 
to  reproduce,  Figs.  250-3  (I.C.E.  Proc.,  1892),  using  less  clearance  and 
getting  compression  pressures  of  50  and  42*6  Ibs.  (abs.),  obtained  in 
1892  better  results  from  Daylight  and  Russolene ;  '842  and  '946  Ibs.  of 
oil  per  brake  horse  power  hour.  He  used  33  Ibs.  of  air  per  pound  of 
oil  at  full  power.  When  he  used  30  per  cent,  more  air  he  got  4  per 
cent,  less  efficiency.  In  reading  his  important  paper,  the  student  will 
remark  that  he  deducts  the  latent  heat  of  the  water  formed  from  the 
full  calorific  power  of  the  fuel,  and  I  do  not  think  this  right  for  state- 
ments of  efficiency,  although  very  important  in  a  study  of  the  engine. 
The  incoming  mixture  of  the  Priestman  engine  is  at  a  high  tempera- 


x  xvii 


G  \-    ANh 


I 


463 


and  this  causes  the  power  to  be  less  for  a  given  size  of 
cylinder  and  the  temperatures  and  loss  of  heat  to  be  greater  than  in 
the  gas  engine.  Also  it  prevents  the  use  of  great  compressionf 
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because  of  the  danger  of  ignition  in  the  compression  stroke.  We  can 
use  more  compression  with  lighter  oils.  As  in  all  the  other  oil  engin« •> 
in  the  market,  the  diagram  does  not  differ  in  appearance  from  that 
of  a  gas  engine  using  the  Otto  cycle,  and  the  values  of  the  specific 


hr.tts,  and  7,  may  be  taken  to  be  the  same  in  calculations  or  possibly 
a  little  nearer  what  the  values  are  for  air. 

282.  The  Samueison  or  Griffin  engine  is  like  the  Priestman  in 
principle,  but  the  governing  is  1>\  1111—1114  •  •xplosions  altogether  and  a 
tube  igniter  is  used.  There  is  an  ingenious  lamp  f«>r  keeping  the  tube 
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hot.  A  wire  keeps  covered  with  oil  by  capillary  action,  and  an  air  jet 
playing  on  it  carries  off  spray  which  forms  a  fierce  blue  flame.  There 
are  several  good  oil  lamps  now,  the  Etna,  for  example,  of  Messrs. 
Crossley,  and  since  these  have  been  invented  the  hot  tube  igniter  has 
shown  its  superiority  to  the  electric  spark. 

283.  Of  the  second  class,  the  best  known  is  the  Hornsby- 
Ackroyd  engine.  It  uses  heavy,  cheap  oils  as  well  as  ordinary 
burning  oils.  It  is  shown  in  Fig.  254,  which  is  a  section  through 
the  valves  ED,  and  also  through  the  water  jacketed  cylinder  A 
and  combustion  chamber  C,  the  one  section  hiding  the  other.  Oil 
is  pumped  into  the  hot  vaporiser  C  through  a  water  jacketed  valve 
box  which  has  a  bye  pass  back  to  the  oil  tank  opened  by  the 
governor  when  the  speed  is  too  great.  Thus  the  pump  keeps 


on 


FIG.  253. 


working  always.  C  is  of  cast  iron  with  internal  ribs  and  has  an 
air-jacket  to  protect  it  from  draughts.  The  self-acting  inlet  valve 
D  and  the  exhaust  valve  E  are  in  a  box  below  the  cylinder.  The 
hand  fan  F  is  used  for  eight  minutes  at  starting  to  blow  air  over 
the  oil  in  B  L,  producing  a  flame  to  heat  up  the  combustion 
chamber. 

The  oil  vaporises  whilst  air  is  being  drawn  into  the  cylinder ; 
during  compression,  the  air  enters  C  by  the  throat,  and  the  mixing 
and  pressure  are  just  sufficient  at  the  end  of  the  stroke  to  produce 
ignition.  It  is  probably  vaporisation  that  always  takes  place, 
Gaseification  would  probably  leave  a  black  residue,  and  tarry  stuff 
would  clog  the  valves.  It  is  a  very  wonderful  thing  that  we  can 
depend  upon  ignition  not  taking  place  till  the  end  of  the  stroke,  and 
indeed  we  are  beginning  to  rely  upon  this  and  to  do  away  with 
ignition  valves  in  small  engines  using  a  tube  igniter.  It  seems  that 
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even  when  u.  attempt  tu  ignite  by  electric  -park  or  Ham.-  l>efore  the 
end  of  tin-  compression  stroke,  tin-  actual  ignition  wait-*  for  tin-  dead 
point  to  be  {Mussed.  Anyhow,  this  i-  securely  relied  upun  in  many 
engines.  Then-  is  aluays  a  little  adjustment  of  \\\<-  \iiluiin-  uf'tli.- 
i-li-aranct-  >|»a.-(-  n.-.-d.-d.  It  M-.-IM>  that  with  In-avy  nil  tin-  ignition 
at  1<. \\.-r  tciujMTatiu.-s  than  with  light  oils,  and  Mr.  Cl«-rk 
thinks  that  this  i^  due  to  the  gn  ibility  of  c«.ni|M)sition  of 


light  hvdnx-ailx.ns.  th«-  h.-avy  «\\<-*  -rparating  their  carbon  s()  that 
hydrog.-n  in  a  nasc.-nt  stat.-  i-  -. -t  i 

The  cylinder,  unlike  that  of  the  I'ri.-stinan  .-ngiiM-.  requires 
lubrication  as  in  gas  engines. 

In  can-ful  t«  —  n  !.".:{  of  tin-  ••ii.-rgv  \\a>  indicated,  0'268  went 
to  the  water  jack.-1  \\.-nt  <«tV  in  th«-  rxhau>t. 

284.  Of  the  third  class,  tln-n-  an-  many  UJM-S.  Th.-r.-  is  more 
time  f.»r  the  \ajn»i  i^n  i»n  »i  the  ..il  for  i-ach  cli.n/-  l..-.-ause  it 
occurs  in  a  -  vessel  and  is  drawn  in  through  a  \al\e  just 

as  gas  would  1).-  draun  in. 

H    II 
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The  numbers  of  the  following  table,  prepared  by  Mr.  Clerk,  give 
some  idea  of  the  results  now  obtained  from  oil  engines  : — 


Class  I. 

Class  II. 

Class  III 

Priest- 

H'TIIS- 

Cross- 

Camp- 

Britan- 

U',-11- 

Wey- 

man. 

by. 

ley. 

bell. 

nia. 

man. 

Lb.of  oil  per  brake  h.  p.  hour 

•95 

•98 

•82 

1-12 

1-68 

1-04 

1-12 

Compression  pressure     .    . 
Maximum  pressure      .    .    . 

27 
130 

50 
112 

65 
225 

40 
200 

45 

155 

32 
135 

38 
145 

Brake  horse  power  .... 

7 

8 

n 

4-8 

6-2 

6-5 

4'7 

Weight  of  engine  in  cwt.   . 
Weight  cwt.  per  brake  h.p. 

36 
5-1 

40 
5 

32£ 
4-3 

27 
5-6 

33 
5-3 

36i 
5-6 

26 
5-5 

I  give  this  table  with  a  little  misgiving,  because  some  of  the 
numbers  are  derived  from  public  trials  and  others  are  from  trials  by 
interested  persons.  I  take  it  that  the  best  efficiency  yet  obtained, 
according  to  this  table  O82  Ib.  of  oil  per  brake  horse  power  hour,  is 
147  per  cent.  The  Diesel  oil  engine  is  said  to  have  an  efficiency 
nearly  half  as  great  again  as  this  (Art.  291). 

285.  Calculations.  We  have  already  seen,  Art.  192,  how  the 
following  useful  rules  are  derived.  They  are  the  rules  most  used  by 
the  designers  of  new  engines. 

I.  In  any  change  from  state  pv  ^  to  p2,  v2  of  a  mass  of  gas  the 
heat  received  is 


H= 


(1) 


where  W  is  the  work  done  by  the  gas  in  expanding  against  a  vacuum. 
II.  If  there  is  expansion  according  to  the  law  pv8  constant,  the 
work  done  is 


s— 


s  - 


and 


In  fact, 


d_H_ 

dv 


—  s 


7-1 


(3) 


(4) 


This  rule  is  easily  kept  in  mind  if  we  remember  that  p  is  the 
rate  of  doing  foot-pounds  of  work  per  unit  change  of  volume,  and  h 
is  the  rate  of  receiving  foot-pounds  of  energy  per  unit  change  of 
volume. 
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III.  If  gas  is  compressed  from  volume  vt   to  volume  vlt   and    if 
pv*  is  constant,  th«-  w..rk  done  upon  the  gii- 


The  heat  H  given  out  by  the  gas  is 


In  fact,  in  compression  according  to  the  law  pv*  constant,  the  rate  at 
which  work  is  being  done  upon  the  gas  is  p.  The  rate  at  which  the 
gas  is  losing  energy  as  heat  is 


286.  KM.KOISE.  I  do  not  know  if  a  modern  engine  would  give 
the  same  sort  of  results  which  I  used  to  obtain  in  1881  from  a  gas 
engine  which   had  an  electric  light  governor;    that  is,  it   had  an 
explosion  every  cycle,  sometimes  from  a  weak  mixture,  sometimes 
from  a  strong  one.     I  found  that  if  v  is  the  volume  corresponding 
to  the  highest  pressure  p,  we  might  say  roughly  that  pv  was  con- 
stant.    Also  I  found  that   the   work   done   in   reaching  this  point 
from  pQ,  the  pressure  before  ignition,  was  also  nearly  constant.     If 
this  were  strictly  true,  show  that  it  means  that  H,  the  heat  which 
the  stuff  shows  that  it  has  received  during  ignition  (if  it  were  a 
perfect  gas  and  did  not  receive  heat  from  itself),  is  the  same   for 
weak  and  strong  mixtures. 

For  IT  =  --  \(pv—  PQVQ)  +  Wt   and   if    W  is   constant   and  pv 

is  constant,  H  must  be  constant. 

287.  Important  Numerical  Exercise.    There   is  a  cylinder 
whose  greatest  volume  including  clearance  space  i\  is  v4.     I  take  it 
that  the  cost  of  the  engine  is  proportional  to  v4—  vr     A  volume  t>8 
of  air  and  gas  at  atmospheric  pressure  7?.,  and  absolute   tempera- 
ture tz  is  compressed   adiabatically  to  v^  ;  it   receives   heat  H  at 
constant  volume  so  that  it  gets  to  vv  ps,  ty     It  expands  adiabatic- 
ally to  v#  and  is  released. 

Fig.   255  shows  the  diagram.     The   compression    part   may  be 

ted  either  in  a  pump  or  the    working  cylinder.      If  C  is  the 

capacity  for  heat  at  constant  volume  of  the  amount  of  stuff  with 

which  w<-  ilral,  the  work  iloiu-   in  compression  isC(tl  —  t^)\  in  ex- 

pansion C(t3—  t4)  :  ami  the  nett  work  is  evidently 

W=C(t3-(4^tl  +  t^p^-vt)  (1) 

N..W  u,   inu>t  chan^i-  all  these  temperatures  to  functions  of  the 

11  H   2 
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volumes,  and  as  in  adiabatic  operations  tv  y~l  is  constant  ;  if  we  let 
•y—  1  be  called  a 

t  -t 

•'«  * 


Also  H=C(ts-tl). 

Also  ,,_*+/i_*+(i 

These  enable  us  to  express  W  in  terms  of  vz,  vv  v4  and  tz. 


'1-  •  (3) 

If  we  take  the  mixture  to  be  (by  volume)  9  of  air  to  1  of  coal  gas,  I 
take  it  that  a  cubic  foot  of  it  will  weigh 

•076x274,,  0  -076x274 

—  --  Ib.  and  in  foot-pounds  6  =  263—  —  -  --  vz 

4  (2 

274 
H=  52600  -  -  ^  foot-pounds. 

2 

Her  CT,_  263x076 

" 


H~       52600      2     2630 
2116  L  L 


H       52600  x  -274      6810 
If  we  take  t2  =  290,  or  16°  C.,  we  have 

C^  =011  and  ^  =  -0426 
and  5"=49710v.j,  so  that 

/WX"'  ---0426(^-1)  (4) 


'/'  7y 

If  —  be  called  x  and  if-*-  be  called  11  and  if  we  make  the  volume 
v2  v2 

swept  through  by  the  piston  in  every  case  to  be  1  cubic  foot 
Vi-vl  =  \,mvz(y-x)  =  l 

1       vt      x   „     49710 
or  vz=  -   —  ,  -i=  -,  H=  - 

y-x    v±      y  y-x 

f  =  l-.T-7/-a 
I  shall  take  a^ 


In  the  Otto  cycle  y  =  1  and  e  =  1  —  a,*  //=  —  - 

1—  x 
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THE  EFFICIENCY  AM>  \V..KK  I»>NK  IN  ONE  CYCLE  (AS  Fio.255),  FOR  VAULTS  AMomm 
or  COMPRESSION  r^r,  AND  FOR  VARIOUS  K\I-\N-I»N>  BTOm  THAT  OF  TIIE  OTTO. 


ValiiM  of  y 

Value* 

1  •:..      OOfi 

0-100^1  = 

<*»«/»•• 

i 

a 

3 

.  5 

7 

10 

1 
Otto  cycle 

o 

0 

«n 

•_-_•«:•• 

•3341 

amM 

•MM 

•513-2 

31666 

••;•_•.  ;s 

aaaoo 

a 

4M 

•:is:u 
18706 

taw 

:,v.  i 
1.  -..-,:;-. 

•0056 

i  •;•_•!•_' 

I700Q 

6637 
13750 

.•{ 

TOS.-, 

am 

.-,«  »v_» 

!»4T.-, 

•5853 
10301 

10917 

•6675 

1144«i 

I  giv.-  tin-  rrtirii-ncy   &™l  W  ^"'  '•;lr'1 

y  =  2,  a;=l  rt'i»!v>.-nts  the  Lenoir,  Hugoii,  and  Bischoff  cycle,  but 
the  cylinder  has  a  volinu-- 
of  two  cubic  feet. 

We  see  that  although 
there  is  (for  all  compres- 

-  a  considerable  gain 
in  heat  efficiency  in  ex- 
panding as  much  again 
as  in  the  Otto  cycle,  the 
power  of  the  engine  is 
less  for  its  size.  Also 
we  know  that  the  me- 
chanical efficiency  is  leas. 
In  every  case  greater 
compression  product  s.imt 
only  a  gain  in  enVi.  n<  v 
but  a  gain  in  tin-  "input 

I  have  no  doubt  that  thi>  is  n..\v  tin- most  important  consideration 
for  gas  en-'ii''  mak-  r-.  To  \\hat  extent  ought  \v.-  to  take  advantage 
of  more  expansion  than  occurs  in  the  Otto  cycle?  I  believe  that 
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compounding  is  remote  from  us.  There  is  no  such  necessity  as  exists 
in  the  steam  engine  for  keeping  a  cylinder  hot,  rather  the  reverse, 
and  I  take  it  that  this  is  the  most  important  reason  for  compounding 
in  the  steam  engine.  Again  there  is  the  ever-present  difficulty  with 
valves  to  admit  hot  stuff  from  one  vessel  to  another. 

There  is  every  reason  to  believe  that  we  shall  in  the  Otto  reach 

such  compression  as  x  =  y^,  and  in  view  of  the  future  I  have  con- 
sidered this  case  more  fully  than  the  others.  It  is  noticeable  that 
the  increase  of  efficiency  is  considerable  when  we  expand  1  \  times 
or  twice  as  much  as  in  the  Otto,  and  the  diminution  of  work  from  a 
given  size  of  cylinder  is  not  so  great  (at  all  events  for  half  as  much 
more  expansion)  but  what  we  may  expect  to  see  this  improvement 
introduced.  The  fact  that  cooling  tends  to  occur  through  mere 
expansion  rather  than  the  water  jacket  is  another  matter  of 
great  importance.  At  present  we  have  not  enough  information  to 
enable  us  to  settle  the  right  ratio  of  v4  to  vz,  but  if  there  had  been 
more  space  at  my  disposal  I  should  have  been  glad  to  consider  the 
question  more  fully.  In  using  such  a  table  we  must  recollect  that 
there  is  more  relative  loss  by  friction  when  we  have  a  large  engine 
of  less  power.  Also  there  is  more  frictional  loss  with  greater  com- 
pressible pressures. 

I  have  sometimes  endeavoured  to  get  a  notion  of  the  effect  of 
this,  and  have  used  the  formula 

Brake  power  =  7('86  -  '02r), 

where  r  is  the  ratio  of  greatest  volume  to  the  clearance  volume. 

My  students  have  6<$>  sheets  (Art.  205)  ready  for  the  working  of  any 
exercises  on  perfect  gases,  series  of  lines  of  equal  v,  p,  and  E  being 
drawn  as  well  as  the  6  and  <£  lines.  On  such  a  sheet  it  is  easy  to 
draw  the  0$  diagram  for  the  hypothetical  cases  discussed  here.  It  is 
also  easy  to  convert  a  real  pv  diagram  into  a  0<f>  diagram. 

288.  I  find  that  beginners  may  learn  more  from  exercises  worked 
like  7,  8  and  9  of  the  following  sheet  than  through  algebraic  expres- 
sions, like  those  just  given.  I  select  this  sheet  from  many  others, 
which  I  have  year  by  year  or  week  by  week  put  before  evening 
students  at  the  Finsbury  Technical  College,  and  I  give  it  as  a 
specimen  of  the  exercises  which  students  ought  to  do. 

Finsbury  Technical  College,  October  20th,  1892 

1.  This  first  question  concerns  a  number  of  conversions  of  units  of 
energy,  such  as  are  given  in  Chap.  XV.  I  find  that  in  1892  I  was 
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t,,  kii-.w  what  all  tin-  oth.-r  .-o»t>  m  id,-  produrtiun  of  energy 
as  •  •oiiijKuvd  with  tin-  in.  iv  cost  <.f  tin-  In. -I. 
-     hi  a  gas  engine  cylinder  at  on«-  point    in   th«-  diagram   wh.-n- 
V=2,p=   14  7.  the  t.-nijM-ratiiiv    i>    ku..u!i   to  bo    !.">'»    G      \\  I 
th«-  t.-m|M-rannv  \\lu-iv  y»  •   lob'and  r  is  | 

3.  On  tli«-  •  \]>an-ion  ruiA.-  of  an  oil  rn^iiir  diagram  the  following 
measurements  are  made.  The  scales  are  of  no  consequence  Find 
the  law  of .  xjwmsion  approximately.  [Plot  log.  v  and  log.  p  on  squared 
paper.] 


V 

11 

14 

1-7 

•_'  1 

p 

168 

120 

88 

H 

4.  Calculate  the  energy  obtainable  from  1  Ib.  of  liquid  fuel,  which 
contains  0'8  Ib.  of  carbon  and  0'135  of  hydrogen.     Give  it  in  Cent, 
heat  units,  in  foot-pounds  and  in  evaporative  poundage,  from  and 
at  100°  C.     What  volume  of  air  is  required  for  its  complete  com- 
bustion ? 

5.  Calculate  the  energy  obtainable  from  1  cubic  foot  of  gas,  con- 
taining 0'2  cubic  foot  of  hydrogen,  0'5  of  marsh  t^as,  0'2  of  olefiant 
gas.     What  volume  of  air  is  required  for  its  complete  combustion  ? 

6.  Power  is  distributed  by  shafting  to  small  shops  at  £30  per 
annum  per  horse  power.     A  shop  uses  power  for  54  hours  per  w. «  k. 
What  is  the  cost  per  hois.    j..,\v.  r  hour?     If  the  engine  uses  3  Ibs. 
of  coal  per  hour  for  each  horse  power  delivered  to  customers,  and 
coal  is  at  seventeen  shillings  per  ton,  compare  the  cost  of  the  coal 
with  the  total  cost. 

7.  A  cubic  foot  of  a  mixture  of  coal  gas  and  air  is  taken  (1 :9  by 
vol.)  at  100°  C.  and  pressure  2,116  Ibs.  per  square  foot.     How  much 
energy  is  given  to  it  in  oompreasmg  it  adiaKuirally  to  0*5  cubic  foot  ? 

•7  =  l-38.)  Find  also  its  j.r.— UP  and  t. •niprrature  at  the  end. 
Now  give  it  40,000  foot-pounds  .>t  h.-at.  k. .  j.ing  its  volume  constant. 
Wh.r  -  nt-w  jtivssmv  and  trmperatun-  '.  Now  let  it  expand 

adiabatically  to  1  cubic  foot ;  how  much  energy  does  it  lose  (absolute 
work  done  by  it  ujmn  a  piston,  say)?  What  is  th.  n.  tt  work  done? 
Divid.-  by  40,000  tor  th.-  ••th'.-i.-n.-y.  [Students  w»-re  expected  to  do 
this  by  the  formula?  of  Art.  1H2.] 

8.  Repeat  all  the  calculations  of  (7),  but  let  the  smaller  volume 
be  0'4  or  0'3  or  0'2  or  O'l   cubic  foot.     If  all  cases  are  worked  out 
show  tin-  r.-ults  in  a  table. 
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9.  Prepare  a  new  table,  but  let  the  last  expansion  be  to  2  cubic 
i.  and  subtract  2,116  foot-pounds  from  the  balance  of  work  done. 

289.  I  made  sure  that  students  did  these  exercises  after  the 
lecture.  I  refrain  from  giving  a  sheet  in  which  a  complete  set  of 
exercises  was  to  be  worked  out  from  a  given  indicator  diagram,  and 
the  information  that  accompanied  it.  I  refrain  because  this  book  is 
getting  to  be  much  too  large,  but  I  cannot  help  giving  a  few  exercises 
from  another  sheet  which  lies  before  me.  It  is  evident  that  I  had  a 


FlO.  250 
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hard-working  set  of  evening  students  that  year,  and  I  wonder  how 
they  have  used  their  knowledge.  This  sheet  is  dated  3rd  November 
1892. 

1.  Some  of  you  have  taken  a  gas  engine  and  some  an  oil  engine 

diagram,  and   you  have  drawn  curves  showing  p,  t,  h  [k  is  -7— 


of 


Art.  285],  and  combustion  [our  -7—  of  Art.  294],  the  volume  being 

abscissa.  Prepare  another  sheet  in  which  time  is  the  abscissa.  You 
may  assume  an  infinitely  long  connecting-rod. 

2.  [I  find  that  I  here  gave  some  rules  already  given  in  Art.  285, 
the  following  one  is  a  new  statement  of  an  old  rule.  I  do  not,  how- 
ever, like  to  draw  tangents  to  curves.] 

Draw  tangent  SA  to  a  p,  v  curve  MS  Nat,  the  point  S.   Prove  that 


(1) 


(1)  In  Fig.  256,  A  = 

7—1 

(2)  In  Fig.  257,  A  =  ^£ 


3.  On  October  20th  I  asked  you  to  find  the  useful  work  done  in 
various  cases  of  clearance,  and  of  total  volume  of  cylinder.     Now,  the 
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valueofagiv.n  type  of  engine  may  he  stated  as  dejM'iiding  some- 
lit,  w  ii|Hiii,  1-t,  The  fact  that  we  obtain  x  foot-pounds  of  en.-rgy  use- 
fully rp'in  HIM-  explosion.  '2nd,  The  cost  of  the  engine  ami  it> 
maint.-nanee  and  at tn.danr.  .  which  may  be  taken  as  proportional 
to  vt,  tin-  volume  of  tin-  cylinder,  .'in I,  Tin-  pressure  after  ignition, 
whieh  depends  upon  elearanee  ;  because  if  the  pr> •— ur.-  i-  -r- at  the 
« u gine  costs  moiv  money,  ami  is  more  of  a  nui.san«-e.  What  is  your 
idea  of  a  ti^un- of  merit  made  up  of  vt,  V4  and  r,  ? 

29O.  K\i:i:«  i>i:  A  culiic-  foot  of  gas  engine  mixture  at  atmo- 
spheric pressure  p}  and  absolute  temperature  £,  is  compressed  adia- 
batically  to  the  pressure  pt  and  temperature  ty  It  is  then  ignited  at 
constant  pressure  ]•..  to  the  \olume  r3  and  allowed  to  expjind  adial>ati- 
i-ally  to  the  atmospherir  pressure  a^ain  and  temperature  tt.  Find  the 
w.»rk  done  and  the  efiieieney.  Thi->  is  the  Brayton  engine  principle. 

Amir,,-.  Tin-  heat  given  is  // =  A'  ( /.{  —  / , >.  The  heat  that 
would  be  taken  out  to  begin  a  new  cycle  with  the  same  sturV  is 
A'(<4  —  /,).  Hence  the  work  W  done  is  A'(7.{  —  /,  —  tt  4-  /i),  and 

ir  t  —  t 

the  etheieiK  y   is  €  =  -=jr  or  1  —  r* -1,  but  as  compression  and  ex- 

Ji  I;    *o 


pan-ion  are  adiabatic,  -*  = 


V 


that 


Along  an  adiabatic  tp  y       is  constant,  and  hence 


Thus  as  pl  is  one  atmosphere,  if  we  take  7  =  T37,  we  have  the 
following  values  of  €,  and  W  is  the  same  as  e  if  If  is  1. 
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291.  It  is  n-iw  fourteen  y.  ar.>  sinee  I  tiixt  gave  exercises  like 
those  of  Arts.  287-290  to  my  students,  pointing  out  the  gain  of 
efiiejcncy  due  to  increased  compre»ion.  The  tii>t  engineer  who  has 
tried  to  carry  out  the  idea  has  met  with  wonderful  success  in  the 
Diesel  motor.  The  best  account  of  its  performance  which  I  have 
s. .  n  is  in  Th>  /  ,  October  15,1897.  Careful  experiments 
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have  been  made,  but  I  believe  that  the  only  published  accounts  of 
them  are  written  by  Mr.  Diesel  himself.  The  consumption  of  oil 
was  0'56  Ib.  per  hour  per  brake  horse  power,  so  that  the  efficiency  is 
46  per  cent,  better  than  the  best  results  given  in  the  table,  page  466. 
Mr.  Diesel,  in  his  20-horse  power  engine  at  about  160  revolutions  per 
minute,  pumps  air  into  a  receiver  at  700  Ibs.  per  square  inch.  This 
very  hot  air  enters  with  oil  in  a  state  of  combustion  into  the  motor 
cylinder  (9'8  in.  diameter,  15'7  in.  stroke)  at  the  beginning  and  for 
about  one  quarter  of  the  stroke,  the  pressure  falling  ;  it  is  then  cut 
off  and  the  stuff  goes  on  expanding  to  the  end  of  the  stroke,  when 
it  is  exhausted  ;  cushioning  brings  the  pressure  to  400  Ibs.  per  square 
inch  in  the  motor  cylinder  before  a  fresh  admission  takes  place.  It 
is  then  the  Brayton  cycle  except  that  during  the  combustion  the 
pressure  is  not  kept  constant.  A  water  jacket  has  been  found 
necessary.  It  is  said  that  there  is  no  great  falling  off  in  efficiency 
when  working  at  half  load. 

292.  EXERCISE.  In  the  Atkinson  gas  engine,  at  a  famous  trial  in 
1888,  the  expansion  and  compression  curves  followed  the  laws  pi;1'264 
constant  and  pv  1'205  constant.  Taking  7  =  T367  in  the  expansion 
and  7  =  1'385  in  the  compression  (see  Art.  189),  what  is  the  rate 
at  which  the  stuff,  as  a  gas,  shows  that  it  is  receiving  or  losing  heat  ? 

Answer.  If  h  is  rate  of  heat  reception  per  unit  volume,  so  that 
it  may  be  represented  to  the  same  scale  as  the  pressure, 

1-367  -  1-264 

=  —  '       —  T  —  P  ~  0'28  j9  in  the  expansion 
—  1 


1-385  -  1-205 
—  h  =  —         -  =  —  p  =  0'467  p  in  the  compression. 

-L'ooO  ~~  L 

In  the  compression  heat  is  being  lost  to  the  cylinder  nearly  half 
as  fast  as  work  is  being  done  upon  the  stuff. 

293.  In  1885,  with  Prof.  Ayrton,  I  published  a  paper  in  the  Pro- 
ceedings of  the  Physical  Society  in  which  I  pointed  out  how  the  gas 
engine  diagram  ought  to  be  studied.  I  took  a  diagram  which  I  had 
obtained  from  a  6-horse  engine  at  Finsbury,  and  from  my  own  and 
other  measurements  of  temperature,  showed  how  we  might  find  the 
rate  of  combustion  of  the  gas  going  on  in  the  ignition  and  expansion, 
and  how  the  whole  chemical  energy  was  disposed  of.  The  exercises  of 
Art.  189  illustrate  how  I  showed  that  we  might  speak  of  the  stuff  in 
a  gas  (using  coal  or  Dowson  gas)  or  oil  engine  cylinder  before  and 
after  combustion,  as  if  it  were  the  same  perfect  gas  with  7  =  T37, 
which  had  undergone  no  chemical  change,  and  had  received  heat 
from  an  outside  furnace.  [The  alteration  is  small,  but  it  may  be 
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that  it  is  -uffiei.-nt  to  account  for  the  fa.-t  that  \\e  n.-ver  get  more 
than  ii<>  j  "!'  the  eh.-iiii.-al  n  an  explosion.)  I  then 

not  onlv  show.-d  that  the  eompre--ion  and  e\p.ui-i<.n  parts  of  the 
diagram  foil.. w  a  law  like  /  :.-iant  and  how  to  find  in.  but  that  in 

an  engine*  controlled  by  an  elect  rie  light  governor  there  was  an  easy 
wa\  of  stating  the  law  for  the  whole  ignition  and  expansion  part  > 
of  all  the  diagrams  (bad  and  good  explosions)  on  a  card. 

This  is 

(  , I 

p  =  Mv~m\  KI  +  nu  —  v(«  —  ?m)2  +  s  \ 

where  u  —  v  the  volume  —  the  clearance  volume;  KI  and  *  are 
constants,  s  a  constant,  but  any  very  small  number  will  do 

for  s.  n  is  a  constant  which  depends  upon  the  point  in  the  stroke 
where  the  maximum  pivs-ure  occurs,  and  this  really,  for  a  given 
speed  of  engine  and  method  of  ignition,  depends  upon  the  richness 
of  the  mixture.  M  is  a  constant  which  depends  upon  the  recentness 
of  the  last  explosion,  m  is  the  ordinary  index  of  v  in  the  expansion 
curve.  I  showed  how  inexact  all  calculations  from  the  diagram 
were,  unless  we  used  an  empirical  formula  like  this.  It  was,  how- 
ever, sufficiently  accurate  to  represent  the  whole  of  a  curve  by  two 
e  \  ]  >ressions 

Ignition  part  p  =  (a  +  bu)  xv~m (2) 

Expansion  part  p  =  icv~m (3) 

where  *,  a  and  b  are  constants. 

Using  the  formula  (see  Art.  285)  for  reception  of  heat  energy 
per  unit  change  of  volume 


I  drew  a  diagram  of  A  to  the  same  scale  as  p.  I  then  showed  with 
a  fair  approach  to  accuracy  how  the  total  energy  of  a  change  was 
disposed  "t  \V.  ha\v  s«.  greatly  improved  on  those  results  of  1885 
that  I  shall  not  venture  to  give  them  here,  and  I  will  now  use 
a  diagram  (Fig.  258)  sent  me  from  King's  College  (one  of  Mr. 
Bui-stall's  tables,  A  ko  illustrate  my  method  of  finding  the  rate 

•  •f  oombnstian. 

I  rind.y  being  in  Ib.  per  MJIUUV  foot  and  /•  in  t-ubie  t- 

Compression  eurvf  p=  1884  trlls (5) 

Expansion  en  p  =  4.S77  tr1"23 (6) 

Ignition  curv,-  ..,-...+  100»/)  4877  tr1*  .     .     .  (7) 
where  u  =  v  — 
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en  A  P. 


I  am  afraid  that  the  rise  of  pressure  on  ignition  is  too  rapid  for 
us  to  be  able  to  speak  accurately  of  its  law  in  the  present  exceptional 


Fio.  258. 

Average  effective  pressure,  44'tJ;  diameter  of  cylinder,  8J  inches;  stroke,  18  inches  ; 
170  revolutions  and  83  explosions  per  minute  ;  gas,  per"  explosion,  '061  cubic  feet ; 
clearance,  '1247  cubic  feet. 

case.     From  these  we  find,  if  h  is  rate  of  gain  of  heat  by  the  stuff 
Compression  h  =  —  '65  p. 

That  is,  the  stuff  is  losing  heat    at  a   rate  which  is  frds  of  the 

pressure 

Expansion  h  =  '378  p 

Ignition  h  =  '378^  +  2-110  x  106  v~'* 

For  the  reason  given  I  feelthat  there  is  an  unnecessary  pretence 
at  accurate  statement  for  the  ignition  part. 

294.  Hate  of  loss  to  Water  Jacket.  We  usually  know  the  total 
loss  per  explosion  to  the  water  jacket  if  the  engine  is  kept  on  full  load 
for  a  few  hours.  In  this  case  it  was  35  per  cent,  of  the  total  heat  of 
the  charge, the  indicated  energy  being  16  percent.  During  the  trial 
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only  50  per  cent  of  the  possible  explosions  took  place.  ..r  one  ex- 
plosion in  four  revolutions  or   eight   strok---.     H-  nee.   it   w  is  the 

indicated  work  on  the  diagram,  we  have    ~  w  given  in  eight  strokes. 


We  shall  not  be  far  \vn>n^  if  \ve  take  n-  ;i>  h'-mi;  eo,ual  to  the  h-  at 
k'iven  in  tli.-  ignition  and  expansion  stroke  up  to  release. 

In  my  paper  in  1885,  I  assumed  that  the  rate  of  loss  of  heat  per 
second  by  the  stuff  to  the  jacket  is  proportional  to  8  —  »!()  if  0°  C. 
is  the  temperature  of  the  stuff.  As  more  area  is  exposed  when 
t«  literatures  are  lower,  I  thought  that  this  was  a  good  enough 
rule  for  muidi  calculation.  I  might  now  use  a  rule  deduced  by  Mr. 
Wimperis  from  some  experiments  by  Mr.  Petavel,  on  the  loss  of 
heat  e  per  square  cm.  per  degree  by  bright  platinum  in  an  atmo- 
sphere of  carbon  dioxide,  at  temperatures  ranging  from  200°  C.  to 
1  ,'JOO0  C.,and  at  pressures  ranging  from  6  cm.  to  228  cm. 

e  =  1-55  x  W-*p  (1000  +  0)  +  1-67  x  10'6  6 

where  p  is  in  pounds  per  square  inch  and  the  temperature  is  0°  C. 
I  have  not  found  this  altogether  satisfactory,  however,  nor  is  it  right 
to  assume  that  such  a  law  can  hold  for  our  high  pressures  and  an 
iron  surface.  Let  the  student  work  for  the  present  according  to  my 
old  rule.  Calculate  6  at  every  point  of  the  diagram,  assuming  that  at 

,///! 

A  it  is  120°  C.     Assume  that  -rr-  (where  t  is  time)  is  represented 

dt 

dUl 

to   some   scale  by  0  —  60°  C.     We  want  --  ,  where  v  is  volume, 

dv 

and  as 

d/Ji       dHl    dt 
dv          dt  '   dv 

///'  ft  y/1 

we  have  to  divide      r  by  the  velocity  of  the  piston  to  get  -    -  to  an 

unknown  scale. 


Now   make   the  a\era^e   height    of  the  ciir\e  e«|iial    to  the 

average  pressure  of  the  indicator  diagram,  because  the  loss  of  heat  If1 
to  the  jacket  is  equal  to  i'1.  and  so  \\e  ^«-t  the  true  \alue  of  -=  —  to 
the  same  scale  as  the  pressure. 

J  IT 

The  values  of  --  as  calculated  from  (4)  Art.  293,  are  given. 


ft  ff 

Add  -       and      -to  find  the  total  rate  of  development  of  heat 

by  combustion. 

Tin-  i>  on  the  same  scale  as  the  pressure,  and  is  very  interesting. 
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If  it  is  desired  to  know  the  rate  of  combustion  per  second, 
multiply  by  the  velocity  of  the  piston. 

Our  present  knowledge  only  allows  us  to  make  very  rough 
approximations.  In  all  probability  there  is  very  rapid  combustion 
in  the  stuff,  just  as  it  is  throttled  in  passing  the  exhaust  valve. 
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The  velocity  of  piston  is  nearly  proportional  to  the  ordinate  of 
a  semi-circle  on  the  stroke  as  diameter,  and  may  be  to  any  scale, 


so  that  (6  —  60)  -r  velocity  of  piston  =  c 


, 


This  is  plotted  with 


v  on  squared  paper,  as  a  curve  whose  average  height  is  8'95, 
but  the  average  value  of  —=—  =  average  effective  pressure,  say 

8'95 
44'33  x  144  Ibs.  per  square  foot,  and  hence  c  =     .    ^  x  144.     Using 

this  c,  I  get  true  —j—    to  be  £  x  144,  or  I  multiply  the  fifth  column 

by  5  to  get  the  sixth  column  of  numbers.  Rate  of  combustion  per 
second  in  Column  9  is  to  an  unknown  scale,  being  the  previous 
column  multiplied  by  velocity  of  piston. 

Every  time  I  have  made  this  interesting  calculation  on  a  gas  or 
oil  engine  diagram,  I  have  found,  as  here,  that  the  rapidity  of  the 
combustion  (per  second)  reaches  a  maximum  some  time  after 
ignition  begins.  In  the  present  case,  it  is  some  time  after  the 
pressure  has  begun  to  fall,  about  D,  Fig.  258.  The  results  ought 
to  be  plotted  and  shown  in  a  curve. 

295.  Mr.  Wimperis  worked  this  problem  more  elaborately.    He 
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found  0  everywhere  in  compression,  ignition  and   expansion,  and 

(iff 
calculated  e  as    above.     In    compression,  he    had  —  -7-  =0'65p, 

.UK!  dividing  by  velocity  of  piston  as  given  above,  he  had  numbers 
proportional  to  -5-  or  -7-  •  -T.  He  divided  by  e  and  6  —  60,  and 

took  the  quotient  to  represent  A,  the  area  of  metal  exposed  to 
radiation  in  each  case.  It  was  interesting  to  note  that  these  values 
of  A  were  in  pretty  much  the  right  proportions.  He  now  took  these 

found  values  of  A  to  calculate  from  e  and  6  the  values  of  -  ^-,  and, 

at 

iff 
therefore,  -T— ,  &c.,  in  the  ignition  and  expansion. 

I  do  not  give  his  results  here,  because  I  think  that  the  method 
is  too  good  to  be  illustrated  by  a  case  in  which  we  are  in  doubt  of 
the  starting  temperature.  Also  I  think  that  the  skin  temperature  of 
the  metal  may  not  be  so  nearly  constant  as  it  seems  to  be  in  the 
steam  engine,  and.  besides,  an  exercise  like  what  I  have  given  will 
serve  better  to  start  a  student  in  thinking  about  this  subject. 

296,  EXERCISE.  Rate  of  Combustion.  The  following  exer- 
cise will  show  how  a  student  may  obtain  some  information  as  to 
the  combustion  going  on  in  one  of  Mr.  Clerk's  experiments.  The 
information  is  not  very  exact,  but  it  is  worth  something.  Mr. 
Clerk  (Art.  271)  took  a  mixture  of  1  of  Oldham  gas  to  9  of  air  at 
14°  C.  and  atmospheric  pressure,  and  obtained  a  curve  showing  the 
pressure  at  various  times  after  ignition.  This  is  one  of  his  many 
results,  and  I  chose  it  at  random.  I  made  the  following  measure- 
ments of  t  (time  in  seconds  after  ignition)  and  p  (the  increase  of 
pressure  in  pounds  per  square  inch).  The  rise  of  temperature  0 
ought  to  be  almost  20  times  p. 

I  thought  that  after  t  =  •  7  the  combustion  had  probably  ceased, 
and  that,  thereafter,  I  might  take  the  rate  of  loss  of  heat  to  the 
cylinder  as  being  represented  by 

q  =  a0  +  10* 

I  found  that  with  considerable  accuracy  this  seemed  to  be  the  case, 
and,  indeed,  that  I  might  take 

10.000 

=  1~+ 

S.i  that  <f  is  practically  nothing,  t'-.r 

-  ^ 

at 
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The  observations  are  not  so  very  regular  as  to  allow  us  to  fix 
•0034,  rather  than  '0033,  and  I  thought  it  well  to  get  help  in  the 
following  way.  I  plotted  02  from  t  =  o  to  t  =  1, 

and  found  P  02  dt  to  be  692800 


[ 

Jo 


Now  we  know  that  the  total  heat  was  2670e,  and  the  heat  300c, 

remains,  so  that  b  I  #*.  dt  ought  to  be  2370c,  and  hence  b  =  *0034c. 

Jo 

This  wonderful  agreement  with  the  previous  result  gave  me  some 
satisfaction.  I  take  the  capacity  of  the  stuff  to  be  c,  a  constant ;  or 

q  =  -0034  c  & 
Hence  we  may  take 

rate  of  combustion  =  c(  —  +  -0034  c  0'2  \ 

I  smoothed  the  curve  for  0,  and  found  the  values  of  -  -  given  in  the 

tit 

table ;  the  addition  of  the  numbers  in  the  fourth  and  fifth  columns 
gives  those  in  the  sixth,  which  seem  to  me  very  interesting.  Without 
making  too  much  of  the  result,  we  may  say  that  it  gives  a  roughly 
correct  sort  of  indication  of  how  the  combustion  takes  place. 

COMBUSTION  GOING  ON  IN  A  CLOSED  VESSEL. 
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CHAPTER    XX  VI  1  1. 

VALVK    MOTION    CALCULATION. 

397.  A  SI.IDK  VALVK  worked  l.y  an  eccentric  or  crank  on  a 
uniformly  rotating  shaft  gets  very  nearly  a  simple  harmonic 
motion.1  There  are  various  ways  of  stud  \iii-.:  this  motion. 

1.  Counting  time  t  in  seconds  from  the  dead  point  position  of 
the  engine,  if  y  is  the  distance  of  the  slide  to  the  right  of  the  middle 
•  •t  'it-  >tn>kr  at  the  time  /  :  it'  r  is  the  half  travel  of  tin-  valve,  or  the 
length  of  the  crank  working  it,  or  the  eccentricity  of  the  ecci-ntric  ;  if 
it  revolves  at  q  radians  per  second,  and  if  a  is  the  angle  of  advance, 
if  angles  arc  measured  really  in  radians  (although  I  shall  sometimes 
write  them  as  degrees),  then 

y  =  r  sin  (qt  +  a) 

Whether  or  not  the  crank  goes  round  uniformly,  if  0  is  the  angle 
which  it  makes  with  the  inner  dead  point  (nearest  the  cylinder),  and 
if  x  is  the  distance  of  the  piston  from  the  end  of  its  stroke  (most 
remote  from  the  crank),  the  crank  being  li  and  connecting  rod  /, 

y  =  r  sin  (0  4-  «) 

x  =  R  (1  -  cos  0)  +  f!  (1  -  cos  20) 
4iL 

very  nearly.     If  we  take  0  =  qt  and   if  the  crank  makes  </  radians 
per  second,  the  valve  has  a  simple   harmonic  motion,  and  the  p: 
has    a    fundamental    simple    harmonic    motion    with     its    .< 
another  such   motion  ,,(  twice  the  frequency. 


1  Simple  harmonic  motion  i*  n^.u.l.  •!  now  Ma  badly  chosen  t.-im.     > 
term   aa    "pimply  peri<xli.:   motion,''   suggested   by  Profemor  Schuster,  would   t.. 
Simple  \il.r,itioti  ,.i;_ii'    t<>  t>e  used  instead  of  simple  harmonic  vibration. 
1  employ  the  usual  term  unwillingly. 
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2.  In  Fig.  259  if  OE  =  r  the  half  travel  of  the  valve,  or  if  OE  is 
the  eccentric  crank  working  the  valve  which  slides  in  a  direction 
parallel  to  DOF\  in  the  position  shown  in  the  figure,  the  valve  is  at 

the  distance  OH  from  the  middle  of 
its  stroke.  If  this  is  compared 
with  (1),  and  if  GO&  =  a  the 
angle  of  advance,  OJS1  is  the  posi- 
tion of  the  eccentric  crank  when 
the  main  crank  is  in  the  dead 
point  position  OD. 

3.  In  Fig.  260  if  DOF  is  the 
line  of  centres  and  GOG1  a  line  at  right  angles  to  DOF\  set  off 
GOG  =  (FOG1  =  a  the  angle  of  advance.  Make  OC  =  OC1  =  r  the 
half  travel  of  the  valve  and  describe  the  circles  shown,  on  OC  and 
OC1  as  diameters.  If  the  main  crank  is  in  any  angular  position 
OB  the  intercepts  OB1  cut  off  by  the  circle  OC  show  y  the  distance 
of  the  valve  to  the  right  of  its  mid  stroke ;  the  intercepts  OB"  cut 
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off  by  the  circle  OC1  show  the  distance  of  the  valve  to  the  left 
of  its  mid  stroke.  This  method  of  study  has  already  been  dwelt 
upon.  It  is  the  one  that  I  myself  prefer  in  spite  of  the  fact 
that  the  angle  of  advance  is  always  set  out  as  if  it  were  negative. 
Should  the  velocity  of  the  valve  be  wanted  as  an  intercept  on  the 
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crank  portion,  it    is  .inly   oeoeMHTJ  to  draw   two  new  circles  whose 

at    riijht    angles  to  COC1. 

4.  In  Fiur  -'•!.  /•'•'/  r-  pi. -, nts  tin-  linn-  of  one  revolution,  from  //' 
which  represents  ..n.-  dead  point  or  t  =  o,  to  .17  which  represents  the 
same  dead  point  again  or  t  =  T  the  time  in  seconds  of  one 
revolution. 

A  point  /'  shows  by  PQ  the  distance  y  of  the  valve  to  the  right 
of  its  mid-position  at  the  time  indicated  by  BQ.  It  is  easy  to  see 
that  the  sine  curve  EFTIKAE  is  drawn,  just  as  the  projection 
of  the  spiral  edge  of  a  screw  thread  is  drawn.  Starting  with  /,'' 
(GOE1  is  the  angle  of  advance)  divide  the  circumference  of  the 
circle  Ell''lf(i  into  any  number  of  equal  parts  numbering  the  points 


of  division  0,  1,  2,  &c.  Divide  JiM  into  the  same  number  of  equal 
parts,  and  starting  with  />',  number  the  points  of  divisions  0, 1.  2,  &c., 
project  horizontally  and  vertically.  Or  again,  it  may  be  very 
quickly  drawn  on  squared  paper,  using  a  table  of  sines  of  angles.  It 
is  imj)ortant  to  note  BE  the  distance  of  the  valve  from  the  middle 
at  the  dead  point ;  this  is  the  lap  +  the  lead,  or  /•  sin  a. 

As  in  Art.  73  if  from  y  we  subtract  the  lap  BL  we  get  L E  the 
opening  of  the  port  to  steam,  drawing  LCAL  parallel  InJiMi*  tin- 
best  way  of  making  this  subtraction  and  we  see  that  /i  C  repre- 
sent the  time  or  the  angle  passed  through  by  the  crank  .vh.n  cut 
<>tV  tak.s  place.  It  /! I  is  the  inside  lap  and  //  is  drawn,  we 
_:••'  5f,  the  angle  pa->,-d  through  by  the  crank  when  release  takes 
place  and  /.'/.-  when  cushioning  takes  place.  U'  bi>ects  //.I/  and  U' 
shows  a  dead  point.  If  /.'/,'  and  J!/}  are  the  outside  and  inside  laps 
on  the  other  side  »{'  the  valve,  we  find  .I1,  Cl,  7.'1.  and  A"1  for  the 
return  stroke. 

The  value  of  thi-  method  ,,}'  study,  which  is  really  \.-ry  clumsy 
when  motions  are  all  simple  harmonic,  lies  in  this,  that  it  is  almost 

I  i 
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the  only  method  of  study,  and  is  certainly  the  simplest  method,  when 
the  motions  are  not  simple  harmonic — that  is  in  practically  every  case 
in  which  the  slide  valve  is  worked  from  link  motions  or  radial  valve 

gear.  My  students  have  practised  it, 
as  shewn  in  Fig.  296,  for  twenty-four 
years,  but  as  applied  here,  it  is  now 
published  I  think  for  the  first  time. 

The  curve  showing  the  displace- 
ment of  the  valve  is  sometimes  put 
upon  the  same  sheet  as  a  curve 
showing  the  position  of  the  piston. 
Thus  in  Fig.  296  Cc  shows  the  distance 
of  the  valve  from  its  mid  stroke  arid 
CE  shows  the  distance  of  the  piston 
from  its  mid  stroke  for  any  position 
of  the  crank.  I  myself  prefer  to  compare  valve  position  with  that 
of  the  crank,  and  having  found  the  crank  positions  when  the  foui 
events  occur,  to  use  a  template  method  of  getting  the  piston  position 
as  in  Fig.  93. 

5.  If  a  valve  is  worked  from  a  crank  shaft.  Let  OD  (Fig.  262)  be 
a  dead  point  position  of  the  main  crank.  Make  DOE  equal  to  the 
advance  a  of  the  valve ;  then  for  any  position  B  of  the  main  crank, 
draw  perpendiculars  to  JZOfiand  to  FOFt  which  is  at  right  angles  to 
EOE.  The  valve  is  at  the  distance  BE1  to  the  right  of  its  mid 
position,  and  its  velocity  is  represented  by  BF*-,  and  its  acceleration 
is  represented  by  BE1.  The 
scales  of  such  measurements 
ought  never  to  give  any  trouble. 
For  example,  what  is  the  scale 
of  the  displacement  BE1  ?  It  is 
evidently  to  the  scale  to  which 
OE  represents  the  half  travel. 


The  scale  of  the  velocity  BF1  is 
the  scale  to  which  OE  represents 
the  greatest  velocity.    The  scale 
of  the  acceleration  BE1  is  the 
scale  to  which  OF  represents  the 
greatest  acceleration,  this  is  the 
same  as  the  centripetal  accele- 
ration  of  the  crank-pin,   which  would  give  the  slider  its  motion. 
If  a  number  of  slides  are  worked  from  the   same   shaft,  with 
different  half-travels  and  angles  of  advance  [advance  means  angle 
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exceeding  !M)  •  '»>'  which  slider  crank  is  ahead  of  main  crank],  the 
dManrr  of  each  and  all  of  them  to  tin-  right  of  its  mid  stroke  for 
any  position  •>!  tin-  crank-pin,  or  any  ojhei  rotating  point  of  reference, 
may  be  shown  on  one  diagram.  Let  OAl  (Fig.  2G3)  be  the  dead 
point  position.  Make  J/'//,  tin-  ad\anc.-  ",  of  one  slider,  make 
AJ)E  ,  the  advance  ".,  of  the  .second  slider,  make  -I/>A'3  the  advance 
of  the  third  slider,  and  so  on.  Then  for  any  position  B  of  the  crank  - 
pin  the  >liders  are  at  the  distances  /;  /,',.  /;./;'.„  B2Sa,  &c.,  to  the  right 
of  their  mid  positions.  Furthermore  it  OJPV  Ofp  too.,  are  perpen- 
dicular to  (>A 


..  \-c..  the  peipendiculars  BFV  BF^,  &c.,  represi-nt 
the  velocities  of  tin  sliders. 

I.  t  points  on  AflAi  (Fig.  264)  represent  the  positions  of  the 
piston.  Drscrilie  the  circle  A^iA.2Gl.  Let  the  main  crank  be  in 
ili.'  jK>sition  OB.  Make  A^OE1  the  angle  of  ad\ance  then  if  to 
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one  scale  A^AZ  is  the  travel  of  the  piston,  and  if  to  another  scale  it 
represents  the  amount  of  the  travel  of  the  valve;  drop  the  per- 
pendiculars 11 A  and  BC,  and  BAf,  then  when  the  piston  is  OA  or  H  M 
from  the  middle  of  its  stroke;  the  valve  is  BC  from  the  middle  of 
its  stroke.  This  is  evidently  easy  to  prove.  Also  if  q  is  the  angular 
velocity  of  the  crank,  the  speed  of  the  valve  is  q.BN,  BN  being 
measured  on  the  scale  on  which  ON1  is  the  half  travel  of  the  valve. 
It  we  wish  to  take  into  account  the  angularity  of  the  connecting- 
rod,  \ve  draw  II OH1,  a  circular  arc  with  radius  that  of  the  con- 
necting-rod, centre  in  the  line  of  centres;  then  the  distance  of 
the  piston  from  the  middle  of  its  stroke  is  not  BM but  BF.  Drawing 
i  parallel  to  &0  at  distances  from  it.  u I.  =  outside 

lap;  01=  inside  lap;  OL1  =  outside  lap  on  the  other  side  of  the 
\alve,  (>/'  =  other  inside  lap:  we  >,  e  that  the  distances  of  any 
point  like  B  or  />''  from  these  lines  show  the  amounts  of  opening 
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of  the  valve  to  steam  and  exhaust  on  the  two  sides  of  the  piston. 
The  positions  of  the  main  crank  at  admission,  cut  off,  release  and 
compression  in  both  forward  and  back  strokes,  are  evidently  given 
by  the  ends  of  these  lines,  and  the  velocities  of  the  valve  when 
these  events  occur  are  presented  by  |g-  times  the  lengths  of  these 
lines. 

7.  Let  A^O  (Fig.  266)  be  the  line  of  centres.  Make  AflE^  the 
advance ;  OE1  =  the  half  travel.  About  El  describe  circles  whose  radii 
are  the  outside  and  inside  laps.  Draw  four  tangents  from  0  to  these 
circles.  Prove  that  these  tangents,  produced  if  necessary,  are  the 
positions  of  the  main  crank  when  the  four  important  events  occur. 

Oal  admission,  00  (or    C10  pro- 
c';  t    duced)  when  cut  off  occurs.     OR 

>     /,/'       (or    rlo   produced)    when   release 

_A. _J'-'''  occurs,  0 K  when  cushioning  occurs. 

Of  course  the  proof  is  easy  as  soon 
as  one  shows  that  the  perpendi- 
cular distance  of  JE1  from  any 
radial  line  drawn  from  0  is  the 
valve  displacement  for  that  posi- 
tion of  the  crank. 

FJQ  266  298.  It    is    quite   easy   from 

what  has  been   given,  and  using 

the  methods  either  of  1,  2,  3,  4,  5,  or  6,  for  any  student  accustomed 
to  easy  practical  geometry  to  work  such  problems  as : — 

1.  Given  travel  and  port  openings  to  steam  for  two  positions  of 
the  main  crank,  to  draw  the  hypothetical  diagram. 

A  particular  case  of  this  is,  given  half  travel,  cut  off  and  lead. 

2.  Given  travel  and  ratios  of  amounts  of  port  openings  for  three 
positions  of  the  crank,  draw  the  diagram. 

3.  Given  travel,  advance  and  ratio  of  lap  to  lead. 

4.  Given  amounts  of  port  opening  for  three  positions  of  the  crank. 
A  special  case  of  this  is : — given  the  lead,  the  position  of  the  crank 
at  cut  off,  and  the  opening  of  the  port  in  some  other  position  of  the 
crank. 

5.  Given  the  maximum  opening  of  the  port  and  given  the  open- 
ings for  two  given  positions  of  the  crank.  A  special  case  of  this  is  : — 
Given  the  position  of  the  crank  at  cut  off,  the  lead,  and  the  maximum 
opening. 

299.  On  a  diagram  (Fig.  267)  let  a  point  Pshow  by  its  distance 
PE  from  a  line  Bl  0  B2  the  distance  of  the  piston  from  the  middle  of 
its  stroke,  and  by  its  distance  PD  from  a  line  0100.^  the  distance  of 
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the  valve  to  the  right  of  its  mid  stroke.     These  distances  need  n.-t 
th»:  same  scale.     It'  UJ,  and  (){Ll  are  the  laps  (to  the  same 

as  tin-  valve  motion)  i>n  tii.  t  \vo  edges  of  tin-  val\i-,and  if  OJ 
an<l  <>.ll  aiv  tin-  two  inside  laps,  tin:  hori/ontal  liii''-  from  these  points 
cut  th'-  riirve  at  admission,  cut  otf,  release  and  coinj)i. --ion  in  for- 
ward and  backward  strokes.  If  the  valve  has  a  simple  harmonic  motion 
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m 


and  the  piston  also,  the  curve  is  evidently  an  ellipse,  and  the  student 
will  do  well  to  draw  it  by  projection  as  in  Fig.  268.  Let  OBl  repre- 
sent the  half  travel  of  the  valve,  and  let  A^A^  to  any  other  convenient 
scale  represent  the  travel  of  the  piston.  Describe  the  circles.  Let 
the  angle  ElOAl  be  made  equal  to  the  advance.  Divide  both  circles 
into  the  same  number  of  equal  parts,  and  number  the  points  of 
division,  beginning  with  Al  and  £l  as  0,  1,  2,  &c.  Project  vertically 
from  points  on  tin-  larger  circle,  and  horizontally  from  corresponding 
points  on  the  smaller  circle,  and  we  evidently  obtain  the  curve  re- 


quired.   Thus  if  G  is  a  point  on  the  larger  and  H  on  the  smaller,  P 
is  a  point  on  the  curve. 

To  take  into  account  shortness  of  connecting  rod,  we  proceed  as 
befon-;  l>ut  Fig.  269  shows  how  we  use  G  and  //  to  tind  /'  \V.- 
project  from  G  to  AtOAt  by  our  curved  template  of  Art.  67  to  find  G1, 
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.•mil  ill.-  vertical  from  Gl  meeting  the  horizontal  from  H  gives  the 
true  /'. 

Or  again  we  may  take  the  diagram  Fig.  296,  and  in  Fig.  297  we 
pint  Cc  as  ordinate  and  CE  as  abscissa. 

3OO.  Mr.  Macfarlane  Gray's  (or  Miiller's)  method  of  showing 
the  displacement  of  the  piston  for  any  position  of  the  crank  is 
interesting  to  look  at,  but  is  not  easily  applied  in  practice  because 
of  the  great  size  of  the  drawings  needed.  Prove  its  correctness. 

Let  AOF(Fig.  270)  be  the  line  of  centres,  the  piston  being  on 
the  side  A.  Let  G  be  the  crank  pin  and  0  the  centre  of  the  crank 
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shaft,  OG  =  r,  AC  =  I  the  length  of  connecting  rod.  Describe  the 
circle  AJF about  0  with  I  +  r  as  radius.  Describe  BHE  with  l  —  r 
as  radius.  On  A  E  as  diameter  describe  A  IE.  Then  for  the  position 
G  of  the  crank  pin,  the  displacement  of  the  piston  from  the  left 
hand  end  of  its  stroke  is  JI\  displacement  from  the  right  hand  end 
being  ///.  For  the  position  Gl  of  the  crank  pin  we  have  Hlll  the 
displacement  of  the  piston  from  the  right  hand  end  of  its  stroke. 

3O1.  Combinations  of  Motions.  All  cranks  or  eccentrics 
working  sliders  are  given  as  to  position  when  we  say  that  they 
have  so  much  advance  a,  that  is  the  amount  in  excess  of  90°,  by 
which  they  are  ahead  of  the  main  crank ;  the  half  travel  r  being 
also  given.  The  motion  is  defined  by 

y  =  rsm(0  +  a) (1) 

y  being  distance  of  slider  to  right  of  mid  position  when  main  crank 
makes  an  angle  6  with  dead  point.  Suppose  that  one  crank  can  give 
motion  (1)  an.d  another  crank  can  give 

2/1  =  r1  sin  (0  +  a1) (2) 
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Siij;|)08e  that  a  slider  could  get  both  these  motions  at  the  same  time, 
whai   would  the  total  motion  ! 

I  tin-  t\vn  cranks  in  th.-ir  proper  jx.siti..ns  r.-lati\i-ly  \»  the 
main  and  of  their  prop.-r  1.  HIM  h-.  Tims  if  " 1>  <  Kij  -J7  1  is  tin-  main 
crank  and  M»\  i-  tin-  diivcti..n  of  iimti.ui  of  tin-  slider,  drau  '//' 
at  right  angles  to  01)  If  /  <>A  =  a  and  0^  =  r ;  it  /'';/;  .. 
OJf=/-l..-.,n.|.!.-t.-  tli.-  parallelogram  "JAVA  Th.-n  OE=li  is  the 
length  of  a  crank  and  /'"/;  ingle  .it'  ad\anc.-,  which  would 

L,M\.    to  the  slider  a  indti.m   \\hich    i.-,   tin-  sum   <>f  tin-  motions  (1) 
and  (2). 

To  j.n.vt.  this.droj)  perpendicolan  trom  J,/>  and  £  on  ON.    Th»- 

slider  would  !>.•  at  th«-  distance  "J1  to  tin-  riidit   of  its  mid   position 


if  OA  alone  worked  it  ;  it  would  be  at  the  distance  OJ>1  to  the  right 
of  its  mid  position  if  OS  alone  worked  it  :  it  would  be  at  the 
distance  '/A'1  to  the  right  of  its  mid  position  if  OE  alone  worked  it 
But  it  is  obvious  that  as  <>  A,  <>E.  and  OB  are  supposed  to  go  round 
with  the  sain.'  angular  velocity:  in  any  position  \\hatsoever  OJS1  = 
OA1  -I-  OE1,  and  hence  the  proposition  is  proved.1 

In  particular  let  the  student  notice  that  if  a  =  0  and  a1  =  90,  (1) 
and    ~2    become 

-r  =  r  sin  0,  xl  =  rl  cos  0 

and  x  +  xl  =  Jri+r'*  sin  (0  +  o) 

ri 

where  a  is  such  that  tan  a  =  —  . 

r 

He  had  better  draw  the  figure  that  corresponds  to  this. 

K  •  SupjM.se  that  a  slider  <,'.-ts  the  motion  (1)  and  that 

another  slider  mo\in^  on  or  near  the  first  gets  the  motion  2),  what 
is  the  m  -he  s.  cond  slider  relatively  to  the  first  ?  That  is, 

suppose  a  fly  to  In-  on  the  fir>t  slider  and  not  to  know  that  it  was 
in  motion,  looking  at  the  second  slider,  what  would  the  motion  of 
this  >econd  slider  "/>j>car  to  be  ? 


-turl.-nt   wli..  kii'.u-    i  Intl.-  t  rigonometry  MM  how  to  exprem  FOE  and  the 

length  of  "  ;unl  r'. 
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Answer.  Draw  OA  and  OS  (Fig.  272)  as  before.     Make  OA  the 
diagonal  of  a  parallelogram  OS  A  E  of  which  OB  is  a  side.     Then  0  E 

is  a  crank  which  would 
give  to  the  second  slider,  if 
the  first  slider  were  at  rest, 
the  motion 
thinks  that 


Fio.  272. 


which  the   fly 
it    has    when 
both   sliders    are  really  in 
motion. 

This      proposition     is 
valve  works  on  the  back  of  another  as 


L 


FIG.  273. 


needed  in  cases  where  one 
in  Fig.  150. 

3O2.  In  what  way  is  it  possible  to  give  to  a  slider  a  combination 
of  two  motions  ? 

Lord  Kelvin  in  his  Tide  Predicting  Machine  has  shown  us  how  to 
give  to  an  inkbottle  a  combination  of  many  simple  harmonic  motions 
of  various  frequencies,   amplitudes, 
and  epochs.     But  he  used  a  flexible 
connection.     Usually  the  mechani- 
cal engineer  requires  a  rather  rigid 
connection. 

Let  three   cranks   work,  nearly 

at  right    angles    to   it,    the    three 

corners   of  a   plate  (Fig. 

273).  Then  from  any  point  P  in  that  plate  a  slider  may 
be  worked  by  a  rod  PN  which  would  get  a  combina- 
tion of  the  three,  depending  on  where  the  point  is 
placed. 

In   this   way  by   again  combining  such  motions  we 
can  give  a  slider  a  combination  of  many  crank  motions. 

Use  of  a  Link.   Usually  we  only  want  to  combine 
two  crank  motions,  and  a  link  is  commonly  used. 

If  A  and  B,  Fig,  274,  are  two  points  getting  small 
displacements  (or  velocities,  or  accelerations)  a  and  5  at 
right  angles  to  A  B,  then  the  displacement  (or  velocity  or  accelera- 
tion) c  of  C,  a  point  in  the  same  straight  line  is 

BO         AC  , 


C' 


a' 

Fio.  274. 


Notice  the  fraction  of  each  of  the  two  motions  that  C  gets  and  study 
the  proposition  well.  It  is  quite  easy  to  prove  by  drawing  A  A1  =a 
and  £Bl  =  b,  and  calculating  CC1  or  c. 
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I  shall  hero  speak  of  tin-  link  as  being  vertical  ami  it-  displace- 
ments as  hori/ontal. 

If  in  the  plane  of  the  pa  per  the  end  -/.Fig.  -  7. ">.  of  the  straight  link 
AB  gets  a  hori/ontal  S.  H.  motion  from  tin- crank  OA',  whose  centre 
i  he  level  of  A  and  the  end  B  gets  a  S.  II.  motion  from  the  crank 
Ul'>  ,  whose  centre  i-  ..n  tlu  level  of  J?and  which  goes  round  with  the 
same  angular  velocity,  then  any  point  0  in  the  link  gets  a  motion 
which  i-  ju-t  the  same  as  if  it  wen-  worked  l>y  an  ideal  crank  rotating 
at  the  same  angular  velocity  about  a  centre  0  on  the  level  of  C.  To 
find  \\\\>  ideal  crank:  Let  0 A"  and  "/;'  show  the  relative  angular 
;ons  of  the  given  cranks  at  any  instant,  and  let  OA'  and  OH" 
represent  their  lengths  to  scale.  Join  A*B".  Divide  A" If  in  6"  so 
t\\&t,A"Cr:Crjr  BsAO:CB.  Join  OCT.  Then  OCT  is  an  ideal  crank 
of  the  proper  length  and  properly  related  angularly  to  the  given 


Fio    276 

cranks  to  give  to  a  point  C  exactly  the  same  motion  which  it  gets  in 
quite  a  different  fashion.  C  really  gets  its  motion  because  it  is  in  a 
link  ACS;  but  the  crank  OC"  would  give  it  that  motion  if  it  were 
not  constrained  by  the  motions  of  A  and  //. 

To  pn.ve  this.     Draw  CTD  and  CTE  parallel  to  B"0  and  A'O. 
Magnify  the  figure  as  shown  here.     C  has  a  fraction  of  A's  motion; 

Now  A  is  moved  by  a  crank  like  OA".     Hence  C 


BC 

the  fraction  -j-~. 


would  get  its  proper  fraction  of  A's  motion  if  it  were  moved  by  a 

BC 
crank  ^-£.  OA'.    But  A'CTB1  is  divided  proportionately  to  A  CB,  and 

• 


>   that.  '>/>  is  just  the  crank  which  would  give  to  C  its  proper 

ion  of  A's  motion.     Similarly  OK  i>  just  the  crank  which  would 

give  to  C  its  proper  fraction  of  IT*  motion,  and  it  is  evident  from 

Art.  301  that  the  ideal  crank  OC"  would  just  give  the  sum  of  the 

motions  which  OD  and  OE  would  give. 

\V        '  .  \yt  assume  the  motions  to  l>e  .Dimple  harmonic  and  to 
be  very    >m.ill    and   at   right   angles   to   the    length  of   the   link, 
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£}' 


Fio.  276. 


ami  our  nik-s  are  not  exactly  tme  when  these  conditions  are  not 

fulfilled. 

Instead  of  speaking  of  the  length  of  the  ideal  crank  we  say  "  the 

half  travel,"  and  in  a  steam  engine,  the  angle  minus  90°  that  the  ideal 

crank  makes  with  the  dead  point  position 
on  the  side  remote  from  the  cylinder  is 
called  the  "  advance."  These  terms  are 
used  because  we  use  them  in  Art.  74. 

EXERCISE  1.     In  a  link  the  point  A 
gets  a  half  travel  a  and  an  advance  a  ;  the 

point  B  gets  a  half  travel  I  and  an  advance  B,  what  are  the  half 

travel  and  advance  of  C  ? 

Answer.    Draw  OD,  Fig.  276,  to  represent  the  main  crank  and  OG 

at  right  angles  to  it.  Make  G  OA"  =  a  and  OA"  =  a.   Make  G  OS"  =  ft 

and  OH"  =  b.    Join  A"  B"  and  divide  it  in  C"  as  the  link  A  B  is  divided 

in  C  ;  the  half  travel  of  C  is  oC"  and  its  angle  of  advance  is  GoC". 
EXERCISE  2.     Suppose  the  half  travel  of  A  is  3  inches  and  of 

B  is  2  inches ;  suppose  the  advance  of  A  to  be  o  and  the  advance  of 

B  to  be  90  degrees,  find  the  half  travel  and  advance  of  G,  if  C  is 

shifted  along  from  A  towards  B,  1st,  when  C  is  at  A  ;  2nd,  when 

AC  =  \AB;  3rd,  when  AC  =  \AB\  4th,  when  AC  =  \AB\  5th, 

when  C  is  at  B. 

EXERCISE  3.     Suppose  the  half  travel  of  A  to  be  3"  and  its 

advance  0 ;  the  advance  of  B  to  be  90°  and  its  half  travel  to  be 

altered  from  0  to  1,  to  2,  to  3,  to  4  inches ;  find  the  half  travel  and 

advance  of  C  in  each  case,  if  C  is  always  midway  between  A  and  B. 
It  is  evident  that 

if  C   is  not    in    the          / 

straight  line  joining       V      <*"' 

A  and  B,  but  is  with 

A  and  B  in  a  flat  arc 

of  a  circle,  the  relative 

distances  of  C  in  the 

arc  from    A    and    B 

may  be  taken  pretty 

much  in  the  same  way 

as  in  the  straight  line. 

3O3.  EXERCISE  4.     Suppose    that  if  in   Fig.  275   instead   of 

A  and  B  being  worked  by  cranks  OA'  and  OR  on  their  own  levels 

they  are  both  worked  from  the  same  shaft  as  in  Fig.  277. 

Find  by  skeleton  drawing  or  in  any  other  way  the  limits  of  A's 

motion,  say  A"  and  A".     Now  note  that  if  a  crank  &  a'  on  the  same 


AnA    A" 


FIG.  277 
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le\el  as  .1  worked  it  in  t  h"  diiv.-t  ion  &A,  A  would  be  at  A"  when  (fa' 
or  O'a"  is  hort/.ontal ;  but  truly  Oa  would  then  lie  in  the  direction 
OA"  as  shown  in  tin-  dotted  line;  in  fact  O'a  must  be  ahead  of  Oa 
by  an  angle  e»|iial  to  AOO  and  it>  length  mu-t  be  half  of  A" A'". 
On  looking  into  th<-  matter  ni"iv  carefully  it  will  be  sot -n  that  the 
angle  ought  to  bo  something  b.-t  \\.-.-n  A"00  and  A'"00.  1  usually 
take  U.lt)  tin-  length  of  tin-  r.»d  » A  to  tind  the  point  AQ  and  I 
take  the  alible  AJJO  to  bo  th<  .mount  by  which  Oa  is  ahead  of 

On.  Also,  I  think  that  it  will  be  easily  seen  that  the  length  of  Oa  is 
best  obtained,  not  by  skeleton  drawing  and  finding  the  positions  of 
A"A'",  &c.,  but  by  making  aOa  =  A000,  and  drawing  aa  at  right 
angles  to  Oa\  thus  Oa  is  found  parallel  and  equal  to  O'a'.  In  the 
S.IUI-  way  \v.  tind  Oft  a  virtual  crank  which  on  the  level  of  B  would 
sjivi'  it  the  motion  which  it  gets  from  ul>.  N'ow  of  course  if  we  join 
a/8  and  divide  in  7  as  the  link  A  B  is  divided  in  0  we  get  Oy  a  virtual 


Fio.  278. 


crank  which  if  on  the  1,-vel  of  C  would  give  to  C  the  motion  that  it 
really  ^ 

3O4.  Although  the.-Umve  way  of  putting  this  matter  will  commend 
itsi'lf  to  the  praeti.-al  man.  the  following  more  mathematical 
method  may  al<o  be  welcome.  In  any  case,  however,  we  are  com- 
pelled to  leave  out  small  term-  and  to  an  experienced  man  the  above 
method  i>  just  as  good  as  this  that  follows. 

A  crank  Os  =r  works  a  slider  Q  in  the  direction  QG,  what  is  the 
nature  of  the  motion  of  Q,  Fig.  279  ? 

1'  ihaps  it  is  more  simply  seen  in  Fi_  L'7v  /'  is  the  middle  of 
(?s  path  A'B'.  If  the  motion  were  in  the  direction  £PAO,in  the 
line  of  0,  PA  =  PB  =  r.  By  drawing  BB  and  A  A'  perpendicular  to 
OAB  we  have  the  ends  of  the  path  of  the  slider,  if  the  rod  were 
infinitely  lon_  if  a  crank  at  O1  gave  the  motion  ATI?,  it 

would  be  ,,t'  length  /'J'= /V."  =  r  8fc  a  and  when  the  O  crank  was 
directed  t.. \\anU  «l,  (tli,  -.nn>-  as  <>T  if  rod  is  very  loni^  the  0' 
crank  would  \»  din-i-ted  in  the  line  '/'/".  In  tact  the  (J  cnink  would 
be  a  ahead  of  the  ()  crank. 
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Let  OC,  Fig.  279,  be  at  right  angles  to  CPQ. 

Let  PQ  =  x.     Let  OS=r,  SQ  =  l,  COS=0,  OP=l,  OC  =  a. 


rsinfl-f  lcos<(>  =       x  ,,, 

*  " 


/  sin  $>  =  a  -  r  cos  0,  therefore  /  cos  $  =  *Jl:  -az  +  2ar  cos  0  -  r- 

,     /,      "2ar  cos  6  -  r'2  cos'"  0. 
Ico8<(>  =  k  V  1 + 

Treat  ^(2arcostf-r2cos'  0)  as  a  small  quantity  ;  that  is,  like  g  where 

.  _  =  1  +  ^  ff  very  nearly. 

Having  done  this,  use  2  cos2  0=cos  2  0  -f  1,  and  we  find 

ar  cos  0      r'       r* 
~k  4fc  ~4F 

Hence 

CtT"  y* 

-y  COS  Q  -  -jy  COS  2  0       .       .       .       .       (2). 


Now  rsin0+  —  cosfl-rV  1+  —  sin  (  0+tan"1  -r  ), 

A/  tii  \  K    J 


and  the  meaning  of  this  is  :  — 

Set  off  0  T  ahead  of  OS  by  the  angle  SOT=OPC;  make  S  T  perpendicular 
to  0  S  ;  then  the  motion  of  Q  is  what  a  crank  of  length  0  T,  and  parallel  to  0  T 


f   o 


FIG.  279 

with  an  infinitely  long  connecting  rod,  would  give  it,  if  its  centre  were  on  the 

r2 

level  of  PC  ;  but  there  is  also  an  octave  of  the  amount  -  — ,  cos  2  0.     It  will  be 

4k 

seen  that  this  octave  is  exactly  in  the  same  proportion  to  its  fundamental  as  if 
the  crank  r  with  a  rod  k  worked  a  slider  directed  towards  0  in  its  motion. 

3O5.  Now  notice  that  if  instead  of  Q  having  a  horizontal  motion 
from  Q  to  Z,  Fig.  280,  it  moves  from  Q  to  R  or  Q  to  N\  QM  being^in  the 
direction  of  the  centre  of  the  shaft.  Instead  of  the  direct  displacement 
QM  we  have  (dra wing  MNRZ at  right  angles  to  QM  and  RS and  NT 
vertical)  displacements  QN  or  QR,  instead  of  QZ,  and  the  horizontal 
components  Q  V  or  QT,  or  $£  or  QZ  are  by  no  means  equal.  Hence 
the  horizontal  motion  of  any  point  in  a  link  depends  upon  the  direc- 
tion of  its  path  and  this  depends  upon  its  method  of  suspen- 
sion. Given  the  horizontal  motions  of  the  ends  we  easily  find  the 
horizontal  motion  of  any  point  in  the  link,  but  we  have  no  easy  rul^ 
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tor  finding  tin-  liMii/untal  motions  of  the  ends  for  every  method 
.-p. -IIM..II.      Id-  i>    i-  another  important  matt«-r.     The  valve  is 

n. .t  \\oik.-ii  trom  an  in\arial»li-  point  C  in  a  link  wlm.M-  distances  from 
n«U  A  and  J:  aiv  <'.>n-tant.    It  will  IM-  >hown  ii  '  that  the 


Pia  280. 

introduced  by  the  sliding  of  the  block  in  the  link  is 
not  such  a  serious  matter  as  the  above  one. 

I  hope  that  students  will  bear  in  mind  the  above  considerations 
when  studying  the  following  rough  and  ready  rules  (the  only  ones 
known)  fin-  link  motions  in  general,  so  that  they  may  not  imagine 
these  rules  to  be  more  accurate  than  they  really  are. 

3O6.  Fit,'.  2-Sl  shows  the  Gooch  link  motion.  If  the  forward 
Oa  and  backward  Ob  eccentric  cranks  are  each  3  inches  and  each 


:;o  d.-irr.-.-  of  :idv:m<-'-.  that  i-  .-arh  is  PJO  degrees  from  tin-  main 
crank.   Kuch  of  them  is  said  to  hav.  :{()  degrees  of  advance  GOa  or  HOb, 
becausr  in  full  forward  ^--ar  tin-  valvi-  may  be  said  to  be  worked  by 
the  forwaid  eccentric  alone  and  in  fullback  gear  tin-  \al\i.-  maybe 
-aid  to  be  work*  d  l>y  the  back  eccentric  alone,  the  engine  going  the 

Draw  thr  i;i-ar  in  '/••••  -.vith  tin-  crank  away  from 
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the  cylinder.  In  this  position  see  if  the  rods  aA  and  IB  are 
crossed  or  open.  The  figure  shows  open  eccentric  rods.  Imagine 
the  link  AB  to  be  so  supported  and  the  rods  to  be  so  long  relatively  to 
the  link  that  A  and  B  move  horizontally ;  A  gets  motion  from  the 
eccentric  Oa\  B  gets  motion  from  Ob;  the  block  C  may  be  raised  or 
lowered.  It  works  the  valve  rod  Fin  the  direction  OF" and  indeed 


Fid.  282. 

V  gets  the  horizontal  motion  of  C  if  the  radius  rod  C  V  is  held  at  a 
constant  slope  by  the  other  parts  of  the  gear. 

Oa  =  0b  =  3  inches;  GOa  =  HOb='30°  A  a  is  perpendicular  to  Oa, 
aOa  is  made  equal  to  AOV.  bft  is  found  in  the  same  way. 
Join  a  ft  and  divide  in  7  in  the  proportion  in  which  A  B  is  divided  by 
C,  then  Oy  is  the  half  travel  of  the  valve  in  the  present  position  of 
the  gear  and  G  0  7  is  the  angle  of  advance. 

Notice  that  if  the  gear  is  shifted  0  being  altered  in  position, 
our  figure  a  Oft  is  not  altered ;  we  only  alter  the  position  of  7. 

In  Gooch  gear  with  crossed  rods,  see  Fig.  282,  the  student  will 
find  that  Oa  is  now  behind  0  a  by  the  amount  AOV.  There  is  no 
difficulty  in  seeing  the  reason  for  the 
rule  used  in  the  following  example. 

Let  full  fore  and  back  half  travels 
each  be  3",  advances  40  degrees.  Draw 
the  gear  in  the  dead  paint  position.  Set 
off  oa  =  ob  =  3",  Goa  =  Hob  =  40°.  Make 
aoa  =  bo  ft  =  Ao  V  =  Bo  V.  Draw  aa  and 
bft  at  right  angles  to  oa  and  ob  and  so 
get  a  and  ft.  Join  them  and  divide  aft  in 
7  the  proportion  in  which  C  divides  the 

link.     Then  07  is  the  half  travel  and   £07  is  the  advance  of  the 
valve. 

3O7.  Stephenson  Link  Motion.  Show  it  in  dead  point  position 
and  at  mid  gear. 

I.  Open  eccentric  rods.  EXAMPLE,  Fig.  284.  Forward  eccentric  half 
travel  3",  advance  30°.  Same  for  back.  Make  oa  =  ob  =  3",  Goa  =  Hob 
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=  .SO3.  In  full  forward  or  back  ward  gear  \\li.n  A  i-  l<>\\.-red  to  C  or  B 
is  raised  to  C  the  half  tr.iv.-l  an<l  a<l\.uir,  an-  n-ally  as  ivj.p-sented  by 
oa  and  ob.  Let  the  stii<l«-nt  satisfy  hims.-lt'  that  this  is  so  [and  that  it 
would  be  so  also  if  the  rods  were  cross* -d]. 

It  is  only  thi-ii  in   inti-rnn-diate  positions,  say  half  g»-ar  or  mid 
gear,  that  we  have  to  use  our  rule  of  Art.  ao:J,  which  is  of  course  a 


Fid.  884. 

little  tedious.  Now  we  find  it  necessary  to  work  out  an  answer 
carefully  only  in  one  intermediate  position,  say  the  mid  gear  position  as 
shown.  Our  rule  of  Art.  303  comes  evidently  to  this.  Make  aoa  =  bo  ft 
=  AOC.  Draw  aa  and  b/3  at  right  angles  to  oa  and  ob.  Join  a/3  and 
bisect  in  7.  Then  we  have  the  following : 

Answers.  Full  forward  gear  oa  =  £  travel,  Goa  =  angle  of  advance 
Full  back  gear  ob  =  i  travel,  Hob  =  angle  of  advance. 
Mid  gear  oy  =  £  travel,  90°  angle  of  advance. 

Draw  a  curve,  an  arc  of  a  circle  say,  through  ayb  and  assume  what 
must  be  nearly  true,  that  if  this  arc  ab  be  divided  at  any  time  in  a 
point  c  in  the  proportion  in  which  the  link  A  B  is  divided  by  the 
block  C  then  oc  is  the  half  travel  and  Goc  is  the  angle  of  advance. 

II.  Work  out  in  the  same  way  the  same  example  but  with  crossed 
eccentric  rods. 

In  both  cases  test  the  following  rule  invented  by  Mr.  Macfarlane 
Gray.  We  have  given  oa  and  ob,  Fig.  284  ;  join  a  and  b  by  an  arc  of  a 
circle  whose  radius  is — 

ab  x  aA 

2  AB 

ab  being  the  straight  distance  from  a  to  b.  If  the  rods  are  open,  the 
arc  is  concave  to  o.  If  the  rods  are  crossed  the  an  •  o. 

I  am  not  sure  that  this  or  any  other  so-called  easy  rule  is  really 
easier  than  the  above  correct  rule. 

Let  the  student  beware  of  refining  too  much  on  any  of  tl 
ructions,     Heought  to  remember  that  they  art-  all 

K    K 
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I  have  known  men  to  talk  learnedly  about  whether  the  arcs  through 
a,  7  and  b  in  the  above  figures  are  arcs  of  circles  or  arcs  of  parabolas 
as  if  they  were  dealing  with  rules  of  infinite  exactness. 

308.  Allan  Link.  This  is  more  troublesome  than  either  of  the 
others.     Draw  the  gear  at  dead  point  position,  and  in  full  forward  gear. 
Find  in  each  case  by  our  rule  of  Art.  303  oa,  Fig.  285,  the  half  travel 
and  Go  a  the  angle  of  advance.     In  the  same  way  find  oft  for  full 

G  back  gear  and  07  or  oyl  for  mid  gear.     The  rule 

has  to  be  followed  out  in  each  case  but  having  oa 
we  know  oft  unless  the  link  is  an  unsymmetrical 
one.  oy  is  the  sort  of  mid  gear  answer  one  obtains 
if  the  rods  are  open  and  oy1  if  crossed.  Now 
draw  an  arc  of  a  circle  through  ay  ft  or  ay1  ft  and 
for  any  intermediate  position  divide  the  arc  in  c 
as  the  block  divides  the  link.  Then  oc  is  the  half  travel  of  the 
valve  and  Goc  is  the  angle  of  advance. 

The  Exercises  of  Art.  80,  which  every  young  student  ought  to 
work,  will  have  taught  what  sort  of  change  of  distribution  of  steam 
we  may  expect  by  shifting  any  of  the  above  link  motions.  The  man 
who  studies  his  results  by  the  method  of  Art.  80  will  possess  what  is 
sometimes  thought  to  be  very  advanced  knowledge  of  this  subject. 

309.  General  Remarks  on  Link  Motions.  Any  arc  of  the  link 
in  the  Stephenson  motion  has  as  its  radius  the  distance  to  the  centre 
of  the  eccentric  disc.     Any  arc  in  the  Gooch  link  has  as  radius  its 
distance  to  the  worked  pin  on  the  valve  rod.     There  is  a  geometrical 
construction  to  find  exactly  the  positions  of  the  points  G,  K  and  F, 
Fig.  118,  in  the  Allan  Link.     In  all  valve  gears  there  is  some  such 
essential  rule.     Such  rules  need  not  be  remembered  :  any  man  who 
can  reason  a  little  will  work  out  such  rules  for  himself  if  he  will  only 
remember  the  reason  for  them,  which  is  this  :  When  a  gear  is  shifted 
there  is  one  thing  that  must  remain  nearly  unaltered — namely,  the 
position  of  the  valve  at  mid  travel. 

I  do  not  think  that  anybody  has  yet  given  attention  to  the  possi- 
bility of  getting  a  good  result  by  arranging  that  when  the  gear  is 
shifted  the  valve's  mid  travel  shall  not  be  a  symmetrical  position  over 
the  ports,  and  yet  careless  constructors  of  gears  sometimes,  acci- 
dentally, benefit  by  the  method.  This  is  only  one  of  many  interesting 
problems  which  ought  to  be  worked  out  with  simple  models. 

The  rules  which  I  have  given  will  only  enable  us  to  state  rather 
roughly  what  occurs  when  the  gear  is  shifted.  We  use  them  to  help 
in  designing  the  gear,  and  then  we  make  a  model  or  a  skeleton  draw- 
ing to  show  what  the  exact  motion  of  the  valve  is.  The  following  is  a 
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drawing  office  method  <>t'  making  a  skeleton  drawing.  I  :  i  <t 
to  draw  tin-  motion  of  tin-  valve  full  si/e  or  two  or  three  time*  lull 
size  without  showing  tin-  crank  -haft  ami  drawing  arcs  with  radii  so 
great  M  the  eooentrio  rod  length*  !.•  '  /-.'/>  I'u-  -^i,  be  a  position  of 

the  reversing  link  in  \\hich  we  wi.-h  to  study  the  motion  of  f'..n  the 
valve  rod  VR\  we  really  move  tin-  main  crank  into  siiy  24  po-ition> 
and  for  each  of  these  we  tind  the  jn.sition  ..f  the  link  and,  th.  i 
th.  horizontal  displacement  of  F.  This  means  that  having  the  arc 
DD  with  Has  centre,  for  .  adi  position  of  a  and  b  (oC  i-  the  main 
crank,  <•«  and  <>/>  the  forward  and  back  eccentrics)  we  strike  out  the 
two  arcs  AA',  J!/!'  with  "  and  l>  as  centres  and  the  lengths  of  the 
eccentric  rods  as  radii,  and  having  the-e  threearcs  AA',BKtDIft  we 
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L,'et  a  baoing Of  tho  link  and  place  it  on  our  drawing  so  that  the 
points  A  and  /.'and  7>areoii  the  three  arcs,  and  now  we  mark  the 
position  of  V.  The  dotted  part  of  Fig.  'jMi  nay  K.  di>pensi-«l  with. 
\V.-  draw  oC,oa,  oft  as  if-  were  the  crank  shaft  centre;  »C  the  main 
crank  and  oa  and  »tf  \  In-  t  wo  .•«•.•,  -nt  rics  in  anyone  of  NIV  '24  posi- 
tions. Now  prepare  a  template  like  (,' If./fi  with  an  arc  ftJ  drawn 
with  a  radius  !>/!  or  </J  a-id  with  a  line  on  it  G /3  normal  t<>  the  arc  at 
Q.  Applv  this  template  so  that  the  point  ^9  OO  it  is  at  ft  or  a  »n  the 
dmwing,  and  <''J  i^  horixontal.  and  evidently  the  arc  B  BJ  or  AA' 
may  he  drawn. 

I  may  sa\  that  I  do  not  like  the  m<  t  hod  unless  a   Ix-tter  kind  «»f 
template  is   prepan-.l  •IWBJI    u'l-.it    chance  (.f 

\vh.n  we  an- a>k.  il  to  draw  a  line  from  a  point  that  must  he  tin 
corner  of  a  set  sipian-  »r  temp 

31O.   \\V  shall  see  in  Art. 327  that  the  sliding  moii»n»;  the  Muck 
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in  the  link  slot  does  not  practically  introduce  any  octave  into  the  valve 
motion  and  therefore  does  not  tend  to  produce  inequality  of  distribu- 
tion on  the  two  sides  of  the  piston.  Although,  therefore,  its  study  is 
of  no  great  importance  in  connection  with  steam  distribution,  it  is 
important  to  try  to  diminish  the  sliding  on  account  of  wear  and 
tear.  The  student  ought  to  make  skeleton  drawings  showing  the 
actual  motions  during  the  revolution  of  an  engine,  of  points  at  the 
ends  and  middle  and  half  way  between  the  ends  and  middle ;  1st, 
when  the  link  is  suspended  at  the  middle  of  the  slot ;  2nd,  at  the  usual 
point  near  the  middle  ;  3rd,  at  one  end  ;  4th,  half  way  between  middle 
and  one  end.  He  will  find  that  the  first  is  best  for  engines  expected 
to  go  equally  well  in  both  directions,  and  the  4th  is  best  for  an  engine 
which  is  mainly  expected  to  go  in  one  direction.  In  fact  the  point  of 
suspension  ought  to  be  near  the  position  in  which  the  link  block 
most  commonly  works.  This  is  what  is  usually  said.  It  is  on  the 
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assumption  that  we  want  the  valve  to  have  a  nearly  pure  simple 
harmonic  motion,  but  I  am  not  sure  that  this  is  what  we  ought  to 
aim  at. 

Students  must  make  their  own  drawings,  but  Fig.  287  illustrates 
my  meaning.  The  paths  of  the  suspension  point  S  and  four  other  points 
are  shown  for  each  method  of  suspension  of  a  Stephenson  link  with 
open  rods.  In  the  second  set  the  suspension  point  is  really  the  middle 
of  the  chord  of  the  link. 

It  is  easy  to  draw  the  link  when  in  mid  gear  in  its  positions  for 
the  two  dead  points.  The  line  bisecting  at  right  angles  the  distance 
between  these  two  positions  of  the  suspension  pin  is  the  average 
position  of  the  suspension  (or  reversing)  link  for  all  positions  of  the 
gear,  so  that  it  is  easy  to  get  the  best  arrangement  of  G,  Fig.  117, 
Stephenson,  or  of  C,  Fig.  119,  Gooch.  I  am  afraid  that  I  do  not  believe 
much  in  giving  more  exact  rules  than  these,  nor  do  I  believe  in  the 
mathematics  with  which  we  sometimes  try  to  disguise  the  fact  that 
we  are  trying  to  get  rid  of  octaves  in  the  motion,  and  these  octaves 
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may  bo  very  useftil  helps  and  ought  to  be  cultivated  in  the  right 
direction  rather  than  destroyed. 

KXKRCISE.  Show  thai  with  the  Stephenson  link  if  the  engine 
runs  only  one  way  we  can  greatly  equalise  the  lead  for  different 
amounts  of  expansion  by  using  unsyim  Metrical  eccentrics.  I  give 
this  exercise  In  •cause  it  is  a  common  exercise  for  students  and 
will  do  no  harm,  but  I  cannot  see  why  people  should  be  anxious 
to  effect  this  object. 

311.  Radial  Valve  Gear.  In  link  motions  and  radial  valve 
gear  we  have  a  link  AB  whose  average  position  is  at  right  angles  to 
the  direction  of  motion  of  the  valve.  The  great  difference  between 
them  is  this  ;  in  link  motions  A  and  B  get  motions  in  the  direction 
of  the  valve  rod  whose  half  travels  are  generally  the  same,  their 
angles  of  advance  being  acute  angles  and  equal  for  the  two  directions 
of  motion  ;  the  point  C  which  works  the  valve,  shifting  relatively  to 
A  and  B  when  the  gear  is  shifted ;  whereas  in  radial  valve  gears  the 
advance  of  A  is  either  ±  90° ;  that  is,  A  is  in  -|-  or  —  synchronism 


with  the  crank  pin  ;  B  has  an  advance  0  but  a  variable  half  travel ; 
the  point  C  which  works  the  valve  never  alters  its  position  relatively 
to  A  and  B. 

In  link  motions  angles  must  be  carefully  measured  before  we  can 
even  roughly  approximate  to  the  conditions,  whereas  in  radial  valve 
gears  by  an  easy  inspection  we  see  the  half  travels,  we  know  that  the 
advances  are  90°  or  0,  and  we  have  no  difficulty  in  making  a  rough 
approximation  to  the  motion  of  the  valve. 

Thus  for  example,  let  G  be  between  A  and  B.  Then  we  know 
that  A  will  have  90°  advance,  B  has  no  advance. 

Let  JCOa,  Fig.  288,  be  the  line  of  centres;  let  Oa  be  the  half 
trav.-l  of  J  with  its  90°  advance;  let  Ob  be  the  half  travel  of  B 
with  its  no  advance.  Join  ba  and  divide  ba  in  c  in  the  proportion 
in  which  C  divides  the  link  BA.  Join  Oe ;  then  Oc  is  the  half  travel 
of  the  valve  and  boc,  is  the  angle  of  advance. 

Let  the  gear  be  shifted  so  that  Ob'  is  the  half  travel  of  B. 
Nothing  else  is  altered.  Join  b'a  and  divide  as  before  in  C'.  Then 
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Oc'  is  the  half  travel  of  the  valve  and  boc'  is  the  angle  of  advance. 
Evidently  all  points  like  c  c',  &c.,  lie  in  a  line  at  right  angles 
to  OA. 

It  is  evident  by  drawing  Zeuner  Circles  that  in  all  radial  valve 
gears,  as  in  the  Gooch  link,  the  lead  is  constant. 

312.  I  have  given  the  general  definition  of  all  radial  gears. 
There  are  several  forms  of  radial  valve  gear  which  satisfy  this 
definition : — 

"  There  is  a  link  A  B,  Fig.  289,  whose  average  position  is  at  right 
angles  to  the  valve  rod;  A  describes  a  closed  curve  more  or  less 
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FIG.  289. 

nearly  circular  or  elliptic  and  B  has  a  reciprocating  motion  ;  a  point 
C  between  A  and  B  or  in  AB  produced  works  the  valve." 

Let  the  centre  line  of  the  engine  and  valve  rod  be  vertical. 
Let  G'lTGH  be  the  path  of  A  ;  let  the  straight  line  BOS  represent 
the  average  slope  of  J5's  path.  Let  it  make  an  angle  a  with  the 
horizontal. 

Let  A  be  at  G'  when  the  crank  pin  is  in  its  lowest  position  and 
then  C  is  between  A  and  B. 

Let  A  be  at  G  when  the  crank  pin  is  in  its  lowest  position,  then 
C  is  in  AB  produced. 

It  is  evident  that  the  following  construction  comes  from  the 
above  rule. 

(1)  As  in  the  Hackworth,  Marshall  and  other  gears  where 
G  is  between  A  and  B. 

Draw  lines  hoa,  Fig.  290,  and  bo  at  right  angles.  Make  Oh  equal 
to  half  the  greatest  horizontal  dimension  of  the  figure  G1 HGJET, 
say  half  of  HH1  (that  is  the  distance  between  the  extreme  vertical 
tangents).  Make  Oa  equal  to  half  the  greatest  vertical  dimension  of 
G'HGH1,  say  half  of  GG'.  Divide  ao  in  c"  so  that  oc"  :  c"a  =  BC :  CA, 
and  draw  c'c'c  at  right  angles  to  Oa. 

The  gear  is  changed  by  altering  the  angle  a.     Set  off  ohb  =  a: 
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join  la  cutting  c'cc  in  c.     Join  Oc  ;  then  Oc  is  the  half  travel  and  boe 

lie  angle  of  advance. 

(2)  As  in  the  Joy  and  other  gears  where  C  is  in  A  I:  produced. 
The  above  description  is  correct,  only  that  c  is  in  ab  produced:  but 
perhaps  it  is  better  to  write  a  new  description. 

Draw  lines  hoc",  Fig.  2f»I .  and  bo  at  right  angles.  Make  oh  equal 
to  half  tli.  hi.nxnntal  dimension  of  the  figure  G'HGH, 

half  of  ////'.  Make  oa  equal  t..  half  th.-  great. -st  vertical 
dimension  of  G'HGH',  say  halt  ..f  (,'(,".  Divide  ao  produced  in  c"  so 
that  oc":c"a  ::  BC1  :  C'A  in  Fig  2S!»  and  draw  cc'c  at  right  angl.-s 
to  hoc.  The  gear  is  .-handed  by  altering  the  angle  a.  Set  off  ohb  =  a. 
.loin  <>}>  and  produce  to  cut  ccc  in  c.  Join  or,  then  oc  is  the  half 
travel  and  fi,,c  is  the  angle  of  advance. 

^  I"1'1  Ott  ii. -\\  radial  valve  gear  for  the  first  time,  say  at 

a  foreign  railway  station  on  a  locomotive,  one  ought  to  look  out  for  a 
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link  ACB  or  ABC  with  th.-  al...\e  mentioned  characteristics.    When 
it  is  found  th.-p-  is  n»  diiiieiilty  in  studying  the  motion. 

313.  In  some  engines  in  which  the  valve  is  worked  by  one 
eccentric  tlu-re  is  a  governor  on  the  crank  shaft  which  alters  the 
half  travel  and  the  angular  advance. 

In  .-ne  form  1.  the   ecreiitric  disc  consists  of  two  parts 

eccentric  to  one  another  and  t..  the  shaft  ;  one  is  keyed  on  the  shaft, 

the  s<  cond  is  loose  on   the    first.     Th  ••••murted   by  links  to 

rotating    ma--  un.-d   \<.  -  and  a  dash  pot.      Wlien  the 

ne  goes  to..  |'a-t  the  mass.-  m..\.-  «.ut  from  the  centre  and  cause 

ve   moti-.n  «.f  the  two  parts  ..f  the  disc  so  that  the  outer  part 

becom.-s  a  disc  of  less  eccentricity  and  more  ad\ance.      It  is  easy  to 

arra:  the  chang.-  -hall  1..-  much  what  it  is  in  the  (Joooh  link 

or   in   radial   valve   gear,  giving  a   constant    lead.      In   another  form 

there   is   only  one  disc  with  a  .-lot  in  it  at  right  angles  \»  the  main 

\.and   the   disc  moves  bodily  r«-lati\«-ly  to    the  shaft   when  the 

nior  masses  move.      In  \,t  another  form  tin-  eccentric  disc  A  is 

:!y  attached  to  tht^  stnij.s  /;  of  a  ring  on  another  eccentric  disc  C 

I  to   the  crank   shat  -s  of  th,    g, \.rnor  cause  a 
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rotation  of  B  relatively  to   the   shaft,  and  consequently  the  total 
eccentricity  of  A  is  altered,  the  effect  being  a  change  of  travel  and 
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advance  something  like  what   is   produced   by  a  Stephenson   link 
motion  with  open  rods. 

314.  Independent  Cut  Off  Slide  as  in  Fig.  150.  Let  A 
and  B,  Fig.  293,  be  the  middle  points  of  the  two  slides.  When  at 
their  mid  positions  A  and  B  are  on  the  line  ODCO.  Let  A  C  =  y  be 
the  distance  of  the  main  or  distribution  valve  to  the  right  of  its  mid 
position  and  let  BD  =  x  be  the  distance  of  the  cut  off  slide  from  its 


Fio.  293.— INDEPENDENT  CCT-OKF.     HOLLOW  IN  MAIN  VALVE  NOT  SHOWN. 

mid  position.     We  have  to  find  the  position  of  the  main  crank  of  the 
engine  when  EF  is  just  0.     Now 

BE  +  EF-x=DF  =  CI=AI-y 
or  EF  =  AI  -BE  -  (y  -  x) 

The  rule  then  is,  to  find  the  amount  of  opening  EF;  find  y  —  x, 
the  displacement  of  the  distribution  valve  minus  the  displacement 
of  the  cut  off  valve,  and  subtract  this  from  the  known  amount 
AI-  BE. 

The  following  construction  gives  us  at  once  the  value  of  y  —  x 
for  every  position  of  the  main  crank. 
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Let  the  distribution  valve  have  a  half  travel  "  and  an  angl- 
advance  a.    Let  the  lap  he  L  and  the  inside  lap  /.     Find  tin-  positions 
of  the  main  .-rank  at  admission,  cut  oft',  release  and  cornpr.-Moii  as  if 
no  cut  off  valv.  existed    Thi>  us  oar  eaay  example  of  Art.  76.    We  let 

AOA.  Fig.  2!>4.  ivpr,->,-nt  the  centre  line  <•!  tin-  engine;  DOP  is  at 
right  angles  to  AA'.  DOB  is  the  angle  of  advance.  OB  =  OC  (in 
BO  produced)  is  the  half  tra\.-l.  /and  /an-  tlu-  Xniner  circles  on 
50  and  OC  as  diameters ;  /,//  and  //'  arc  ares  \\ith  0  as  centre 
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and  radii  the  two  laps.     OLA,  OL'C,  01' R,  OIK  are  the  positions  of 
the  main  -Tank  at  admission,  cut  off,  release  and  compression. 

X-AV    \\v    have    tx>   see   how   the   cut  off  valve   cuts  off  steam 
from   the  space  /,   Fig.  2! '.'->.   l>y    A'/'  1>« coming  <>,  lu-fon-  tin    crank 
bhe  position  OC,  Fii,'.  %J!»4. 

OB  with  the  advance  Z)0.#  works  tin-  distribution  valve.  At  any 
instant  the  displacement  prodm-i-d  l>y  it  was  calliMJ  y.  Let  0J£\vith 
the  advance  7>0j&  work  the  cut  off  valve:  at  any  instant  the 
displacement  produced  by  it  was  called  x.  We  want  to  find  a  crank 
which  would  prodiie.-  a  displacement  y— x.  Art.  301  tells  us  to  make 
OB  the  diagonal  of  the  paraUelogiazn  OJSBFof  which  0£is  one  side 
and  OF  is  the  crank  required.  On  OF  describe  a  Zeuner  circle;  we 
know  that  when  the  main  crank  is  at  OP  moving  in  the  direction  of 
the  aiTOW  from  the  dead  point  <>A',  the  distance  <>P  n  pr<  s«  nts  //  —  ./-. 
Now  describe  the  circular  arc  N3IQ  with  a  radius  equal  to  A I  —  BE 
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of  Fig.  293.  It  is  evident  that  PN  represents  A I  -  BE  -  (y  -  x) 
or  J2F  and  when  this  is  0  we  have  the  real  cut  off  at  OM(J. 

From  OM C'  to  OQG"  the  passage  IG  of  the  valve,  Fig.  293,  can 
receive  no  steam  and  so  the  cut  off  effected  at  00  by  the  distribution 
valve  itself  is  a  thing  of  no  importance. 

Note  that  00"  must  occur  later  than  00  else  we  shall  have  a  fresh 
rush  of  steam  when  the  passage  is  uncovered,  before  the  main  cut  off 
occurs. 

The  result  arrived  at  is  then  that  OA,  00',  OR  and  OK  axe  the 
positions  of  the  main  crank  when  the  four  important  events  occur. 

The  two  usual  ways  of  varying  the  cut  off  are  (1)  altering  the 
throw  OE\  this  is  easily  effected  by  a  governor  as  is  shown  in 
Fig.  143 ;  (2)  altering  the  distance  apart  of  the  two  blocks  M  and 
N,  Fig.  150,  which  form  the  cut  off  valve  (shown  as  one  piece  in 
Fig.  293),  that  is,  altering  the  distance  BE.  If  BE  is  lessened, 
A  I— BE  or  the  radius  ON,  Fig.  294,  is  increased  and  OMC'  is  later. 

When  an  engine  is  to  reverse  it  is  usual  to  work  the  distributing 
valve  from  a  link  motion  either  in  full  forward  or  backward  gear,  and 
for  equal  cut  off  in  either  direction,  OE  ought  to  have  90°  advance. 

It  is  quite  easy  for  any  student  who  is  fond  of  elementary 
practical  geometry  to  work  ordinary  exercises  on  this  valve  motion, 
if  he  really  understands  what  I  have  here  given. 

EXERCISE.  Distributing  value,  half  travel  3  inches,  advance  32°, 
lap  1'32  inches,  inside  lap  O6  inch;  show  that  the  crank  makes  the 
following  angles  with  the  dead  point,  at  admission  ( —  5°£),  release 
(161°'5)  and  compression  (45°)  and  if  no  cut  off  valve  existed,  at  cut 
off  (121°'3).  The  cut  off  valve  is  worked  by  an  eccentric  with  90° 
advance  and  312  inches  half  travel.  The  distance  A  I,  Fig.  293,  is 
13  inches  and  the  distance  BE  may  be  varied  in  the  following  way: 
show  that  we  get  the  following  as  the  positions  of  the  main  crank  at 
true  cut  off. 


Distance  B  E. 

AI-BE. 

Crank  at  real 
cut  off.  ' 

Fraction  of  stroke  before 
cut  off,  connecting  rod 
infinitely  long. 

12-5 

0-5 

40° 

•115 

12-0 

1-0 

50'  '5 

•18 

11-8 

1-5 

61°'5 

•258 

11-0 

2 

73°  -5 

•35 

10-5 

2-5 

88° 

•487 

10-25 

2-75 

98° 

•57 

10-15 

2-85 

103° 

•613 

10-05 

2-95 

111° 

•675 

10 

3 

121°-3 

•756 
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The  distribution  ami  cut  off  \al\vs  may  be  worked  from  two  blocks 
at  different  jKJsitions  in  a  Gooch  link. 

It  is  unnecessary  to  make  here  a  special  study  of  the  motion  of  a 
valve  worked  from  an  eccentric,  when  tin-  motions  ,,f  valve  and 
piston  are  not  parallel,  as  this  requires  only  a  knowledge  of  elemen- 
tary practical  geometry. 

Double  ported  and  trick  and  other  val-.  .i-ily  seen  to  IP -ed 

no  -pec  ml  study.  There  are  cylinders  with  two  exhau-t  and  two 
steam  ports,  ,-ach  pair  having  a  slide  valve  worked  by  an  eccentric 
or  a  link  motion,  or  preferably  the  two  .-team  ports  have  two  slides,  so 
that  each  slide  when  opening  or  closing  its  port  shall  be  moving  at 
its  highest  speed.  TIie.se  also  require  no  special  study.  . 

315.  Motion  not  Simple  Harmonic.  The  motion  of  a  valve 
worked  by  an  eccentric  is  not  exactly  a  simple  harmonic  motion;  but 
it  i-  \ery  seldom  indeed  that  the  discrepance  is  of  the  slightest 
importance.  If  it  were  not  pedantic  I  would  say  that  we  have 
simply  to  replace  the  straight  lines  LD^IP,  &c.,  of  Fig.  265,  by 
flat  arcs  of  circles. 

When  the  valve  is  worked  from  a  link  motion  or  radial  valve 
gear  the  discrepance  may  be  so  well  marked  as  to  be  very  beneficial 
or  hurtful.  It  is  interesting  to  know  that  motion  of  a  valve  worked 
by  any  of  the  uvars  is  usually  a  simple  harmonic  motion,  to  which 
there  is  added  on  another  of  twice  the  frequency,  an  octave  as  the 
musicians  call  it.  On  this  subject  I  must  ask  my  readers  to  consult 
my  book  on  the  calculus.  I  have  tried  many  ways  of  representing 
the  motion,  but  I  am  afraid  that  there  is  none  more  instructive 
or  easier  than  by  drawing  the  two  sine  curves  as  in  4,  Art.  297. 

Thus  if  the  distance  of  the  valve  to  the  right  of  its  mid  stroke 
when  the  main  crank  makes  the  angle  0  with  its  dead  point  is  y, 

y  =  n{  sin  (0  +  e,)  +  <*2sin  (20  +  «a) 

expresses  the  motion.  There  is  usually  also  a  small  constant  term 
which  I  have  not  included.  In  well  d  gears  this  term  is 

practically  0  in  all  positions.  What  is  usually  studied  and  what 
we  have  studied  in  Arts.  297-313  is  the  first  part,  where  Oj  is  the 
half  travel  and  e,  the  angle  of  advance  if  the  motion  were  simple 
harmonic;.  But  there  i-  the  octave  term  with  a  small  half  travel  at 
and  an  angle  of  advance  e^  In  all  radial  valve  gears  studied  by  m- 
«4  is  90°,  and  at  can  be  found  by  easy  inspection  of  the  gear  in  any 
"ii.  But  in  any  case  we  can  find  «r  e,,  at,  e2  from  skeleton 
drawing  measurements.  I  <;i\e  some  examples  of  this  later  on. 
Let  us  suppose  that  we  know  the  results. 
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Draw  circles  with  radii  OUl  =  av  OEZ  —  az ;  make  the  angles 
GOEl  =  el  the  angle  of  advance,  and  GOU2  =  e2.  Divide  the  first 
circle  at  fl^b^&cc.,  into  24  equal  parts,  and  BM  into  24  equal  parts, 
and  project  horizontally  and  vertically  to  get  the  sine  curve.  Divide 
J£2a2&2c2,  &c.,  into  12  equal  parts,  and  BM  into  24  equal  parts.  In 
both  cases  begin  with  0,  and  number  the  points  0,  1,  2,  3,  &c.,  and 
projecting  horizontally  and  vertically  get  the  sine  curve.  Now  add 
the  ordinates  of  A  CPIA1  and  DDD  together  to  get  the  curve,  whose 
ordinate  is  the  true  displacement  y,  distances  from  B  meaning  angles 
or  positions  of  the  crank.  We  can  now  draw  the  outside  and  inside 
lap  lines  as  in  Fig.  261,  and  get  the  positions  of  the  main  crank 
when  admission,  cut  off,  release,  and  compression  take  place.  When 
we  use  this  sine  curve  method  of  working,  the  exact  effect  of  the 
octave  is  at  once  evident.  Thus  let  a  student  having  drawn 
A  CPIA1,  as  in  Fig  295,  now  draw  DDD  on  a  piece  of  tracing  paper, 


Fia    295 


and  let  him  notice  the  different  effects  produced  by  sliding  the 
tracing  paper  (in  fact  altering  e2)  on  the  compound  curve,  and  on 
the  cut  off  at  either  end  of  the  stroke.  In  most  radial  valve  gears 

ez  is  nearly  ~ .     Hence  the  octave  comes  as  in  Fig.  296. 

a 

If  we  have  no  octave  as  in  Fig.  261,  or  here  in  the  dotted  curve  F, 
Fig.  296,  it  will  be  seen  that  the  crank  is  in  the  same  positions  in  both 
strokes  when  the  valve  is  at  the  same  distance  from  mid  stroke.  The 
existence  of  the  octave  changes  this,  and  this  is  the  reason  why  all 
link  motions  and  radial  valve  gears  tend  to  cut  off  earlier  in  one 
stroke  than  the  other.  Terms  in  30  or  50  would  have  no  such  effect ; 
the  effect  is  due  to  terms  in  20  and  40,  but  practically  we  need  only 
consider  the  fundamental  term  in  6,  and  the  octave  or  term  in  20. 
This  will  become  clearer  if  we  consider  a  radial  valve  gear,  in  which 
I  have  found  the  motion  for  a  certain  grade  to  be  given  by 

y  =  3  sin  (6  +  57)  +  0'3  cos  20 
In  Fig.  296  B M  represents  0  from  0  to  2?r  the  ordinate  from  BM 
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to  the  sine  curve  /IF  represent  >  :\  sin  (0  +  57).     The  sine  curve  GG 
represents  0'3  sm   -10.    The  ordinates  «>f  FF  and  6'£  being  added 


togeth*  r.   \v»-   have  y  represented   as   the    ordinate  of   the  curve 
AH  II II. 

The  distances  JiL  and  5/  represent  the  lap  and   the  inside  lap 
respectively,  and  £Llt  BP  are  the  laps  for  the  other  end  of  the 
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cylinder.  In  this  case  I  have  made  BL  =  BL1,  and  Bl  =  Bll.  Draw- 
ing lines  as  shown,  we  see  the  effect  of  the  octave  in  causing  the 
admission  a,  and  cut  off  c  to  occur  earlier,  and  the  release  r  and  com- 
pression k  later  for  one  side  of  the  piston,  whereas  for  the  other  side 
a1  and  c1  are  later,  and  r1  and  kl  earlier  than  when  there  is  no  octave, 
On  the  same  figure  the  ordinate  of  the  curve  EEE  shows  the 
displacement  of  the  piston  from  the  middle  of  its  stroke  for  each 


position  of  the  crank  (connecting-rod  five  cranks  long).  The  dotted 
line  DDD,  which  we  shall  not  use,  represents  what  the  piston  dis- 
placement would  be  if  the  connecting-rod  were  infinitely  long.  These 
displacements  are  aE,  cE,  rE  and  kE  for  the  admission,  cut  off,  release 
and  compression  on  one  side  of  the  piston,  and  alE,  clE,  rlE,  kle  for 
the  other  side  of  the  piston. 

I  have  shown  the  same  results  by  the  oval  diagram  method 
Fig.  297.  The  ordinates  and  abscissae  of  the  curve  CIPRCP-A  re- 
present displacements  of  the  valve  to  the  right  of  its  mid  stroke, 
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•UK!  of  the  piston  from  the  end  of  its  stroke,  and  they  are 
measured  from  Fig.  296.  The  distance  A  a  or  Cc  is  the  lap, 
and  rR  or  /A'  is  tin-  inside  lap.  The  dashed  letters  are  for  the 
other  side  of  tin-  piston.  The  student  sees  how  we  arrive  at  the 
hypothetical  diagrams  ACRK  &nd  A^&R^K1  for  tin-  two  ends  of 
the  cylinder.  He  will  do  well,  however,  to  see  what  digrams 
(drawn  here  as  acrk  and  alclrlkl)  he  obtains  if  ho  ns.-s  the  ellipse 
QQ,  which  represents  tin-  valve  and  piston  motions  as  simple  har- 
monic motions,  and  also  the  diagrams  (drawn  here  as  ay  pic  and 
alylplicl)  if  he  uses  the  oval  curve  PP,  which  represents  the  valve 
motion  as  simple  harmonic,  but  the  true  motion  of  the  piston.  In 
the  present  case  he  will  see  that  the  octave  in  the  valve  motion 
produces  inequality  of  distribution  on  the  two  sides  of  the  piston  of 
much  the  same  kind  as  that  due  to  the  shortness  of  the  connecting- 
rod,  and  he  will  note  that  we  usually  have  power  to  cause  these 
to  coalesce  or  to  oppose  one  another.  In  the  present  case,  if  both 
motions  are  simple  harmonic,  there  is  symmetry,  see  c  and  c1;  but  if 
the  valve  motion  is  simple,  the  shortness  of  the  connecting-rod  makes 
7l  earlier  than  y ;  to  counteract  this  and  get  C1  later  than  C  the 
octave  in  the  valve  motion  is  very  useful.  The  effect  of  angularity 
of  the  connecting-rod  is  sometimes  opposed  by  giving  different 
amounts  of  lap  and  of  inside  lap  to  the  two  sides  of  the  valve. 

EXERCISE.  Show  that  when  we  equalise  the  points  of  cut  off 
and  of  release  or  compression  by  inequality  of  the  lap  and  inside 
lap,  we  do  not  equalise  the  other  two  important  events  for  the  two 
ends  of  the  cylinder;  or,  that  if  the  leads  are  made  equal,  the  points 
of  cut  off  are  unequal.  It  is  not  difficult,  however,  to  show  that  a 
good  approximation  to  equality  in  both  may  be  produced  if  we  drive 
the  valve  through  a  bell  crank  lever. 

316.  Fourier  Analysis.  I  have  in  Art.  ,302  shown  how  we 
combine  simple  harmonic  motions.  Suppose  that  by  a  sk.-l.-ton 
drawing  method  or  by  means  of  a  large  model  we  get  tin-  displace- 
ment of  a  slider  for  each  of  many  positions  of  a  crank  :  it  is.  in  my 
opinion,  essential  tor  a  scientific  study  of  a  valvr  motion,  to  express 
the  displacement  in  t. TIM-  of  a  fundamental  simple  periodic  motion 
and  its  harmonics,  the  octave  being  the  most  important  I  her.- 
•^ive  an  example  to  illustrate  how  this  may  !><•  don,-  in  any  case. 
The  who],-  of  the  work  is  shown  in  the  table,  page  513, although  the 
example  i<  one  in  which  we  are  looking  for  a  fundamental  t'-rm 
and  it-  three  harmonics,  each  with  an  amplitude  and  a  lead  or  lag. 

In  the  table  the  displacement  ?/,  of  a  valve  from  a  fixed  point,  is 
given  for  24  different  positions  of  the  crank. 
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To  obtain  the  displacements  of  the  valve  from  its  mean  position, 
find  the  average  of  all  the  24  values  of  y  (in  this  case  1  find  5),  and 
subtract  this  from  each. 

The  resulting  values,  y',  are  given  in  column  A.  Our  aim  is  to 
express  the  valve's  motion  in  terms  of  the  position  of  the  crank  6  by  a 
Fourier  series.  We  really  never  need  more  than  two  terms,  but  I  shall 
here  consider  four. 

y  =  «!  sin  (0  +  6X)  +  «2  sin  (20  +  e2)  +  a3  sin  (3$  +  e3) 

+  «4  sin  (40  +  c4) 

Let  the  student  imagine  0  and  y'  to  be  plotted  (from  6  =  0 
to  6  =  360°)  on  squared  paper.  Then  if  one  half  of  the  curve  from 
180°  to  360°,  is  superposed  on  the  other  half  from  0°  to  180°,  the  1st, 
3rd,  5th,  &c.,  components  in  the  above  expansion  will  be  eliminated 
[this  is  easy  to  see  if  these  components  be  drawn  separately],  and 
the  resulting  curve  will  be  : — 

y'  =  2[«2  sin  (20  +  e2)  +  a4  sin  (40  +  ej] 

Similarly,  if  the  original  curve  be  divided  into  three  equal  por- 
tions by  lines  perpendicular  to  the  axis  of  0,  and  the  three  parts 
superposed  on  each  other,  the  2nd,  4th,  6th,  &c.,  components  will  be 
eliminated,  and  the  resulting  curve  will  be : — 

/  =  3«3  sin  (30  +  e3). 

It  is  an  easy  exercise  for  the  student  to  prove  this  either  graphi- 
cally or  analytically.  If  he  has  difficulty  let  him  consult  Mr.  Wed- 
more's  paper  in  the  Proceedings  of  the  Institution  of  Electrical 
Engineers,  1896,  or  General  Sir  R.  Strachey's  paper  in  the  Proceedings 
of  the  Royal  Society,  May,  1886. 

The  table  shows  how  the  above  method  is  employed  without 
actually  drawing  the  curves.  For  instance,  columns  A,  I,  and  J  are 
the  three  equal  parts  superposed,  and  when  added  give  column  K 
which  is  three  times  component  3.  In  this  case  zero. 

An  examination  of  the  table  easily  shows  how  it  is  all  produced. 

Component  1.  Imagine  column  N  to  be  continued  to  the  top  of 
the  table ;  ordinate  0  will  be  +  2  '520 ;  average  of  ordinates,  from 
ordinate  0  to  11  inclusive,  treating  all  as  positive,  is  22*900  -f-  12  = 
T908.  We  use  this  method  of  finding  ax  because  of  the  rule ; — 


Maximum  ordinate   ax  =  T908  X  ^  =  2'997,  say  3. 

2 

sin^  ^  2-5161  _ 
sin90°"~2W 
.'.  €j  =  sin-1  -8395  =  57°9',  say  57°. 


To  get  cv  sin6l  ^  2'5161  _ 

sin  90°  ~  "2^997  = 


x  \  v  1 1  r 
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Component  2.    I'.y  in>|>«-«-ti..n  ,,f  r..|miui  //.  tin-  maximum  ..nlinat.- 
Cf    =   •."»()  a  l  ii  I  c,  =   90°. 

Component  3    /  See  Column  R'. 

nonent    4.  Average    of  ordinal. -s    tV-un     0     I-.     2     in.-ln>ivi- 
1725  +  :j  =  (»:,::.. 

.Ma.\iiMiiin.»rdinate  a4  =  0575  x  -^-=  '0!'l. 
By  inspection  <4  =  0. 

1 1. -lire      i/  =  5  +  3  sin  (0  +  57°)  +  -5 cos  2^  -f  '09 sin  40 

i-  th.-  r.-.jiiirrd  i-xj>r.'s>.i..n. 


r 

0 

i.-, 

45 
60 
78 

90 
105 
120 

no 

100 
165 

180 
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•50 
-.VJ 
•335 
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0 
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400 
0 
BOO 
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0 
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Now  in  a  valve  motion  \\c  have  no  elaborate  work  like  this.  For 
example,  with  the  numbers  measured  from  a  skeleton  drawing  :  Sub- 
tracting the  average,  superposing  and  dividing  by  two  we  get  at 
once  the  results  given. 

317.  EXERCISE.  Make  a  skeleton  drawing  of  a  Hackworth  (or 
Angstrom)  gear  (straight  slot)  as  in  Fig.  298.  OA  =  3  inches; 
eccentric  rod  AB  18  inches  ;  BG  =  7|  inches,  and  show  that,  for  the 
following  values  of  a  (when  a  is  negative  the  rotation  is  against  the 
hands  of  a  watch)  we  have  the  following  results  obtained  by  my 
students  for  the  vertical  motion  of  C.  I  may  say  that  the  octave 
advance  is  difficult  to  find  exactly  when  the  octave  is  small ;  errors 
of  15  or  20°  are  easy  to  make. 


FUNDAMENTAL  MOTION. 

OCTAVE. 

USUAL  RULE  OF  ART.  312. 

Half  travel. 

Advance. 

Half  travel. 

Advance. 

Half  travel. 

Advance. 

Full 

forward 

1-51 

59° 

•04 

90° 

25° 

Full 

1-47 

56° 

back- 
ward 

1-51 

59° 

-  '04 

90° 

-25° 

Following  the  rule  of  Art.  323  it  is  easy  to  see  that  we  ought  to 
get  the  following  results.     An  octave  with  a  -1-  amplitude  is  one  like 


A1 


Fio.  298. 


what  is  shown  in  Fig.  296,  which  would  produce  earlier  cut  off  on  the 
side  of  the  piston  remote  from  the  crank.  In  every  case  the  ampli- 
tude of  the  octave  is,  roughly 

AC  r2 

T  tan  a  or  O071  tan  a 
AB  4>l 

It  is  evident  that  this  is  practically  negligable.  If  a  is  25°,  tan  a 
=  '4663  and  the  amplitude  of  the  octave  is  ±  '033  inches.  It  will 
be  noticed  that  my  students  get  ±  '04,  but  it  is  so  small  that 
discrepance  was  certain  to  occur. 
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31O.    K\u:<  BE     lla.-k\\..rth  <->r  Marshall  OK    llr. mme)  with 
slot   i  if  radius  i:>!  im-hes,  its  crntiv  l»«-ing  at  the  end  .V  <»f  an  arm  of 

1:5!  inrhe>  l"ii^,  tin-  other  end  of  \\hich  i-  fixed  at  //.  Kijj.  124 
The  oth.-r  (liiiirii-i.ins  a>  in  tin-  tirat  case  with  straight  slut.  Ohtain 
tin-  fol|o\\in^r  infnriiiatiiiii  from  a  sk»-lrt«»n  drawing,  a  i>  tli.-ati^K- 
\\hii-h  tin-  arm  NB'  carrying  the  centre  N  makes  with  ti  il  in 

Fig. 


•  AMEXTAL  TEEM. 

OCTAVE. 

Half  trmvel. 

Advance. 

Half  travel. 

Advance. 

Full 

forward 

I-M 

sr 

IT, 

90* 

Full 

Ki.'k  \\.-u-.l 

153 

59* 

11 

90* 

Following  the  rule  of  Art.  323  \v.  Hud  the  nearly  negligable  octave 
to  be  0'  071  tan  o,  as  in  the  last  case,  together  with  -f-  -D  i  secao  of 


Art.  32-2  ..r  altogether 

|secsa-f  0-071  tan  a 

If  a  is  25°,  the  amplitude  of  the  octave  in  full  forward  gear  is 

128  -|-  -033  or  '161  inches. 
\V  hi  -reas  in  full  backward  gear  it  is 

•128-  -033  of 


Here  again  the  discrepances  from  actual  results  are  negligable. 

EXERCISE.  The  student  will  do  well  to  take  a  =  ±  2")    in  full 
forward  and  back  gear,  making  the  curvature  of  the  slot  convex  to 


i  • 


thf  rvlindiT  and   kf  •}>iiiir   to   tin-  above  di nsiotiv  hut  letting  the 

ntric  be  with   th«    mink   instead  of  being   180°  ahead   of   it  : 

L  L  2 
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working  the  valve  from  a  point  C'  in  AB  produced,  and  finding  y  the 
downward  displacement  of  the  value  in  full  forward  and  back  gear 
for  any  angle  6  passed  through  by  the  crank  from  the  dead  point 
position  nearest  the  cylinder.  Should  he  by  mistake  leave  the 
curvature  of  the  slot  concave  to  the  cylinder  he  will  be  interested  in 
noting  the  very  different  way  in  which  his  octave  occurs. 

319.  EXERCISE.     Joy  gear.  Fig.  300. 

Crank  OP  8  inches,  connecting  rod  KP  40  inches,  DP  14  inches, 


AB  16  inches,  BC  8  inches,  DE  24  inches,  DA  8  inches.  Radius  of 
path  of  B  12  inches. 

Taking  a  =  25°  as  full  forward  gear,  find  y  the  downward  (Fig. 
300)  displacement  of  0  when  the  crank  makes  B  with  the  dead 
point  nearest  the  cylinder. 

Answers.  Answers  obtained  by  my  students: — 

1.  When  the  curved  slot  is  concave  towards  the  valve 

V  =  2-55  sin  (0  +  36°)  +  "35  cos  26 

2.  When  the  slot  is  straight 

y  =  2-3  sin  (6  +  35°)  -  '15  sin  20 

3.  When  the  curved  slot  is  convex  towards  the  valve 

i/  =  2-18  sin  (0  +  36°)  -  0%35  cos  20 
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The  student  will  note  that  the  curved  slot  must  be  concave 
towanls  th«  v.-ilve  to  give  an  earlier  cut  off  in  the  down  stroke. 
The  other  form  aggravates  the  evils  due  to  tin-  weights  of  moving 
parts  and  angularity  of  connecting  rod. 

I  will  now  proceed  to  give  some  rules  as  to  the  production  of  the 
octaves  in  \al\v  motions. 

32O.  Propositions  concerning  the  Creation  of  Octaves. 

I.  Prove  that  if  there  are  three  points  A  CB  in  a  straight  line 
keeping  their  distance  apart ;  if  a  and  b  are  the  displacements  of 
A  and  B  resolved  in  any  particular  direction,  the  displacement  of  e 
in  the  same  direction  is 

CB       ,CA 

c  =  a  -r^  +  b 


AB 


AB 


In  my  book  on  Applied  Mechanics,  I  show  that  if  from  a  point  0 
we  draw  OA"  and  OB"  to  represent  in  clinure  and  magnitude  the 
displacements  of  A  and  B ;  join  A"B"  and  divide  A"B"  in  C"  in  the 


Fio.  301. 


proportions  in  which  the  link  is  divided  in  C\  then  OCT shows  the 
clinure  and  magnitude  of  C's  displacement. 

By  projecting  these  displacements  on  a  line  in  any  direction  from 
0,  the  above  proposition  is  prov.-d. 

II.  In  any  standard  position  of  ACB  let  parallel  rectangular  co- 
ordinate axes  be  drawn  through  A,  C  and  B,  and  let  these  points  at 
any  time  be  at  the  distances  ar,,y,;  x,y;  a-2,y2from  their  iv-p«-eti\eaxe* 


Flo.   SOS. 


the  proposition  I.  may  be  used  to  find  x  and  y  from  zp  xt  and  y,,  yr 

III    If  the  motion  •>('  .  1  is  known  and  if  the  path  of  J?s  motion 
is  known  we  can  find  th.-  motions  of  B  and  of  C. 
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Choose  the  initial  position  of  AB  as  the  common  axis  of  xl  and 
#2  and  let  AB  =  1.  Let  </>  be  the  angle  which  the  link  A1JP  makes 
with  the  standard  position  AB. 


sn  <f>  =  2/2- 
I  cos  0  +  xl  =  I 


y2  is  a  known  function  of  a;2 


Then 


and  from  this  y2  and  x2  may  be  found  in  terms  of  yl  and  xv 

We  shall  in  future  neglect  small  terms. 

IV.  If  A  the  end  of  a  long  rod,  AB  of  length,  AB  =  I  has  a 
simple  harmonic  motion,  in  what  I  shall  call  the  vertical  direction 
AOA\ 
Such  that  OA  =  y  —  a  sin  qt. 

where  «  is  small  compared  with  / ;  and  if  B  has  motion  at  right 


Fid.  303 


angles  toAOA1  in  the  direction  OB,  which  I  shall  call  horizontal, 
what  is  B's  motion  ? 

OB  =  I  cos  0 

OA  =  a  sin  qt  =  I  sin  0 


Va2 
1  —  73-  si 


Va2  rt2 

1  —  -p  sinzqt  =  I  —  —  sinzqt 


since  -^  sin2^  is  supposed  to  be  always  small ;  now 
sin2    t  =      — 


so  that  OB  =  /  —  —  +  —  cos 
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9 

which  i-  .1  s  II    niotion  of  amptitode  ..M  he  middle  point  being  at  a 

n- 

distanoe  t'n.m  n  equal  to  /  — 

\    exy  little  thought  \vilUlm\\  bhat  however  the  8.  H.  motion  of  ^4 

may  be  Stated  (thai  is,  from  whatever  in-rant  u.-  may  cuimt  time) 
/.'  is  at  tin-  ends  of  it-  stroke  when  .1  is  at  either  end  »r  tin-  middle 
uf  its  stroke. 

It  \\e  lake  OA  =  a  sin  ('//  +  t)  it  is  easy  to  sec  that 


lit  ti.-f  it'e  =  90°  so  that  in^-I  =  a  cos 


that  if  the  nmtion  of  A  has  a  small  harmonic,  the  effect  of 
this  ].  a  very  <jivatly  n-duced  octave  of  it  in  ^'s  motion,  and  it  may 
usually  !)«•  ii«'L,rl«-cted. 

If  motion  of  //  t<»  the  right  of  its  mid  position  be  called  positive 
\\hrn  is  tin-  positive  displacement  of  B  greatest  ?  Ansi>-»r.  When  .-/ 
is  at  its  mid  stroke  ;  half  way  up  or  halt'  way  down. 

If  0  is  not  the  middle  point  in  A'  a  motion,  it  will  be  found  thi't 
/'-  motion  has  the  frequency  of  A  with  an  octa\e. 

V.  In  tho  case  of  IV.  ;  ••very  point  in  AB  has  a  vertical  simp!*.- 
harmonic  motion  synchronous  with  A's  motion  and  proportional  to 
its  di>tam-e  t'roni  li. 

VI.  Any  kind  of  periodic  motion  of  the  same  period  as  A'*  ma\ 
be  given  to  /;  \>y  letting  the  path  of  A  \*>  a  curved  path. 

VII.  Whatever  be  thi-  actual  path  of  J.  it   it    ha-  a    -ymmetrical 
simple  harmonic  vertical  motion,  so  that  y  =  ci  sin  qt;  the  vertical 
motion  of  any  jn.int  in  All  follows  the  rule  V. 

VIII.  If   .1    ha-   a    -mall  horixontal  periodic  motion,  ,,-j  =  /(/).  /;\ 
motion  is  what  it  was  before  ;  but  in  addition  it    has   the 

motion  of  A,  or  /!'<  displacement  is 


IX.  It  ./  de-cril>es  a  circular  jcith  of  radius  /•  with  uniform 
speed.  Let  the  alible  that  t>.l  makes  with  the  upward  drawn 
vertical  from  Oat  any  in-tant  he  railed  B. 

./•,  =  /•  xin  6.  ;i 
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or  counting  time  from  when  6  is  0 

#!  =  r  sin  qt,  y1  =  r  cos  f/f. 

7.2  r2 

Therefore  OB  —  I  —  j-.  +r  sin  52!  —  j-.  cos  2qt. 

Of  course  05  expresses  the  motion  of  a  piston  if  the  connecting 
rod  is  of  length  I  and  the  crank  is  r. 
X.  If  A  describes  a  path  such  that 


xl  =  al  sin  qt  +  m  sin  (2^  +  e,  ) 

y1  =  bl  cos  <?<  +  ?i  sin  (*2qt  -f  e2) 

£2  i  2 

=  /  —  -rj  +  a  sin  §£  +  m  sin  (2§£  +  ej  —  -jy  cos 


XI.  If  in  X.  instead  of  B's  path  being  straight  and  horizontal  it 
is   still  straight,  but  makes  an  angle  a  with   the  horizontal;   its 

mid  point  being  as  before  in  the 
horizontal  from  0.  Neglecting  small 
terms,  the  horizontal  motion  of  B  is 
the  same  as  before,  and  if  x2  is  its 
horizontal  distance  from  the  mid  point 
and  yz  its  vertical  distance, 

2/2  =  #2  tan  a. 

Thus   the   octave   in  yl   does   not 
FIO.  304.  play  any  part  in  B's  motion,  a  most 

important  fact  to  remember. 

XII.  If  A  has  a  vertical  displacement  from  A0  equal  to7/  =  «  sin  qt 
and  is  centred  about  the  point  0,  OA  being  \  which  is  great  com- 
pared with  a  and  OA0  is  horizontal,  find  x  or  A  D  .  \  cos  0  =x,  \  sin  </> 
=  y  =  a  sin  qt. 


Vaz  a2       a2 

1-  ^sinzqt  =  \-  4^+4^ 


That  is,  the  horizontal  motion  of  A  is  simple  harmonic  of  half  the 
period  or  twice  the  frequency  of  the  vertical  motion. 

Hence,  if  instead  of  5's  path  being  horizontal  it  is  in  the  arc  of  a 
circle,  whose  average  direction  is  horizontal  as  in  Fig.  305,  it  is 
evident  that  in  moving  from  M  to  P,  this  up  and  down  motion  is 
very  nearly  a  simple  harmonic  motion  which  will  be  exactly  reversed 
if  the  dotted  path  is  followed. 

XIII.  If  instead  of  B  moving  in  the  straight  path  of  XL  it  moves 
in  an  arc  of  a  circle,  Fig.  306,  with  the  average  slope  a  and  radius  X, 
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the  upward  motion  of  11  is  what  it  was  in  \  I  -  _•  tln-r  with  what  it 
would  IK-  it  tin-  average  slope  of  the  arc  of  the  circle  wore  0  multi- 
plied by  sec.  a.  That  i>.  if  the  fundamental  part  of  the  horizontal 
motion  has  an  amplitude  »,  the  vertical  motion  is  X9  tan  a  +  an 

,i- 
octave  of  amplitude  jr-  sec.  a,  if  \  is  great  compared  with  a. 

XIV.  To  illustrate  how  octa\es  may  be  created  ,,r  destroyed  by  a 

reversing  lever.     The  ends  of  a  link  A  and  B,  Fig.  :507,  move  in  the 

Jit  lines  CBt  CA  ;  if  £  has  a  simple  harmonic  motion  along  BC 

what  i-  -Is  motion?     The  easiest  way  of  putting  this  is: — If  AC  be 

called  hori/ontal,  1>  has  a   Dimple  harmonic  motion  of  amplitude  b, 

.\hich  is  of  amplitude  b  cos  a  horizontally  (and  this  motion  A 


Fio.  -05.  Fia  800. 


has  also)  together  with  one  of  amplitude  l>  sin  a  vertically.  Now 
such  a  vertical  motion  (see  Proposition  IV.)  of  B  produces  an  octave 

6*  sin-  a 
in  A  whose  amplitude  is  together  with  a  fundamental  which 

I  shall  here  neglect.  We  see  therefore  that  a  simple  harmonic  motion 
in  either  A  or  //  produces  a  simple  harmonic  motion  in  the  other, 
together  with  an  octave  whose  amount  depends  upon  the  angle  a.  If 
the  path  of  A  or  of  //  is  a  short  arc  of  a  circle  we  have  practically  the 
same  effect.  So  that  either  A  or  /.'may  be  the  end  of  a  bell  crank 
lever. 

321.  It  is  of  no  use  paying  Articular  attention  here  to  the  actual 
signs  of  the  term-.  N- -;  udent  can  remember  them,  but  it  is  evident 
that  in  all  vertical  and  hori/.ontal  motions  of  the  guided  pins  in  links 
whose  average  directions  an-  parallel  to  or  at  right  angles  to  the  line 
of  centre-;,  being  driven  by  a  uniformly  rotating  crank,  wr  have 
fundamentals  of  the  sjime  peri. xl  which  are  in  4-  or  -  synchronism  or 
are  I  periiMlajKirt.  that  is.  they  can  }>••  expressed  all  ,-is  +  sin  qt  or  4 cos 
qt  with  amplitudes  quite  easy  to  find,  together  with  -  hich 

reach    their  positive   or  negati\e   maxima  when   qt  or  6  is  0,  that  is 
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when  the  driving  crank  is  in  the  direction  of  the  line  of  centres. 
Any  point  intermediate  therefore  between  two  guided  pins  has  a 
vertical  or  horizontal  motion  intermediate  between  ±  sin  qt  and  +  cos 
qt.  Say  a  sin  (qt  -f-  ^  together  with  an  octave  +  «2  cos  2  qt.  It' 
this  is  the  motion  of  a  slide  valve  we  see  from  Fig.  296  the  nature  of 
the  distribution  of  steam  caused  by  it ;  we  see  that  the  gear  may  be 
arranged  to  admit  steam  longer  at  one  end  of  the  stroke  than  at  the 
other,  that  we  may  cause  it  not  merely  to  counteract  the  effect  of  the 
angularity  of  the  connecting  rod,  but  to  more  than  counteract  it. 
We  saw  that  a  single  eccentric  on  a  modern  vertical  engine  where  the 
cylinder  is  above  the  crank,  gives  more  admission  in  the  down  stroke 
because  of  the  angularity  of  the  connecting  rod,  whereas  we  want  just 
the  opposite  effect  on  account  of  the  downward  acting  weights  of 
moving  parts.  This  may  be  counteracted  to  some  extent  by  giving 
more  lap  on  the  upper  side  of  the  valve,  but  it  may  also  be  done  by 
getting  a  proper  octave  in  the  valve  gear. 

I  have  here  given  the  general  principles  which  guide  us  in  the 
study  of  any  such  gear.  Unless  as  part  of  one's  routine  drawing  office 
work  it  is  hardly  necessary  to  apply  these  principles  to  the  detailed 
study  of  any  particular  gear.  I  am  inclined  to  think  that  instead  of 
solving  puzzles  in  this  way,  it  is  better  to  make  a  skeleton  drawing,  to 
measure  the  displacement  of  the  valve  for  equal  angles  passed  through 
by  the  crank ;  calculate  the  fundamental  and  octave  by  the  rule  of 
Art.  316,  now  alter  the  gear  and  repeat,  thus  seeing  how  the  altera- 
tion affects  the  octave. 

Although  I  dislike  the  study  as  a  misuse  of  one's  faculties,  I  will 
indicate  here  how  some  such  gears  may  be  taken  up. 

322.  Radial  Valve  Gear.  The  Octave.  If  the  above  prin- 
ciples are  remembered  it  will  be  found  that  an  easy  (although 
possibly  a  slightly  tedious)  inspection  of  a  radial  valve  gear  gives 
the  octave.  In  the  Hackworth,  Fig.  299,  with  curved  slot  at  B, 
or  its  equivalent  with  the  swinging  link  or  in  the  Joy  gear,  the 
vertical  motion  of  C  is  practically  that  of  the  valve,  and  in  so  far  as  the 

AC 

octave  part  is  concerned  it  is  the  fraction    -.^  of  the  vertical  octave 

An 

in  B. 

The  crank  being  at  OK  and  piston  in  highest  position  the  eccentric 
is  at  OA,  let  us  say,  and  the  valve  would  be  in  the  condition  which  we 
studied  in  Art.  312  (neglecting  the  octave  which  the  straight  slot 
would  also  have),  only  for  BB1  which  is  evidently  the  amplitude  of  the 
octave ;  this  then  gives  us  at  once  Fig.  296,  and  when  the  engine  is 
reversed  we  have  the  same  effect.  Whereas,  if  the  slot  had  been 
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curved  \\itli  the  concavity  do\\n wards,  the  other  \\ay.  we  -hoiild  have 
had  just  tin-  opposite  effect,  the  «.,-ta\.-  li.-in^  in-^at  i\r  in  tli.-  t..j. 
position  .,f  tin-  piston. 

The  octave  is  a  iiiaxinniiii  at  a  il.-ail  point.  It  is  easy  to  see  in  the 
xinie  way  that  if  C  is  in  .1  /!  produced,  a^  it  is  in  the  Joy  gear  ami  in 
•  •I'  tin-  Hackworth  (called  often  Marshall  or  Ureiinnr)  gear, 
when  the  eccentric  is  with  the  crank  and  not  l.SO°ahead  of  the  crank, 
we  have  just  the  opposite  rule  as  t  i  curvature.  A  slot  con\«-\ 
towards  the  cylinder  -jives  an  octave  like  that  of  Fig.  2!)6,  giving 
earlier  admission  and  cut  off  on  the  side  of  the  piston  remote  from 
the  crank. 

In  all  cases  we  may  take  it  that   roughly  the  octave  produced  by 

AC      r* 

the  curvature  i-  ~    ,.       .,,  B6C^  a,  if  r  is  the  eccentric  radius  and  R  is 

the  radius  of  the  slot  or  curved  path  of  1>  and  a  is  its  average  in- 
clination to  the  line  o//,  Fig.  '2!»!».  This  rule  is  not  very  exact  if  a 
is  much  greater  than  20°  as  new  harmonics  then  come  in,  but  the-,, 
are  easy  enough  to  study.  It  will  be  found  that  this  is  practically 
the  whole  of  the  octave  to  be  studied  in  the  Hackworth  gear.  Of 
course  \\e  can  create  another  octave  by  using  a  short  rod  connecting 
C  with  the  valve  rod.  Indeed  I  feel  that  I  ought  to  have  said  more 
about  this  rod,  but  the  octave  produced  by  its  shortness  is  easily 

_2 

stated  by  I'n.jH.sition  IV.  to  be  ^-  sin  (20  -  90°)  if  \  is  the  length 

of  the  rod.   It  counteracts  the  effect  of  a  slot  concave  to  the  cylinder. 

When  we  know  that  a  slider  in  an  engine  has  a  simple  harmonic 
motion  in  any  direction,  we  settle  on  what  we  shall  call  the  positive 
side  of  the  motion  :  I>t,  we  find  "  the  amplitude  ;  2nd,  we  find  what  is 
the  di-plaeemeiit  when  the  crank  is  at  dt  ad  point  (I  always  take  the 
inner  or  cylinder  nde  dead  point).  If  we  call  this  «  sin  a  then 
the  displacement  is 

a  sin  (6  +  a) 
in  the  positive  direction. 

Instead  of  the  second   measur- ment  above,   I   sometimes  find  as 
rond  measurement    the  position  6  of  the  main  crank  wlu-n  tin- 
positive  displacement  tir-t  reache>  its  highest  value.     This  \ 
much  easier  thing  to  do  if  we  have  the  engine  before  us  and  we  can 
turn   it    round;    if  this    i-<   #',    then   what    I    have   called   a  alx>\ 
!'<>  -  6'. 

323.  Now  let  us  consider  any  gear,  say  the  Hackworth,  Fig.  298 
with  Mrai^'ht  ^\"\- 

I.  In  \ertical  or  hori/ontal  motion,  A  has  no  octa 
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II.  Horizontal  motion  of  B  ;  positive  distances  are  measured  to 
the  left  of  mid  position. 

1st.  B  has  A's  horizontal  motion  considered  in  VII.,  Art.  320. 
2nd.  B  has  a  horizontal  motion  due  to  A's  vertical  motion.     See 

7,2 

IV.  of  Art.  320.     Its  amplitude  is  r-.  where  I  =  AB,  and  it  reaches 

its  maximum  value  when  A  is  at  the  top  or  bottom. 

III.  Downward  vertical  motion   of  B.     This   is   the  horizontal 
motion  multiplied  by  tan  a.     For  the  octave  part  its  amplitude  is 

jA 

-n  tan  a  and  it  reaches  its  maximum  downwards  when  A  is  either  at 
4>l 

the  top  or  the  bottom. 

IV.  The  downward  fundamental  motion  of  C  we  have  studied  in 

AC     rz 
Art.  312.     The  octave  has  an  amplitude  -TO  •  ;TJ~R  tan  a>and  reaches 


its  maximum  when  A  is  highest  or  lowest,  that  is,  whether  A  is  180° 
from  the  main  crank  or  is  synchronous  with  the  main  crank.  In  the 
one  case  C  is  between  A  and  B.  In  the  other  case  it  is  in  AB  produced, 
but  this  is  of  no  consequence.  In  both  cases  we  evidently  have  the 
octave  coming  as  in  Fig.  296.  l 

324.  Let  us  take  the  Joy  gear  with  straight  slot.  I  assume 
that  students  know  the  Joy  gear,  Fig.  300,  that  the  path  of  D  is  like 
an  ellipse,  the  lower  end  of  which  is  blunter  than  the  top,  and  also 
that  they  have  noted  the  character  of  A's  path.  The  study  of  D's 
motion  is  the  best  preparation  for  the  study  of  A's. 

The  centre  line  of  engine  in  the  figure  is  vertical.  Positive 
vertical  displacement  is  downwards.  Positive  horizontal  displace- 
ment is  to  the  right. 

1st.  Let  E  have  only  a  horizontal  motion  and  let  B  move  in  a 
straight  slot.  We  seek  for  the  octave  only.  What  is  the  amplitude 
of  C's  vertical  motion,  and  when  is  it  a  maximum  downwards  ?  Or 
when  P  is  at  its  dead  point,  nearest  K,  what  is  (7s  displacement 
downwards  ? 

I.  (1)  D  horizontally  has  no  octave!  Vertically  its  fundamental 
motion  is  that  of  P;  vertically  downwards  D  has  JCs  octave 

T)  ~D     T>2 

diminished,  or  an  amplitude  -=~p  -j-j.,  and  it  is  at  its  maximum 
downwards  when  6  is  90. 

1  Mr.  Harrison,  whose  excellent  paper  (Proc.  Inst.  C.E.,  1893),  ought  to  be 
referred  to,  has  pointed  out  to  me  that  the  octave  due  to  the  shortness  of  rod  AB, 

AC      r* 

Fig.  299,  is  really    j-^  '  ,-j-p  tan  o  (cos  20  -  tan  a.  .  sin  20). 
A.  XJ    4^4  xJ 
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II.  (2)  E  has   D's  horizontal   motion,  with  an  octave  of  amp- 

7>2 

litude     ',  which  reaches  its  inaxinnun  to  the  right  when  D  is  most 


up  and  down,  that  is  at  Ps  dead  points. 

Ill  (1)  A  has  D's   horizontal  motion  with  the  addition  of  an 

octave,  a  fraction  of  E"s,  or  one  with  an  amplitude  TTTJ  .  TWn-     This 
gives  to  B  a  vertical  octave  of  amplitude 

AD    IP 

ED  ED  t 

which  reaches  its  maximum  downwards  at  the  dead  joints. 

AE 
IV.  (2)  A  has,  vertically,  a  fraction    „„    of  D's  whole   vertical 

motion  and  of  course  of  its  octave  ;  that  is,  the  vertical  octave  of  A 

AE        DP    JR* 

has  an  amplitude  -^^    .     VF=>    TT   aIK»  it  is  at  its  maximum  down- 
MtJJ         KJr    'fJj 

wanls   when   0   is   90.     Also  A's   vertical    fundamental   motion  of 

A  ~n 

ani])litude   ^^\  ^  produces  a  horizontal  octave  of  B,  of  amplitude 

(Af         \  2 
-p-f.    E\   4-  4  A  B  and  multiplying  this  by  tan  a  we  get  a  vertical 

octave  in  B  which  reaches  its  maximum  when  0  =  90°. 

Now  an  octave  which  is  at  its  maximum  positively  when  6  =  90 
is  at  its  maximum  negatively  when  6  =  0. 

Considering  the  vertical  octaves  of  A  and  B  we  see  that  A  has  an 

octave   whose    amplitude   is  rj  and  reaches   this   value 


negatively  when  6  =  0. 

B  has  octaves     rr  -rw     tan  a,  max  when  0  =  0. 


j  —  y  na     A  P  tan  a,  negatively  max  wht-n  6  =  0. 


Hence  C  has  an  octave  of  amplitude. 

AC     /AD      J22                         R'\  CB  AE     DP    X* 

^^^^          i   -                       _       _        ^_            _                       __            I       r*in    n  ^—          ---  ____  —  — 

AB     \ED     IED         MD*     AB)  AB  ED     KP    M 


\\hirh  reaches  this  value  downwards  at  the  dead  points.  Therefore, 
this  gear  will  produce  a  motion  like  what  is  shown  in  Fig.  296.  If 
the  rod  working  the  valve  is  of  length  \  and  if  the  halt'  travel  of  A 

r* 
horizontally  is  r,  there  is  another  octave  -r-  sin  (20  —  90°). 

•rX 

It  is  evident  that  this  sort  of  work  is  more  tedious  to  read  than 
to  work  out  by  oneself. 
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In  either  the  Marshall  or  Joy  gear  we  have  already  seen  the 
effect  of  curving  the  slot. 

What  is  the  effect  of  E  moving  in  an  arc  instead  of  a  straight 

AD 
line  ?     Evidently  E  has  a  vertical  octave  ;  A  has  the  fraction  ^T.  of 


this,  and  C  has  the  fraction  -      -^-^  of  it.     We  can  make  it  reach 


either  a  +  or  —  maximum  at  the  dead  point  by  having  the  swinging 
link  which  carries  it,  centred  above  or  below  E. 

When  the  point  C  is  not  exactly  in  the  straight  line  connecting 
A  and  B  or  in  AB  produced  we  get  an  effect  to  which  I  have  not 
referred,  but  which  it  is  quite  easy  to  study  by  skeleton  drawing  and 
the  method  of  Art.  316. 

325.  Octaves  in  Link  Motions.  Probably  tens  of  thousands 
of  skeleton  drawings  have  been  made  showing  the  motion  of  a  valve 
worked  from  linkages,  but  we  have  had  no  systematic  study  of  valve 
motions  leading  to  easy  rules.  I  venture  to  think  that  rny  method 
of  studying  the  octave  will  yield  good  results.  Unfortunately  I  have 
never  yet  taken  up  the  subject  thoroughly  ;  every  session  when  I 
have  been  on  the  point  of  obtaining  simple  generalisations  from  my 
students'  work,  other  matters  have  claimed  my  attention.  What  I 
shall  give  here  is  useful,  but  only  in  the  way  of  suggestion. 

My  method  is  this  :  first,  study  the  motion  to  find  the  funda- 
mental S.  H.  motion  as  in  Arts.  306-8.  Now  make  a  skeleton 
drawing,  tabulate  the  displacements  for  twenty-four  equidistant 
positions  of  the  crank  and  find  the  octave  as  in  Art.  316.  Alter  the 
motion  and  see  what  its  effect  is  upon  the  octave,  and  compare  the 
result  with  the  considerations  of  Art.  316.  It  would  not,  indeed,  add 
greatly  to  the  work  to  find  in  each  case  the  terms  in  0,  20,  and  30. 

It  is  true  that  a  person  expert  in  dealing  with  trigonometrical 
expressions  might  be  able  to  obtain  the  terms  by  making  judicious 
approximations  ;  unfortunately  the  very  qualities  that  go  with 
expertness  in  mathematics  are  usually  those  that  prevent  a  man's 
being  able  to  judge  as  to  what  terms  he  may,  or  may  not,  reject 
during  the  working  out  of  a  practical  problem.  I  venture  to  offer 
the  following  as  a  suggestive  method  of  dealing  with  links. 

326.  Gooch  Link  Motion.  —  Open  Eccentric  Rod*.  —  Assume  that  the  link 
CO1,  Fig.  308,  is  straight  and  that  its  middle  point  F  or  G  has  a  horizontal 
motion  in  0  Ol,  A  A  '  is  the  symmetrical  position  of  the  link  ;  A  B,  A1  Bl  are  in 
the  lines  joining  A  and  A1  with  the  two  eccentric  centres,  when  symmetrical 
each  making  the  angle  ft  with  the  line  of  centres  OO.  Let  CFO1  be  $. 

Find  y  or  P  Q  the  horizontal  displacement  of  a  block  which  keeps  at  the 
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distance  QQ=a  from  00'.     Let  the  eccentricity  of  each  eccentric  be  r  and 

:    ,,f    link    -I    -I' 

Approximation  (1).     Asxime  tli.it    if  tin-   di-pl.-n  cnn-nta  AC  and  A*C*  are 
projected  on  A".*/  an. I  .V  M    \M  get  A  B=x  and  AiBl  =  xlt  which  are  the  simple 


Fi...  MB, 


harmonic  displacements  which  would  occur  along  these  lines,  the  eccentric  rods 
l>eing  :i-Miinc«l  to  l>e  infinitely  long.  In  fact,  if  a  is  the  advance  of  either 
eccentric  and  6  is  the  angle  which  the  main  crank  makes  with  its  dead  point 
position  remote  from  the  link  in  tin-  direction  of  motion  of  the  hands  of  a 
watch,  and  neglecting  the  octaves  which  are  very  small 

x  =  r  {sin  (a  +  J9  +  0)  -  sin(a  +  0)} 
x1  =  r  |sin  (a  +  0)  -  sin  (a  +  0  -  6)\ 

Notice  that  x1  is  to  the  left  and  x  to  the  right. 

By  projecting  horizontally  ami  vertically,'  or  by  simple  geometry,  making 
CC'the  h\  |mlht-niise  of  a  right  angled  triangle  with  hori/ontal  ami  verti--.il 
with  th>-  right  angle  and  projecting  the  horizontal  base  upon 
A"1.  1/1  ;  or  in  other  ways  ;  it  is  easy  to  show  that 


....  _ 

i  '»  t-%  -^  —  - 

<>60 

so  that  y=  a  cot  *     WQ 

'   \\\  projection  we  get 


008/3 


=  A  +r  sin/3- 
A  cos  4  =  FO  +  xcos  0  +  CB*in  0 


Klinnn.i'. 
X  cos  (t  -  0)  =  A  sin  0  +  A/CO*  ft  +  x 

\ninjB- AV/C-OJI0  +  *1 

•Jv  c.,s.;  ,-..^  ,4     ./•  •  .,' 
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Approximation  (2).  Let  cot  ^  =  =  cos  <(/(  I  +  £  cos  -<J/) 


because  cos  ^  is  a  small  quantity  ;  then  if  we  let 

X  X^ 

--—  and  -  -  be  called  A  and  X1 
cos  0          cos  ft 


cos  *=     - 


FG=  - 


cos  /3 
Approximation  (3),  -  CQ—  sin  0(sin  ty  -  1)  =  A,  A  tan  3  cos  2.J/ 


and  hence 

y  =  j^(*  +  A^Xl  +  1  cos  »  +  A  -  J(Jf  +  X1)  +  JA  tan  3  cos  2^ 

Now  on  the  ordinary  rough  theory  of  Art.  306  the  value  of  y  is 
\+a          \  -a 
~2\'     "2\ 
Hence  if  I  use  y1  to  mean  our  new  y-  old  roughly  approximate  y  ; 


It  is  to  be  noted  that  a  +  fi  is  what  may  be  called  the  £rw«  advance  of  the 

ends  of  the  link.     If  we  let  X  +  A*1,  which  is  2rsin0  —      l—J-l  be  called  u  sin  9, 

cos/8 
we  have 

au?  u? 

y  =  16A3  Sin  *°  +  ^  A 

Now  sin  2fl  is  i  -  A  cos  20,  and  sin  30  is  f  sin  0  -  \  sin  -fl 

1         2 

Hence  neglecting  the  constant  term  +  —  —  tan  j3 

lu  A. 

3  aM3    .  aM3     .  1   /x2 

y       64  1?  8in»-  64^3  smStf-jg  -  tan^.  cos  20 

or  ^H  ' 

Taking  some  usual  numbers 

r=3  inches,  a  =  30°,  2A  =  15  inches,  ecc.  rods  24  inches. 

7  '5 
Sin0=     —  —  =  -278  nearly  so  that  0  =  16°'12,  tan/3=  -2890 


r  =6  =  M 

cos  |8  cos  16"  12 

y1  =  -009a  sin  0  -  0'0450  cos  20  -  '003a  sin  30. 

The  terms  in  0  and  30  are  really  of  no  importance  ;  they  are  symmetrical  and 
produce  the  same  effects  for  the  two  ends  of  the  cylinder  ;  they  are  small.  The 
term  in  20  is  also  small.  What  there  is  of  it  is  just  the  reverse  of  what  is  shown 
in  Fig.  296.  But  the  longer  admission  on  one  side  of  the  cylinder  than  the 
other  is  so  little  marked  that  we  may  almost  take  this  gear  to  be  completely 
represented  by  the  rough  theory  of  Art.  306.  Notice  that  the  octave  045  cos  20 
is  of  the  same  amount  for  all  grades  of  expansion,  and  is  therefore  most  important 
where  the  fundamental  motion  is  small,  that  is,  at  the  high  grades  of  expansion. 
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When  the  octave  is  so  small  as  this,  it  is  comparable  with  the 
small  octaves  in  C  ami  '•'  which  we  neglected,  and  who^-  amounts  are 
known  tn  us  from  Art.  304.  <>r  fn-m  the  OOOsidemtioQI  of  Art.  320. 
It  is  quite  etsy  t.»  calculate  the  addition,  but  I  prefer  to  neglect  it, 
ami  indeed,  the  whole  octave  is  negligable,  as  we  must  not  attempt 
too  much  accuracy  when  the  quantities  are  so  small.  The  constant 
term  in  each  case  is  very  nearly  tin-  -nine.  ami  it'  this  were  a  real 
valve  gear  I  should  calculate  from  //  the  limits  of  motion  of  the 
valve. 

327.  Slipping  of  Block.  In  any  link  motion  it  will  be  noticed 
that  suspension  by  a  reversing  link  means,  that  whatever  slipping 
occurs  has  a  frequency  twice  as  great  as  the  fundamental  motion. 
If  the  amplitude  of  the  slip  is  s  it  evidently  means  that  there  is  a 
part  of  the  motion  which  is  nearly 

7*5 

-  -  -g  sin  (20  +  7)  cos  (a  +  ft)  sin  0, 

where  a  +  ft  is  the  real  angle  of  advance  in  full  gear,  and  \  is 
the  half  length  of  the  link.  This  is  because  the  effect  is  to  be  con- 
tinually altering  slightly  the  respective  fractions  of  the  end  motions 
which  any  intermediate  point  possesses. 

This  is  a  small  term  which  may  be  written  as 

TS 

COS  (a  +  /9)  {COS  <*  +  ?>-  cos  (3*  +  ?>}- 


As  it  involves  0  and  30  and  not  20  or  40,  it  is  a  symmetrical 
term  which  has  no  practical  effect  on  the  valve  motion,  slipping  is 
only  objectionable  on  account  of  the  wear  and  tear  that  it  produces. 
We  see  that  it  must  greatly  simplify  our  study  of  link  motions  if  we 
can  leave  out  of  account  all  effects  due  to  slipping  of  the  block  ; 
specifying  the  motion  of  the  valve  as  being  practically  the  same  as 
the  horizontal  motion  of  a  point  in  the  link,  which  is  the  average 
position  of  the  block. 

388.  From  considerations  of  the  above  kind  it  i-«;i~\  to.  how  that  theoctave 
is  of  no  practical  importance  in  any  of  tin  -i\  kinds  of  link  motion,  if  the  middle 
of  the  link  has  truly  a  horizontal  motion,  and  if  the  prOportiOM  MV  what  they 
n-iially  an-  in  loeomot  ives.  It  i*  only  when  tin-  e.-rentix-s  have  as  great  throws 
ami  lengths  of  link  ami  short  rods  as  I  have  only  seldom  seen  tin-in  even  in 
marine  i  it  the  octave  is  of  pnu-tiral  JIUJHU  t;un  ••  if  tin-  middle  of  the 

link  is  piided  to  mo\  .•  nearly  in  .1  -tt  uirht  line.  When  indeed  the  paths  of  the 
point-  11  .'lie  of  tin-  shapes  shown  in  l'i_.  -N7.  «<•  i'n  nijtortant 

octaves.  I  should  say,  however,  that  the  Ixrst  way  of  ..i.i.nnin^  an  octave 
suHii-icntly  l.njr  to  !«•  r.  ally  useful  would  be  to  have  short  eccentric  rods  with 
large  throws  and  a  long  link.  It  seems  also  that  the  .-onstnn-tion  for  finding 
the  octave  for  any  position  of  the  gear  in  any  link  motion  is  almost  exactly  the 

••;    M 


630 


THE   STEAM    ENGINE 


CHAP. 


same  as  that  used  in  finding  the  fundamental  (Art.  307,  and  I  give  such  a 
graphical  rule  in  the  note) 1  if  it  were  not  for  the  considerations  of  Art.  305, 
which  show  that  the  method  of  suspension  destroys  the  usefulness  of  any  such 
rule. 

329.  The  following  results  obtained  by  my  students  will  show  how  im- 
portant the  usually  neglected  terms  become  when  eccentric  rods  are  short.  In 
every  case  the  forward  and  back  eccentrics  have  throws  of  3  inches,  30° 
advance,  lengths  of  rods  12  inches,  slot  10  inches  long,  radius  of  slot  12  inches. 

The  horizontal  displacement  y  of  the  block  is  measured  from  an  arbitrary 
zero. 

y  =  A  +  a  sin  (0  +  o)  +  b  sin  (20  +  0)  +  c  sin  (30  +  y)  +  d  sin  (40  +  8). 

The  values  of  the  constants  are  not  given  in  the  following  table,  when  they 
are  very  small.  The  angles  a,  £,  7,  8  are  given  in  degrees. 


A 

a 

a 

b 

• 

c 

7 

d 

8 

g 

Centre    moving  hori- 
zontally 

f  full  gear   .    . 
Half      „      .    . 
Mid       „      .    . 

— 

3-22 
2-93 
2-73 

57 
66 
90 

•5 
•4 
•3 

114 

108 
90 

1 

Centre  suspended  from 
link  6|  in.  long 

f  full  gear   .    . 
Half      „     .    . 
Mid       „     .    . 

3-09 
2-86 
2-725 

57 
66 
90 

•685 
•525 
•325 

104 
120 
90 

-c 

Graphical  rule,    Art. 

f  full  gear  .    . 
Half      „     .    . 

— 

3-09 
2-90 

63 

72 

Mid       ,,     .    . 

— 

2-74 

90 

In   every  position  of 
the  gear  the  centre 
has     a      horizontal 

Full  gear     .    . 
Half    „   .    .    . 
Mid     ,,   .    .    . 

•065 
-•09 
-•14 

3-09 
2-83 
2-72 

26 

58 
90 

•13 
•13 
•13 

306 
276 
270 

•025 

•025 
•015 

90 
90 
90 

•085 
•0175 
•0075 

60 
104 
92 

motion 

•f. 

Centre  of  link   hung 

Full  forward  . 

•125 

3-175 

21 

•0765 

316 

•0955 

78 

•027 

84 

1 

from     a     reversing 

Half 

-•085 

2-86 

54 

•136 

278 

•071 

116 

•01 

112 

link  11"  long,  itself 

Mid  gear 

-•148 

2-71688 

•1335 

275 

•0535 

164 

•0075 

60 

! 

supported  from  an 

Half  backward 

-•095 

2-781  60 

•125 

282 

•041 

324 

•0195 

96 

C 

8"  arm 

Full 

•029 

3-003 

29 

•1685 

306 

•04 

246 

•0315 

36 

Bottom  of  link  hung 

Full  forward  . 

-  -0675 

3-03 

30 

•202 

-27 

•044 

186 

-^ 

from     a     reversing  Half 

-•1005 

2-82   56 

•0535 

-106 

•067 

-99 

:5 

link  15"  long,  itself 

Mid  gear     .    . 

-•061 

2-80591 

•255 

-58 

•105 

-141 

g 

suspended  from  an 

Half  backward 

-  -0775 

2-95 

55 

•385 

-91 

•0155 

150 

X 

C 

arm  8"  long 

Full 

•436 

3'39 

17 

•425 

-146 

•0155 

75 

,2 

Graphical    rule,   Art. 

Full  gear     .    . 
Half     ,,   .    .    . 

— 

3-00 
2-43 

30 

Mid     „   .    .    . 

2-225 

90 

1  Graphical  rule  for  the  octave,  assuming  that  A  and  B  move  in  paths  parallel 
to  EOF,  the  line  of  centres  of  an  engine.  When  the  crank  is  at  dead  point  0 D, 
Fig.  308A,  let  the  eccentrics  be  at  o  a  and  o  b  working  the  link  A  B.  Goa  =  a  =  Hob 
the  angles  of  advance.  We  have  seen  how  to  find  the  fundamental  S.  H.  M.  of  C. 
Now  to  find  its  octave.  Draw  GO  H  perpendicular  to  DO  E. 

As  in  Art.  303,  make  O  A'  =  C  B'  =  length  of  eccentric  rod.    Let  A'O  E  be  called 
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I  must  confess  that  what    I   liavt    put  before  stn«l.  nta  on  this 
siilij. .  t  i>  M<> i  IK  complete  study,  but  only  suggestive  of  how  it  may 

now  arranged  f<»r  me  a  large  model 

which   may  quickly  become  either  a  Stephenson,  Gooch,  or  Allan 
link  motion,  which  automatically  draws  either  its  own  oval  diagram, 


c" 

X 


PIO.  ao»A. 

or  a  curve  showing  y  and  0.  In  a  short  time  we  hope  to  be  in  a 
portion  to  say  with  certainty  exactly  how  the  octave  enters  into  the 
valve  motion  with  each  of  these  gears  with  any  method  of  suspension 
of  the  link,  but  I  am  not  sure  that  skeleton  drawing  may  not  be 
better,  and  I  have  shown  how  easy  it  is  to  get  results  by  means  of  it. 

*„  and  let  KO  B  be  called  fe.  Make  A"0  B=2  (a  +  *,),  B"O  B  =  2  (•  +  •%,).  Let 
Oa  «=  Ob  =  r. 

Make  OA"  =  r»/4A'O,  Off  =  r»/4#7/. 

I  .\  /{"  anil  ilivi«lo  in  (T  in  the  proportion  in  which  C  divide*  the  link.  Then 
the  displacement  <<i  < '  from  stu-li  a  line  H*  a  O  If  is  a  very  nearly  constant  term,  plun 
the  fundamental  S.H.  displacement  found  in  Art.  303,  together  with 

OC"  co«  2  (•  +  BOC'). 

M    M    2 


CHAPTER   XXIX. 

INERTIA   OF   MOVING    PARTS. 

33O.  THERE  are  two  kinds  of  problem  worked  by  students. 

1st.  To  find  the  forces  acting  at  the  cross  head  and  crank  pin  in 
every  position  of  the  engine. 

2nd.  To  find  the  forces  acting  between  the  earth  and  the  frame 
of  the  engine,  and  to  diminish  them  by  balancing. 

The  first  of  these  is  very  important  if  we  consider  the  wear  and 
tear  of  the  engine.  The  changes  in  turning  moment  on  the  crank 
shaft  are  quite  unimportant  except  in  connection  with  torsional 
vibration.1  The  second  has  become  very  important,  because  of 
the  vibrations  set  up  in  the  ground  or  in  a  ship.  In  slow  speed 
engines  neither  of  them  is  of  much  importance. 

The  general  principle  of  balancing  may  be  put  in  this  way. 
Only  for  varying  pressures  in  steam  pipes,  a  very  small  matter,  the 
resultant  force  in  any  direction  on  the  frame  work  of  the  engine  due 
to  steam  pressures  is  zero.  The  moment  on  the  crank  shaft  does 
vary,  see  Art.  60  ;  this  may  be  reduced  by  the  use  of  several  cylinders. 
There  is  a  moment  acting,  the  nearly  constant  moment  with  which 
the  machinery  driven  by  the  crank  shaft  resists  motion,  and  this 
is  balanced  by  a  moment  from  the  ground  upon  the  frame.  We 
need  not  now  consider  steady  forces  like  this;  we  are  concerned 
with  forces  due  to  relative  motions  of  parts  of  the  engine. 

Now  consider — if  we  had  no  friction,  and  no  force  of  steam,  and 
no  external  force — the  engine  revolving.  Suppose  its  weight  were 
exactly  balanced ;  that  it  was  free  to  move  in  any  direction  whatso- 
ever. Then  the  frame  will  move  in  such  a  way  that  "  the  centre  of 
gravity  of  the  whole  engine  may  not  have  any  motion."  This  gives 
us  one  of  the  best  points  of  view.  For  you  will  notice  that  in 
an  actual  engine  we  do  not  give  to  the  frame  the  above  freedom, 
and  so  we  prevent  its  centre  of  gravity  from  keeping  fixed.  If  we 
know  the  motion  of  the  centre  of  gravity,  we  know  from  the  simple 
law  of  motion  what  forces  must  be  exerted  on  the  frame  by  the 

*  There  are  critical  speeds  at  which  these  greatly  tend  to  produce  fracture. 
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earth.  Now  what  we  aim  at  in  balancing  is  this  that  as  an  engine 
moves,  its  centre  of  gravity  shall  remain  in  the  same  point  relatively 
to  the  frame  of  the  engine.  There  is  another  condition  also  to  be 
fulfilled  -the  moment  of  momentum  of  the  engine  about  any  axis 
rein.-iin  constant. 

Another  way  of  putting  it  is  this : — 

If  any  |>ortion  of  mass  //<  has  accleration-  < .  //.  :  in  three  direc- 
tion>,  regard  ///  / ,  /»//,  /// :  as  forces  in  the  three  directions,  the 
resultant  of  all  such  forces  is  the  force  exerted  on  the  whole  engine 
by  outside  bodies;  or  as  the  frame  of  the  engine  is  itself  fixed,  it  is 
the  force  with  which  the  frame  acts  on  the  moving  part.  Or  if  we 
find  the  resultant  for  any  part  or  parts  of  the  engine  this  is  the  force 
with  which  outside  things  act  on  this  part  or  parts. 

For  every  moving  part  we  have  forces.  A  piston,  piston  rod,  and 
cross  head  move  together  and  may  be  considered  together  as  giving 
rise  to  or  requiring  forces  in  one  direction,  and  every  sliding  piece 
has  to  be  considered  in  the  same  way.  Rotating  pieces  are  easily 
balanced  by  each  other  or  with  the  help  of  pieces  put  on  for 
balancing  pur,  Pieces  like  connecting  rods  give  mast  trouble, 

because  of  their  curious  angular  motions. 

331.  Balancing  Rotating  Parts.  Any  portion  of  stuff  of 
mass  m,  whose  centre  of  gravity  revolves  at  v  feet  per  second  in  a 
circle  of  radius  r  feet,  exerts  a  centrifugal  force  mv*jr  pounds 
radially  ;  and  we  know  that  an  equal  and  opposite  centripetal 
force  of  this  amount  must  be  acting  upon  the  body.  If  the  body 
has  an  angular  velocity  of  a  radians  per  second,  the  force  is  ma?r. 
If  we  apply  this  rule  to  every  small  portion  of  a  rotating  body,  so 
as  to  get  the  loads  due  to  centrifugal  force,  we  can  a  ft  «r  wards  cal- 
culate the  stresses  produced.  In  this  way  we  find  the  strengths 
of  rotating  objects  such  as  fly  wheels  and  coupling  rods.  Also  we 
find  the  forces  which  must  be  exerted  at  the  bearing  to  balance 
the  centrifugal  forces;  we  have  ,-aN\  problem-*  in  statics  which 
may  he  worked  graphically  or  arithmetically.  If  the  axis  of  rota- 
tion p;iss.  s  through  the  centre  of  gravity  of  the  whole  of  a  body 
attached  to  a  shaft  with  two  bearings,  the  pressure  on  one  bearing 
(ilue  to  centrifugal  force)  is  at  e\,-ry  instant  equal  and  opposite  to 
the  pressure  on  the  other,  and  l»y  placi;  -  in  prop.-r  position*, 

the  pressures  ,„,  ),,t|i  |>, .;ll-j ,,,_r,  IMl\  1,,.  reduced  to  nothing.  Thus, 
\ainple,  if  the  cen i res  of  gravity  of  two  masses  are  directly 
opposite  to  ,.ne  another  oil  a  shaft,  they  maybe  made  to  balnnc,  . 
When  imt  opposite  th-  v  do  not  balance,  but  two  masses  may  balance 
one,  which  i-  directly  op|>osed  to  the  resultant  force  of  the  two. 
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EXERCISE.  Show  that  if  there  are  masses  A  and  B,  whose  centres 
of  gravity  are  at  distances  OA  and  OB  from  the  axis  0  in  a  plane  at 
right  angles  to  the  axis,  they  produce  the  same  effect  as  a  mass  1  at 
0(7,  if  00'  is  the  diagonal  of  the  parallelogram  of  which  OAA1  and 
OBB1  are  the  sides,  where  OA1  =  A'OA,  OB1  =  B'OB,  and  that  we 
may  use  a  mass  0  at  0  in  the  line  OCCPif  C'OC  =  OC1. 

EXERCISE.  Show  that  a  mass  A  +  B,  in  the  position  of  the  centre 
of  gravity  of  A  and  B  will  produce  the  same  effect. 

EXERCISE.  Show  that  if  there  are  masses  A,  B,  C,  D,  &c.,  on  a 
wheel,  then  a  mass  A  +  B+C  +  D+,  &c.,  in  the  position  of  the 
centre  of  gravity  of  A,  B,  0,  D,  &c.,  will  produce  the  same  centri- 
fugal force. 

It  is  interesting  to  mount  an  axle  to  which  a  wheel  is  keyed, 
upon  a  not  very  rigid  frame ;  fix  a  small  mass  on  the  wheel  any- 
where, and  rotate  rapidly.  Even  with  small  weights  the  effects  of 
want  of  balance  are  very  evident,  and  it  is  very  easy  by  attaching 
other  weights  to  the  same  wheel  to  show  the  principles  of  balancing, 
It  does  not  at  first  come  home  to  a  student  that  the  effect  of  centri- 
fugal force  in  a  badly  balanced  machine  may  be  very  great,  and  so 
he  ought  to  work  a  few  exercises  like  the  following. 

EXERCISE.  What  is  the  centrifugal  force  due  to  a  body  of  20  Ibs. 
at  3  feet  from  an  axis,  revolving  at  500  revolutions  per  minute  ? 

Answer.  mazr  becomes  wrnz  -r  2,937  if  w  is  weight  in  pounds 
and  n  revolutions  per  minute.  Hence  we  have  a  force  of 
20  x  3  x  25  x  104  f-  2,937  or  5,122  Ibs.  acting  in  every  direction 
as  the  mass  whirls  round. 

EXERCISE.  A  connecting  rod  5  feet  long,  crank  1  foot.  The 
connecting  rod  weighs  400  -Ibs.,  and  its  centre  of  gravity  is  2£  feet 
from  the  crank  pin ;  we  take  it  that  in  many  inertia  effects,  it 

22  x  400 

may  be  regarded  as  consisting  of  -  — = or  220  Ibs.  situated  at  the 

o 

24-  x  400 

crank  pin.  and  — — = or  180  Ibs.  situated  at  the  cross  head.     The 

5 

crank  (including  the  non-symmetrical  part  of  the  shaft  near  the 
crank)  weighs  150  Ibs.,  and  its  centre  01"  gravity  is  4  inches  from  the 

4 
axis;  this  is  equivalent  in  its  centrifugal  force  to  150  x  r-~  or  50  Ibs. 

1  — 

existing  on  the  crank  pin.  Altogether,  then,  we  have  220  +  50  or 
270  Ibs.  on  the  crank  pin.  What  is  the  centrifugal  force  due  to  this 
when  the  speed  is  250  revolutions  per  minute  ? 

Answer.  270  x  1  x  2502  -=-  2,937  =  5,745  Ibs. 

332.  When  a  crank  goes  round  uniformly,  if  the  connecting  rod 
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were  infinitely  long,  the  motion  of  the  sliding  mass  \\..uM  !>•• 
simple  harmonic.     In  tlii-  .-as.-  tin-  arc.-l.-rat  ion  of  the  ma— 
diivrted    t..  wards   tin-   middle  of  it>   path:    it    is   pp. port  imial   !<•  di-- 
tance  from  thu  middle   l>«  U,  ami  at  tin-  end>  it 

is  equal  to  the  centripetal  acceler.it  ion  of  the  -rank  pin. 

•  tin-  piston  ami  cro>«,  ||, -ad  \\  -ejgh  4»i<)  llis..  and  we 
include  the  Above  1. so  11  is.  ;  if  tin-  connecting  n>d  were  infinitely  long; 
what  an-  the  forces  dm-  to  the  reciprocating  motion  at  th.-  .-ml  of  the 
.stroke  ? 

Ansioer.  Exactly  equal  to  thr  tvntrifngal  force  of  the  same  maw 
at  a  radius  equal  to  that  of  the  crank  pin  »r  !•'>  ti^o  Ibs. 

If  wi-  speak  of  the  lint-  of  action  of  the  engine  as  horizontal,  note 
that  th«-  rrriprocating  forces  are  hori/.ontal.  and  cannot  be  exactly 
balanced  except  by  other  reciprocating  forces. 

A  mass  M,  with  simple  harmonic  motion  of  amplitude  r,  may  be 
exactly  balanced  just  at  the  ends  of  the  stroke.  To  do  this  we 
regard  it  as  a  mass  M  on  a  crank  pin  r.  But  we  have  merely  con- 
verted a  horizontal  action  into  an  equal  vertical  action  ;  all  horizontal 
s  are  balanced,  but  the  vertical  forces  due  to  the  balance  weight 
are  unbalanced.  As  the  cross  head  of  an  engine  has  not  a  simple 
harmonic  motion,  we  cannot  balance  even  in  this  way  all  the  hori- 
zontal forces.  In  a  locomotive  it  is  thought  \\vll  to  balance  all  thr 
horizontal  forces  [a  common  English  rnlr  is  to  balance  only  two- 
thirds  of  the  reciprocating  forces  in  this  way],  and  as  this  can  be 
done  approximately  by  rotating  pieces,  which,  howevrr.  introduce 
vertical  forces  of  their  own,  we  put  up  with  these  as  being  less 
IM  tnicious  than  horizontal  forces.  Then-  can  )>»•  no  doubt  that  \vhm 
thi>  i^  done  so  that  thr  hori/ontal  foivrs  alonr  are  kilancrd,  thrr--  i- 
less  of  a  tugging  action,  and  consequently  thr  <-,.al  hill  is  considerably 
diminished.  One  great  objection  to  thr  method  is  that  the  j»r«-sMirr 
of  the  wheel  on  the  mil  varies  greatly  For  example,  the  highest 
speed  of  an  English  locomotive  was  attained  in  1885  ;  it  was  85  miles 
]>••!•  hour  [same  highest  in  America;  great* •-  i>eeds  for  over 

500  miles  were  — English,  <i4'l  :  Amrriran.  U4'.'].  Thr  driving 
wheel  was  S.">  inches  in  diameter.  EXERCISE  :  Show  that,  disregarding 
slip,  thr  high'  i  fflsj  :;i<>  r.  volutions  per  minute;  also,  taking 

the    above    balance    weight,   the    lifting    force    on    each    wheel   was 
:0  Ibs.,  or  nearly  5  tons  -  volution.      NOW    this  in  itself 

would  greatly  produce  slipping  and  make  if  e\a-j..  rat ingly  dim'cult 
for  a  driver  to  get  a  greater  speed,  hut  the  ert.-rt  may  be  enormously 
magnified  as  the  forced  vibrations  get  to  be  more  in  time  with  Un- 
natural vibrations  ,,f  the  engine.  The  highest  speeds  can  really  only 
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be  reached  with  perfectly  balanced  engines,  and  by  Art.  348  we  see 
that  there  must  be  at  least  three  cylinders  driving  the  same  crank 
shaft  for  even  a  fairly  good  balance  to  be  obtained. 

333.  The  rules  for  the  balancing  of  locomotives  are  per- 
fectly simple.  We  imagine  all  the  moving  mass,  piston,  piston- 
rod,  cross-head,  and  the  whole  of  the  connecting  rod  as  existing 
at  the  crank  pin.  We  add  to  this  a  mass  which,  existing  on  the 
crank  pin,  would  be  equivalent  in  its  centrifugal  force  to  that  of 
the  crank.  In  the  same  way,  we  imagine  the  valve  and  all  that 
moves  with  it,  the  whole  of  the  eccentric  and  half  the  link,  &c.,  as 
existing  at  the  eccentric  disc  centre.  Thus  all  the  moving  masses 
are  represented  by  rotating  masses  on  the  crank  shaft.  Again,  the 
masses  of  all  coupling  rods  are  imagined  to  exist  on  their  pin  which 
rotates  with  the  crank  shaft,  and  as  we  can  usually  change  the 
angular  position  of  this,  the  coupling  rods  may  be  made  to  exercise 
a  great  balancing  action.  In  inside  cylinder  engines  we  let  the 
coupling  rods  balance  all  the  other  parts.  If,  instead  of  considering 
only  horizontal  forces,  we  considered  vertical  forces,  it  would  be 
necessary  to  think  of  the  actual  positions  of  the  centres  of  gravity  of 
these  coupling  rods  ;  neglecting  this,  means  the  neglect  of  a  surging 
couple  due  to  the  vertical  forces. 

EXERCISE.  A  mass  m  whose  centre  of  gravity  is  at  the  distance  r 
from  the  axis ;  it  is  between  two  wheels  at  the  lateral  distances  ^ 
and  12,  what  masses  on  these  wheels  will  balance  it  ? 

Answer.  Imagine  the  balancing  masses  to  have  their  centres  of 
gravity  at  the  same  distances  r  from  the  axis.  Their  amounts  are 

; — I-T-  m  and  -, — ^-y-  m  ;    the  greater   being  on   the   nearer  wheel. 

1     '      2  1     '       2 

Their  centres  are  at  180°  from,  and  are  in  the  same  plane  with  that 
of  the  mass  to  be  balanced  and  the  axis. 

EXERCISE.  In  the  above  case  let  the  mass  be  outside  the  space 

between  the  wheels.    The  two  masses  are  now  -, — ±-=-  m  and  -, — ^-y  m. 

li  ~  *t  TI  ~~  '2 

The  mass  on  the  nearer  wheel  is  therefore  larger  than  the  mass  to 

be  balanced  and  is  at  180°  from  it.  The  mass  on  the  farther  wheel 
is  0°  from  the  mass  to  be  balanced.  The  rules  adopted  then  are 
evidently  the  elementary  rules  for  finding  the  equilibrant  or  resultant 
of  parallel  (forces.  When  we  have  found  the  balancing  masses  on  a 
pair  of  wheels  for  all  the  rotating  parts,  we  can  now  replace  a 
number  of  masses  on  a  wheel  by  means  of  a  single  mass ;  we  can  also 
have  it  near  to  or  far  from  the  centre.  When  it  is  large,  it  is  usually 
distributed  over  two  or  three  spaces  between  the  wheel  spokes,  that 
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the  tire  may  not  be  unduly  strained.     In  wheels  of  cast  steel  (Fig. 
61)  it  is  part  of  the  \vli.-.-l. 

334.  In  the  following  exercises  neglect  the  valv.-  motion;  the 
cranks  are  at  right  angles.  A'  is  tin-  length  of  tin-  crank  ;  r  the  dis- 
tance of  centre  of  gravity  of  any  balance  weight  from  the  centre  of 
its  wheel  ;  c  the  distance  apart  of  the  centre  lines  of  the  cylinders  ; 
d  the  distance  apart  of  the  wheels,  or  rather  of  the  centres  of 
gravity  of  the  balance  weights  placed  on  the  wheels;  w  the  total 
weight  (referred  to  the  crank  pin)  of  each  crank  itself  plus  the  piston, 
pi>ton-rod,  cross  head,  slide,  and  connecting  rod;  A  the  angle  which 
the  position  of  the  centre  of  gravity  of  a  balance  weight  makes  with 
the  near  crank,  W  the  balance  weight  oh  one  wheel. 

I.RCISE  1.  Inside  cylinders,  uncoupled  wheels.     Answers. 


EXERCISE   2.     Outside    cylinder    engine,    uncoupled   wheels. 
Answers. 


W  =       ,A  =  180°. 

335.  The  rules  for  the  balancing  of  rotating  parts  are  very  easily 
illustrated  by  a  piece  of  laboratory  apparatus.     A  frame  is  sup- 
ported by  three  long  spiral  springs  so  as  to  be  very  easily  moved  in 
any  direction.     On  it  there  is  a  spindle  which  may  be  driven  at 
any  speed  by  a  little  electromotor  which  is  also  on  the  frame.     A 
number  of  brass  discs  on  the  spindle  allow  of  weights  being  fastened 
to  them  in  all  sorts  of  positions. 

It  is  my  intention  to  complete  this  apparatus  by  letting  a 
spindle  dri\e  one  or  more  sliders  l»y  means  of  cranks  and  connecting 
rods,  but  I  do  not  yet  know  to  what  extent  it  will  prove  valuable  in 
teaching.  It  ought  to  prove  of  much  greater  value  than  the  other, 
because  the  balancing  of  the  forces  due  to  sliding  pieces  is  not  nearly 
so  simple  as  a  matter  of  calculation. 

336.  Motion   of  Cross   Head—  General    Propositions. 

1.  If  a  crank  R  represented  by  OB,  Fig.  309,  working  a  slider  with 

an  infinitely  long  connecting  rod.  makes  an  an^le  0  with  its  dead  point 

;on  OAl  and  goes  round  uniformly  at  q  radians  per  second,  or  n 

revolutions  per  minute,  <>r  if  the  pin  /.'  i>  tra\vllingat  r  feet  per  second  ; 

BG1  or  AO  is  the  displacement  of  tin  slid,  r  from  the  mid  position  ; 
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EA  represents  its  velocity  to  such  a  scale  that  GO  represents  v  or 
qR  or  -       R  feet  per  second ;  £Gl  represents  the   acceleration   to 


such  a  scale  that  Aft  represents  i^/JS  or  <fE  or  q~^oo  "       ee*    Per 
second  per  second. 

2.  If  the  connecting  rod  is  of  length  I.     Let  the  slider  be  to  the 
left  hand  of  Av  Draw  an  arc  HOH  Fig.  309A  with  a  radius  equal  to 


I H 


Fid.  309A. 


the  length  of  the  connecting  rod,  its  centre  in  OA1  produced.     Make 
GI  =  01=  GI  =  ZGH\   also    take   it   that   there   is   no   correction 
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needed  wh.-n  tho  mink  is  ,-it  4.">  tV.-m  its  dead  point.  That  is,  find 
th«-  jM.in  :  r1  Mi.-h  that  OC  »r  Utn  =  '707  OG.  Now  draw  a 

ciir\i  I  <'  1 '  I.  It'  tin-  ••. .iiii.-ctin^  n>d  i>  ti\v  <>r  inojv  tiim-s  tin-  crank, 
an  an-  of  a  rin-lr  through  ///  will  do  \«TV  w.-ll.  Kut,  if  th«-  n«d  i> 
of  !••>>  I. -in^tli,  tin- i-unr  H'lC1/  is  not  an  arcofacircle.it  id  iin.n- 
in-arty  that  of  a  |iaralml;i.  Anyh"W,  it  is  .-nsy  t<»  draw,  since  we  have 
ti\r  points  in  il  ;in«l  kn^.w  it-  syninn-tni-al  shajMJ. 

\V.  may  taki-  il  that  t'nr  any  posit  inn  B  of  the  crank  pin;  x  the 
displar,  in« nt  of  the  slider  from  its  mid  position  is  not  represented  by 

1,  but  by  BH1 ;  and  it'  thV  rod  is  not  less  than  three  and  a  half 
the  crank,  or  even  if  it  is  a  little  less,  the  acceleration  is  not 
represented  by  BG1  but  by  BP.  The  construction  for  the  velocity  is 
not  so  simple.  An  approximate  rule  like  this  is  only  of  importance 
during  the  study  of  this  subject,  as  a  useful  way  of  putting  one's 
ideas.  It  is  hardly  needed  for  practical  purposes.  The  rule  for  the 


displacement  is  of  course  correct,  and  is  well  known.  I  have  used 
a  loop  curvf  which  takes  the  place  of  the  line  A^OAt  for  velocity 
measuivnirnts,  but  these  are  not  nearly  so  often  required  as  the 
other  two;  b«^id--s.  it  is  not  so  easily  remembered.  The  distance 
B  V  represents  the  velocity. 

337.  Tin-  following  algebraic  work  will  enable  a  student  to  look 
at  the  matter  from  another  point  of  view,  and  ought  to  be  used  to 
test  the  above  rnlr. 

Let  DC  =8  (Fig.  310). 

Projecting  on  the  line  of  centres  and  at  right  angles  to  this  we  get 

*  +  /  cos  <f>  +  r  cos  6  =  I  +  rl 
/  sin  </>  =  r  sin  0  ) 

As  from  the  second  of  these 

sin  0  =  -.  sin  0,  cos  </>  =  J I  —  -=  sin  *  6 
tuting  in  the  first  we  eliminate  <f>  and  get 

.       '-> 
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Or  if  x  is  the  distance  to  the  left  of  the  middle  of  the  stroke,  so 
that  r  —  s  =  x,  and  if  6  =  qt  where  q  is  the  angular  velocity  in 
radians  per  second. 


x  =  r  cos  qt 


f 

-  l\  1  - 


1  -     —  sin2  qt 


(3) 


r 

If  I  is  not  less  than  5  times  r  we  may  treat  -^  sin2  qt  as  so  small 

c 

a  quantity  that  »J\  —  a  =  1  —  -=a  .  and 


x  =  r  cos  qt  —  =-.  sin2  qt    .     . 
2i  I 

But  2  sin2  qt  =  1  —  cos  2qt,  and  hence 

7,2 

x  =  r  cos  g^  —  -rj  (1  —  cos  2qt) 


(4) 


(5) 


To  the  student  of  periodic  motions  in  general,  this  form  is  very 
satisfactory.  He  sees  that  the  motion  of  a  slider  worked  from  a 
uniformly  rotating  crank  by  a  connecting  rod  is  a  simple  harmonic 

motion   of  frequency  /  =  ~  or  of  periodic  time  r  =  — ,  together 

ZTT  q 

with  an  octave,  as  a  musician  might  call  it,  a  harmonic  of  twice  the 
frequency  and  of  smaller  amplitude.  The  velocity  v  and  accelera- 
tion a  are  then 

dsG  {  7*  I 

v  =  -  -    =  —  qr\  sin  qt  +  Trrsin  2otf  >•    .  (6) 

at  I  2f  '   I 

dv       dzx  ,    {  r 


a  = 


~dt 


cos 


7  cos  Zqt 


(7) 


Thus  if  I  =  5r,  we  see  that  in  the  displacement  x,  the  octave  has 
an  amplitude  only  one-  twentieth  of  the  fundamental ;  in  the  velocity 
the  octave  term  is  one-tenth  of  the  fundamental.  Whereas  in 
the  acceleration  the  octave  term  is  as  much  as  one-fifth  of  the 
fundamental.  In  fact,  any  departure  from  simple  harmonic 
motion  is  very  greatly  accentuated  in  the  acceleration ;  a  matter 
of  some  importance  to  us  in  these  days  of  high  speeds  of  reciprocating 
machinery. 

338.     Exercise  for  a  Class  of  Students. 
Draw  Fig. .309.    When  the  main  crank  makes  the  angle  6  with  its  dead  point 

a;  =  r|cos  0-~(l  -cos  2d)}  =  BH,  Fig.  311. 

P  =v=  -rq(sin  9+  sr  sin  26)=  -B  V 

at  —• 


—  =a=  -r<72(cos 


T* 

-cos  29)=  ~  B  1. 


Letr=l,  q=\. 


\\!\ 
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1.1  Let  a  student  calculate  for  varioua  value*  of  0.  //  //,  ///,  and 

in;  or  raili.-r  l.-t  linn  plot  the  .iistanoea  tf  <.",  /';',  uinl  //  V.     Take  9  =  0,  1U*. 

ri-lit  roiin.l  to  380. 
1 1 .    Ix-t  l  =  4r  and  repeat. 

III  Let  /  =  3r  ami  P 

IV  Let /  =  6r  an-1  r- 

\      l,et  /=  lOr  and  repeat. 

In  each  case  let  liim  tt-st  \vitli  u  liat  accuracy  the  curve  of  Art.  336  represent* 
Ins  rc-sults,  and  to  what  rxtmt  lit-  m,i\  il.-|.cn<l  ujion  correctness  when  an  arc  of 
a  circle  is  used.  Fig.  309A  shows  the  result  ol>taiii«-d  1>\  one  <»f  my  students  when 
//r=4. 

It  is  an  excellent  exercise  for  students  to  make  a  diagram,  Fig.  312, 
in  which  thr  di>tam-.-s  I! If1  an-  al»ci— a-  and  the  distances  Bl l  are 
ordi nates,  taking  them  from  such  a 
diagram  as  Fig.  309 A.  Or  th«-\  may 
proceed  as  follows : — 

339.   . :  Practical  Rule. 

— It  will  be  found  by  the  formula 
of  Article  340  that  the  accelerations 
at  the  two  ends  of  the  stroke  are, 
accurately, 


Fio.  311. 


being  greater  at  the  end  remote  from 

the  crank ;  v    is   the   velocity  of  the 

crank   pin;  r  the   length  of  the    crank    and   /  the   length    of  the 

connecting  rod.     Also,  when  6  is  90°  (Fig.  310)  the  piston  is  the 

distance  /  —  <v//2—  i3"  to  tne  right  of  its  mid-stroke,  and  its  acceleration 

is  then 

r*-r  V/8-  r* 

Thus  in  th«>  case  of  Art.  58,  if  a;  is  distance  to  the  ////  of  the  mid- 
stroke;  if  r  =  T25  feet,  /  =  •  t,  and  the  crank  makes  120 
revolutions  per  minute,  we  find 


•  .1  InfM 

9 

X 

pVM    Ml|W 

•econd. 

0 

\  48 

•J.'IT 

n 

i  •_•.•• 

180 

i 

Iff 

Many  people  mt-rrly  ivroll.vt  the  accelerations  at  tin-  ••nds.  and 
assume  that  the  ac«,  1,  ration  is  0  whi-u  the  crank  and  connecting  rod 
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are  at  right  angles.     This  rule  is  easy  to  remember,  easy  to  apply, 
and  is  wonderfully  true  except  for  very  short  connecting  rods. 

Sometimes  the  following  exact  rule  is  employed  to  get  the  inter- 
mediate point  of  no  acceleration,  but  I  am  afraid  that  I  am  making 
too  much  of  the  matter,  for  in  using  these  results  I  shall  neglect 
friction  and  other  things  of  much  more  importance  than  small  errors 
here,  x  is  distance  of  piston  to  the  left  of  mid-stroke  when  there  is 
no  acceleration,  the  crank  being  r  feet  long ;  /  is  the  length  of  the 
connecting  rod  in  feet. 


l/r 

2 

8 

4 

5 

6 

7 

8           9 

10 

x/r 

0-153 

0-132 

0-109 

0-091 

0-078 

0-068 

0-060    0-064 

0-050 

To  find  these  numbers  from  the  formula  of  Art.  340  is  an  easy 
mathematical  exercise. 

If  the  connecting  rod  were  infinitely  long  the  acceleration  in 
any  position  would  be  exactly  proportional  to  distance  from  the 


Fio.  312. 


middle  of  the  path,  and  would  always  be  towards  the  middle ;  and 
the  diagram  of  accelerations  would  be  the  straight  line  ST  (Fig. 
312),  A^  =  A2T  representing  197'5  feet  per  second  per  second. 

If  we  take  the  case  when  -  =  5  tabulated  above,  and  r  =  1'25  feet, 

r 

the  diagram  of  accelerations  is  the  curve  QP'R. 

A^  represents  the  length  of  the  piston  stroke,  A2  being  nearer 
the  crank.  I  have  made  A$  represent  -  237,  A ^E  represents  +  158, 
and  where  OA>  is  0125  feet  I  have  let  AlPl  represent  39 '5  and 
drawn  by  hand  the  curve  QP1R. 

3  4O.  After  equation  (3)  of  Art.  337,  we  adopted  an  approximation 
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of  great  interest  to  students  of  pen. .die  motions  and  mechanism-  in 
ovneral.  Hut  in  tin-  .study  of  a  part  n-ular  mechanism,  like  tin-  crank 
and  Connecting  rod,  it  is  sometimes  thought  well  to  do  more  than 
|i|iro\imation.  F,,r  myself,  I  do  nut  think  it  necessary 
todi-  -  in  this,  regarding  tin-  many  other  things  that 

\ve    neg|,-et.   Inn    for   the   >ake    of  the   weaker   liretlir.-n    1   give   the 
following  construction : — 

with  either  cJ)  or  (3),  and  differentiating  twice  and  remembering 
as  before  that  9  =  qtt  we  find  the  acceleration 


(3), 


<fts  3600 

The  value  of  -yj  ought  to  be  worked  out  for  the  following  values  of  0.     It 

is  evidently  the  same  for  two  values  of  0  equally  distant  from  0°  or  180°.  So  that 
if  we  know  it  for  0  =  40°,  it  is  the  same  for  0=  -40  ;  if  we  know  it  for  0=160°,  it 
is  the  same  for  0=200°. 

0=0°,  acceleration  =  - 


•'"''"" 
when  m  stands  for  r/l. 

The  student  had  better  work  out  also 

d?t          4»swa      m(  1  -  m1)  sin  0 


.-won 


9 

.=  l80-,«o.ler»tion=*^(l-r) 


_ 


0=  135',  acceleration  - 


.. 


K.  Test  the  method  of  construction  described  in  Art.  336.  To  do 
this,  untie.-  th.it  the  hm  i/.ontnl  distance  from  the  curve  ///  to  GOG'  represents 
the  term  in  the  above  expressions  which  differs  from  what  there  would  be 
witli  .in  infinitely  |'>MX'  'onm«  ting  rod.  1.-  -.  309A,  be  called  1,  ami  let 

be  called    1  ;  then  it  is  easy  to  cal.-ulntc  that  the  hori/ontal  distances 

.  tl  i.  N  I 

from   ///  to  GOG  are  as  follows: — distance  from  /'  on  the  left  to  (il  on  tin- 
right  being  taken  an  poait  i 


• 

//r=  10 

//r=6 

//r=5 

//r=4 

//r=3 

0 

-•100 

-•!«,: 

-•250 

-•833 

45° 

IN,|                     iNrJ                         .-.» 

-1»ln 

n 

+  •}<»> 

H.'t              +-J»4                   -HJ58 

+  •353 

INNI 

INI]                           IMr_»                                mi| 

-•ow 

180 

100 

H',7 

J<IO                --280 

-•333 

544 


THE   STEAM   ENGINE 


CHAP. 


If  the  student  will  try,  he  will  see  that  the  easy  rule  of  Art.  336,  is  suffi- 
ciently accurate  for  all  practical  purposes  until  the  connecting  rod  is  less  than 
four  times  the  length  of  the  crank.  Even  when  it  is  so  short  as  only  three 
times  the  crank,  the  error  is  not  great. 

341.  Many  geometrical  constructions  have  been  given.  I  do  not  say 
that  the  following  one  is  better  than  another.  I  am  no  good  judge,  because  I 
never  use  any  of  them  myself.  Indeed,  I  do  not  like  to  see  a  student  using  any 
of  them,  as  I  consider  the  very  simple  method  of  Art.  338  not  only  accurate 
enough,  but  very  much  better,  because  it  keeps  important  general  principles 
before  one's  mind. 

AB  is  the  connecting  rod,  BO  the  crank,  OA  the  line  of  centres.  Produce 
A  B  to  meet  in  F  the  perpendicular  OF.  With  J  the  middle  of  the  connecting 


FIG.  318. 

rod  as  centre,  describe  KBL  meeting  the  circle  KFL  whose  centre  is  B,  in  K 
and  L.     Join  KL,  cutting  A  0  in  M  and  A  B  in  H. 
To  prove  that 

1.  Velocity  of  piston  in  feet  per  second  =  q^FO  if  FO  is  measured  in  feet. 

2.  Acceleration  of  piston  in  feet  per  second  per  second  =  q-'MO  if  MO  is 
measured  in  feet. 

In  fact  it  BO  represents  the  centripetal  acceleration  of  the  crank  pin,  3fO 
represents  the  acceleration  of  the  piston  on  the  same  scale. 

3.  Angular  acceleration  of  connecting  rod,  or  —. „  =  g2  'HM I A  B. 

ftt" 

Draw  A  C  perpendicular  to  A  0,  and  let  it  meet  O  B  in  C.  Draw  CD 
parallel  to  A  0,  and  FD  at  right  angles  to  AB  F. 

From  H  draw  HO  parallel  to  OF,  and  join  OF.  Prove  as  a  geometrical 
exercise  that  OF  is  parallel  to  A  O. 

Note  that  the  figures  FGHMOF  and  AOFDCA  are  similar,  and  OB  in 

the  one  is  similarly  placed  to  CB  in  the  other,  so  that  ^B  =  ^=r  or   -      ,     =  OM 

GJ*     CD  LiB 
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1.  The  rod  AH  has  C  for  its  instantaneous  centre,  f»r  '  '.1  n  at  right  angles 
t<>  .1  -  in.  .'  i,  -ii,  and  CHO  is  at  right  angle*  to  ffn  motion,  so  that 

CA  }'« 

v.  D  =  7^5  =  and  this  is  «  \  identh 

CB  J  BO 

Now  V=q'OB,  and  hence  the  proposition  is  proved. 

^inoe  v=q-OF,  the  acceleration  is  a  =  q-         •',  or  7  times  the  velocity  of 


the  jx)int  /'away  from  0.  The  velocity  of  /'  away  from  O  may  be  studied  in 
this  way.  /'  is  a  point  in  the  connecting  rod  (produced),  and  C  in  the  instan- 
taneous centre.  If  a  is  the  angular  velocity  of  the  rod,  the  velocity  of  P  or 
a-CF  resolved  along  BF  and  OF  will  evidently  give  a'/)  /'and  «•£/>,  if  /*/>  is 
drawn  at  right  angles  to  A  F  and  CD  is  parallel  to  .-I  O  or  at  right  angles  to  OF 
(in  fact  FCD  is  a  triangle  of  velocities  whose  sides  are  at  right  angles  to  the 
three  velocities). 

V 

ud  hence  acceleration  a  of  the  piston 


3. 


Hence  -j-  =    .  ~'  -j-(BF).     But  we  have  already  shown  that  the  velocity  of 


F  in  the  direction  £/*  is  a'/V>. 

d>       da  /'/> 

Hence  -      or       =  7« 


,  OB    FD       .  OB    r/>  OB    II.M 

*''cB'AB  =  q  AB'cB=q  ZB'-OB=«S 

342.  Forces  on  the  Frame  of  an  Engine.  —If  it  were  possible  to 
imagine  the  effect  of  the  mass  of  the  connecting  rod  to  be  the  same  as  that  of  two 
masse*  at  its  en-Is,  it  would  be  easy  to  balance  engines  ;  it  would  also  be  very 
easy  to  make  all  sorts  of  calculations  which  are  difficult  to  make  in  the  real  case. 
A  it  is  important  to  know  to  what  extent  the  easy  method  of  working  is 
wrong.  The  student  ought  here  to  read  again  Art.  330. 

If  /'  is  the  resultant  force  from  left  to  right  on  the  piston,  Fig.  314  ;  if  the 
T.uice  of  the  piston  or  cross  head  to  the  right  of  the  end  of  its  stroke  is  *  ; 
if  M  is  the  total  moss  of  the  piston,  and  what  is  rigidly  attached  to  it,  then 

/'     M^F 

. 
where  a  is  Newton  s  way  of  w  i  it  m^'         , 

iie  resultant   force  acting  on  the  brasses  of  the  connecting  rod  at  the  crow 
head. 

In  estimating   /'  we  may  assume  a  kn<>  friction  as  well  as  of  the 

indicator  diagrams.     Or  what  is  more  usual,  neglect  the  friction  altogether. 

if  we  dare  imagine  that  tli--  <  -»1  acts  as  if  iU  mass  existed 

M  its  ends  only,  in  portions  ,„,  ftt  cross  head  and  »n,on  crank  j»in.  inversely  pro- 
portion.il  t<>  the  distances  of  the  centre  of  iir.ivity  from  these  ends;  we  can 
readily  imagine  the  mt  part  balanced  like  any  other  rotating  mass  by  other 

M    X 
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rotating  masses,  and  the  only  part  needing  balance  is  mv  In  fact,  in  such  a 
case  we  may  say  that,  neglecting  the  forces  of  gravity  : — 

The  turning  moment  on  the  crank  shaft  is  {  P  -  (M  +  m^  8 }  OQ  where  OQ 
is  shown  in  Fig.  315.1 

I  shall  now  speak  of  the  forces  with  which  the  ground  acts  upon  the  frame. 
As  m2  is  supposed  to  be  balanced,  we  see  that  : — 

1.  There  is  no  total  vertical  force  on  the  frame. 

2.  The  horizontal  force  (M  +  m})  8  can  only  be  balanced  by  one  or  more 
equal   and  opposite  forces.     Now  imagine  this  balance  effected  by   a  similar 
piston,  ci'oss-head,  &c. ,  exactly  opposite  to  the  first,  as  shown,  for  example,  in 
Fig.  316  ;   or  by  two  such  systems.     Notice  that  for  such  exact  balance  the 
balancing  systems  cannot  be  on  the  same  side  of  0,  as  H  must  be  the  same. 

3.  If  the  balance  (2)  is  effected,  the  balancing  is  complete ;  there  is  no 
couple  acting  on  the  frame. 

Now  in  the  real  case  the  effect  of  the  motion  of  the  connecting  rod  cannot 
be  imagined  to  be  exactly  the  same  as  that  of  the  two  detached  masses  m1  and 


FIG.  314. 

?w2)  and  this  causes — First,  an  error  in  the  above  expression  for  the  turning 
moment  on  the  crank  shaft :  this  error  is  not  large  ;  in  any  case,  fluctuations  in 
the  turning  moment  on  the  crank  shaft  are  insignificant  matters,  except  in 
very  special  cases.  Second,  an  error  which  is  only  serious  when  we  need 
very  good  balance  :  namely  this,  that  in  the  real  case,  although  the  above 
statements  1  and  2  are  correct,  statement  3  is  wrong.  The  student  must 
see  clearly  what  the  amount  of  error  in  statement  3  is.  I  shall  call  it  the 
surging  moment  on  the  frame.  It  is  zero  if  the  connecting  rods  are  properly 
constructed. 

343.  The  Real  Case.— The  figure  (314)  shows  the  connecting  rod,  CB, 
whose  centre  of  gravity  is  at  G ;  the  resultant  horizontal  force  Tracts  at  C ; 
and  N  is  the  normal  component  of  the  guiding  force  at  C.  Let  us  find  X  and 
Fthe  horizontal  and  vertical  forces  which  must  be  exerted  at  B  to  produce 
equilibrium. 

I  prefer  always  to  use  Newton's  law  (sometimes  called  three  laws)  of  motion 
— a  fundamental  principle  which  cannot  be  forgotten  if  once  learnt — whereas  the 
many  special  rules  which  lead  to  quick  working  of  exercises  are  readily  forgotten. 
If  the  distance  of  G  horizontally  to  the  right  of  some  point  is  z,  and  if  its 
vertical  distance  above  the  line  of  centres  is  y  ;  the  horizontal  and  vertical 

1  It  may  be  worth  while  for  the  student  to  write  out  the  exact  mathematical 
expression  for  3.  OQ  alone  and  to  take  a  numerical  example.  Let  him  also  work  the 
following  simple  exercise  : — Show  that  a  mass  W  Ib.  at  the  cross-head  of  a  steam 
engine  produces  a  turning  moment  of  -  JFrtV2  sin  20  /  5872  pound  feet  if  the  rod  is 
infinitely  long  and  rotation  uniform. 
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accel.  i  it  I.,M  ••!  '•'  in  is  IM-  M  ntti-n  ::  and  i/.     Let  m  be  the  mass  of  the  connectinp 
rod,  or  Wly  if  W  is  its  weight. 

X  =  F»mz     .......     (1) 

N+Y=mi/*ll-  .......     (2) 

/«>      .....     (3) 


if  /  is  the  iimim-m  of  inertia  of  the  rod  alK.ut  t  ',  and  <p  is  the  angle  fiCO. 

•a  i  1  1  .-unl  i*2)  we  see  that  the  horizontal  force   A   and  ill-    '•>'"/  vertical 
force  A*  f  Y,  de|>end  only  on  the  mass  of  tin-  rod  and  tin-  |x>siti<>ii  "f  it-  <  •••n1 
gravit\,  an'  I  therefore  tliat  in  -o  far  a>  tlicM,-  are  concenu-.l   \\c  max   replace  the 
rod  with  two  masses,  HI,  ami  HI,  at  it-  end.-,  if  ;/i/,  -  /;/./.. 


From  (3)  and  (1)       Y=-^-^.  (4) 

'  cos  <p 

If  the  actual  calculations  are  in  >  be  noted  that 

~  =  ji+  J  q*r  cos  9,   y  =  -  j  rq^  sin  8 

S  being  known  from  (3)  of  Art.  340  and  /-/,  +fr 

It  is  easy  t<>  write  out  the  expressions  for  the  turning  moment  on  the  crank 
shaft  and  the  centripetal  force  at  II. 

\  .W  if/1  is  the  moment  of  inertia  with  detached  masses,  D  —  m^'.  Whereas 
7=»»(i2  +  /,2).  If  k  is  the  radius  of  gyration  about  C. 

Hence  for  perfect  equivalence,  since  m  =  ml  +  mt  and  mlll  =  m^t  it  would  be 
necessary  to  have  i-  =  /,/,.  ' 

This  cannot  l>e  effected  unless  the  connecting  rod  extends  beyond  the 
cross  head,  or  the  crank  pin,  or  in  lw>th  ways,  or  if  the  mass  of  the  rod  be  spread 
out  laterally,  as  suggested  l>y  Mr.  Harrison,  a  method  of  construction  which 
might  very  well  !H'  used  if  the  sur^nm  couple  applied  to  the  frame  work  and 
ground  is  to  be  done  away  with.  (I  find  that  Mr.  llolrnyd  Smith  has  also  made 
this  suggestion.  ] 

In  any  case  it  is  only  the  /#  part  of  (4)  which  would  l»e  different  with 
the  detached  masses.  \V-  know  that  if  we  have  already  obtained  balance 
and  calculated  tuniin.'  moment  on  the  crank  shaft,  assuming  detached 
mnssofl,  we  have  only  now  to  consider  that  part  of  Y  which  is  represented  by 
(I-Pft/lcoBf,  or 

*    us    1 1  \ 

t («•  ~  M'») 

lonf 

It  is  in  the  surging  moment  that  the  matter  is  really  important,  because 
there  need  be  no  surging  moment  ui'ii  detached  masses.  The  surging  moment 
il-nit  any  axis  parallel  to  the  crank  shaft  is 

$=»<*»-./,/,)$ (5) 

The  extra  value  of  )"  produces  a  turning  moment  on  the  crank  shaft  whose 
amount  is 

•7=5 <«> 


1  F, ,r  /  =  (m,  -r  »4)  (&  +  /j»)  =  mjft  + 1  )(F  -f  /,»)  =  mj(  / 

S      N       J 


M 

Hence  -r-  +/,  =  /  =  /,  +  /,,  or  i-V  / 

M 
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344.  Example.    A  crank  is  r-=l'25  feet  long  ;  the  connecting  rod  276  Ibs. 
weight,  1  =  6-25  feet  long,  ^  =  3^  feet,  L-2\\  feet,  so  that  V^2=  ?  '>  ^  nas  a  radius 
of  gyration  about  G  such  that  &2=J2-f  53  =  7'8and  ^2=9'7. 

276 

(5)  Becomes  -      ^(l'9)fr  or  -  16-28$ 

o~  £ 

(6)  Becomes  -  3'26p  — 

cos<?> 

If  the  speed  is  120  revolutions  per  minute 

'   4^(120)2  j(l  -A)  sing 
3600     (l-^sin^)3^ 

As  we  wish  only  to  obtain  a  fairly  correct  notion  of  the  effect  we  shall 
neglect  the  small  terms  and  write 

$=  -31  '58  sin  0,  and  cos$--l. 

Hence  (5)  becomes  514  sin  6  ;  (6)  becomes  51  -6  sin  20. 

345.  Example.  Let  the  mass  of  the  connecting  rod  of  last  example  be  re- 
placed by  two  detached  masses  at  its  ends  without  alteration  of  its  centre  of 

276 
gravity.     There  will  be  a  mass  of  55^-  x   /5  or  4  '00  moving  with  the  accelera- 


276 

tion  sand  a  mass  --    x 


yz  m 

or  4  '56  on  the  crank  pin.     Let  the  centrifugal  force 

VTiU    it 

of  this  mass  on  the  crank  pin  be  balanced.  The  horizontal  forces  can  only  be 
balanced  by  other  horizontal  reciprocating  masses.  Let  us  study  merely  the 
turning  moment  on  the  crank.  We  must  multiply  the  force  at  the  cross  head 
4-00  s  by  0  Q  in  feet,  Fig.  315.  Or  we  may  do  the  work  numerically  as  follows  :  — 

velocity  of  piston         rv  of  (6)  Art. 


OQ=r 


also 


velocity  of  crank  pin  rq 

OQ  =  1  '25  |sin  6  +  ^  sin  20}  nearly 
s—  -  197'3{cos0  +  i  cos  20}  nearly 


0 

i 
acceleration  of 
cross  head. 

OQ  in  feet 
proportional  to 
velocity  of 
cross  head. 

4-OOi-0<2 
turning 
moment  on 
crank  shaft. 

Extra 
turning 
moment 
51  -6  sin  20. 

Surging 
moment 
514  sin.  6. 

0 

-236-8 

0 

0 

0 

0 

45* 

-  139-5 

1  01 

-564 

51-6 

363 

90° 

+   39-5 

1  "25 

197 

0 

514 

135° 

4-  139-5 

0-76 

424 

•  51-6 

363 

180° 

+  157-8                   0 

1 

.       0 

0 

0 

The  figures  in  the  last  two  columns  show  in  what  way  the  real  case  differs 
from  the  easily  considered  case  of  two  detached  masses.  The  extra  turning 
moment  on  the  crank  shaft  is  of  but  little  importance,  but  the  surging  moment 
is  a  most  serious  matter.  To  be  sure  in  such  an  engine  it  is  only  about  1  per 
cent,  of  the  greatest  probable  turning  moment  on  crank  shaft ;  but  our  speed 
was  comparatively  small  and  these  effects  increase  as  the  square  of  the  speed. 

346.  Students  may  be  interested  in  the  following  interesting  graphical 
construction  for  the  finding:  of  a  single  force  which  represents  the  resultant 
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of  all  the  accelerating  forces  on  a  connecting  rod.  It  i-  due  t<>  Mr  Harrison  of 
the  Royal  Colic;:  -  first  any  of  tin-  \\t-ll  known  method*  of 

expressing  the  acceleration  of  the  cross  head. 

AO  line  of  centre-.  ;  .\  it  connecting  rod  ;   /{()  crank. 

Produce  .4  B  to  Q  (OQ  is  at  right  angles  to  A  0)then  </.<> ',>  i-  v,  I.,,  n  y  of  A. 

Draw  QS  parallel  to  OA,  SJt  para'lel  to  QO,  If  a  at  right  angles  to  .!  //. 

Join  alt.  'IK.  ii  On  It  is  a  diagram  of  accelerations  (see  my  "Applied 
Mechanics,"  Art.  476),  that  is,  take  any  point  '/  in  tin-  rod,  draw  '/•/  parallel  to 
A  0,  then  <j  corresponds  to  (!  in  such  a  way  that  yO  represents  in  direction  and 
magnitude  the  acceleration  of  G  to  the  same  scale  to  which  II 0  represents  the 
centripetal  acceleration  <>f  the  crank  pin  :  that  is,  iff/0  is  measured  in  feet  the 
amount  of  the  in  i -elrrat ion  of  t;  i-  ij'-'.'/u.  If  i;  is  the  centre  of  gravity  of  the 


Flo.  315. 

I- "d  .ill  the  acceleration  forces  on  the  rigid  rod  are  equivalent  to  a  force  through 

'.'   parallel    to    yO    and    of  the  amount     m.q-.yO,    together    with    a    couple, 
i» 

L=mk.*q*  -7-7,,  where  /  is  the  radius  of  gyration  of  the  rod  about  Q.     These  are 
.1  a 

really  equivalent  toa  force  m//-../<)  parallel  to  yO  acting,  say,  along  TX,  such  that 
the  ix'rpcndicular  GT=  C?"1' --.     It  will  IH>  found  that  if  we  take  <,'U=laIACl 

ami  draw  I'X  parallel  to  //a,  meeting  '.'•/  in  X.     Then  : — 

The  resultant  of  all  the  acceleration  forces  in  the  rod  is  nnf-.XX,  acting 
along  XX  in  the  direction  A"  to  N. 

Of  course  if  we  could  make  l^-l^  so  that  the  total  acceleration  force  panes 
through  Oas  is  the  case  \\ith  detached  masses,  there  would  IM-  Iwilance  in  such  a 
case  as  that  of  Fig.  316,  where  two  cross  heads  and  their  cranks  are  exactly  in 
l.nc.  I'lde-s  thi>  condition  is  fulfilled  (for  example,  as  Mr.  Harrison  suggests, 
\<\  prolonging  the  connecting  rods)  there  is  a  surging  couple  acting  on  the  frame 
of  the  engine  and  on  the  ground.1 


1  The  proof  of  the  above  proposition  is  this  :  — 


Now  if  l4  =  /,/f  we  have  already  seen  that  the  connecting  rod  may  be  replaced 
1'v  the  mass  m,  at  .1  and  the  mass  mt  at  H,  and  under  these  circumstances  the  total 
resultant  force  must  net  through  ()  and  therefore  must  1*>  like  TgO.  But  1*  is  lest 
than  /,/,„  and  it  is  evident  that  the  real  '/'  is  such  tl.  P  -k1  :  I^-GX  :Og. 

NV-  have  proved  that  the  real  force  passes  through  X  because  we  made  <>'l'  = 
*«//„  or  d  £*:*///  =  *':/,/»     '  •'  -V  :  '  :'J- 
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We  can  now  find  a  vertical  force  at  A  and  some  force  at  li  to  equilibriate 
the  acceleration  force  of  the  rod  and  resolve  the  B  force  at  right  angles  to  and 
along  the  crank. 

347.  Using  this  construction  one  of  my  students,  Mr.  Rhind,  has  found  the 
following  answers  :— He  took  /  =  4£r  and  k=  ,y.  Also  lid  :  OA  : :  1 1  : 15  ;  F=  0. 


Fio.  316. 


K  is  the  radial  force  at  the  crank  pin  ;  .ff1  is  what  it  would  be  on  the  as- 
sumption of  detached  masses.  Q  is  the  force  at  right  angles  to  the  crank,  or 
the  crank  effort,  as  it  is  sometimes  called  ;  Q'  is  what  it  would  be  on  the  as- 
sumption of  detached  masses. 


Inner 

Outer 

dead 
point. 

22|° 

45° 

G7i° 

90° 

112£° 

135° 

157i0 

dead 
point. 

Q 

0 

•73 

•86 

•41 

-•32 

-•75 

-•70 

-•42 

0 

Q' 

0 

•74 

•88 

•32 

-•35 

-•68 

-•63 

-  -33 

0 

R 

3-31 

2-92 

2-10 

1-49 

1-48 

1-85 

2-30 

2-63 

2-75 

R 

3-30 

2-97 

2-11 

T53 

1-56 

1-97 

2-36 

2-63 

2-74 

1F<72 

If  these  numbers  are  multiplied  by  r^x,  we  get  the  forces  in  pounds, 

* 


W  being  the  weight  of  the  rod  in  pounds,  q  being  angular  velocity  of  the  crank 
in  radians  per  second. 

Figs.  317  and  318  show  these  results.  The  firm  lines  represent  actual  forces, 
the  dotted  lines  show  the  result  of  our  assumption  of  detached  masses. 

It  seems  to  me  that  such  close  agreement  as  this  warrants  our  often  adopt- 
ing the  easy  rule,  especially  when  we  know  that  in  our  most  accurate  calculations 
we  must  always  be  leaving  out  terms  very  much  more  important  than  any  that 
we  here  neglect. 

348.  In  Art.  65  I  have  given  an  example  of  how  to  deal  with  the  indicator 
diagram  of  a  single  cylinder  engine.  Among  other  things  we  found  a  diagram 
of  the  turning  moment  on  the  crank  shaft.  A  student  ought  to  take  the  case  of 
a  double  or  triple  expansion  engine,  and  combine  the  diagrams  to  see  how  the 
turning  moment  is  equalised  when  several  pistons  work  the  same  shaft. 

I  shall  not  endeavour  to  make  elaborate  investigations.  But  it  is  worth 
while  stating  one  or  two  important  facts  in  regard  to  the  balancing:  of  two 
and  three  cylinder  engines.  We  know  the  nature  of  the  forces  acting  on 
the  frame  of  a  single  cylinder  engine.  If  quite  unbalanced  we  have  a  force  F  in 
tne  line  of  centres  —m^s  and  a  centrifugal  force  on  the  crank  pin  m^fr  if  ml 
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is  the  inatta  of  piston    m<i   i<nl,  rross  head  and  half  (really  the  frit.  • 
th*-  connecting    MM!  ;    (/   the  angular  velocity   in   radians  per  act-on. 1,   ami   r  the 
.   of    (lie   t  r.mk.      We   ha\e    no  tot;«l  right  angles  to  thu    line  ot 


1 


Inner 
dead 

point 


Crank  pin   displacement 

Inner 
dead 
point 

;•  :u<. 

except   the  component  of  the  centrifugal  force,  hut  we  have  a  surging 
couple  whose  amount  i>  veiy  nearly  /»  sin  0. 
Here  b  stands  for 


-m  (*'-/,/,) 


8600 


3   '• 


ami  it  is  only  very  n.-.n  1\  a  constant.     ;/i  is  nia*s  of  the  connecting  rod. 
The  first  force  I  shall  il«-nnt«-  \>\ 


/»,(  costf  f  y cos  20  ), 


the  second  hy  OTJ  acting  in   the  direction  0.      M  i  ifu^al   force   may  he 

balanced,  and  it  is  possihle  to  const  nn-t  the  roiuu  cling  ro«l  so  as  to  destroy  the 
surging  couple. 


Two    I.IM.    KM.  I\K 

Mount*  tht  itime  in  lioth  I. 

What  forc.-s  ad  in;.'  at  a  ]»>\nt  on  the  axis  of  the  shaft  mid  way  will  halanoe 
the  inertia  forces,  ili-tam.  ,i|>nr 

I.   (  'rank-  .it  mJit  angles. 
I.    {{(-Militant    fon-c  in  line 


: 

•  /          \ 

2.  Couj.le  aln.nt  vertical  axia. 


I  = 
/ 


(0  +  45°) 


-co«2»  j 


-  (sin»+  rco»2» 


Resultant  centrifugal  force 


in  the  direction  0  +  45. 
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4.  Couple  due  to  centrifugal  force  m^a^J2,  about  an  axis  which  is  at  0  •  i.'i 
rotating. 

5.  Resultant  surging  couple  &x/2sin  (0  +  45). 

II.  Cranks  at  180°. 

1.  Resultant  force  in  line 

-TO]-!  cos0  +  j  cos  20  \  +  mA  cosO-  j-coa26\  =  -  2m,  j-  cos  20. 

2.  Couple  about  vertical  axis 

-am1(cos6+  -cos  20  J  +  a?n!(  -cos  $+  j-cos2e  ]  =  -2amlcosO. 

3.  Resultant  centrifugal  force  0. 

4.  Couple  due  to  centrifugal  force,  2am2,  about  an  axis  which  is  at  0-;  !»u 
rotating. 

5.  Resultant  surging  couple  0. 

THREE  LINE  EXCUSE  UNBALANCED. 

I.  Cranks  120°  apart.     Distance  of  lines  apart  =a.     The  forces  at  the 
point  where  the  middle  centre  line  meets  the  axis  are 


crank  at  6-  120, 

crank  at  9  +  120,  ml  j-cos0  +  -^|sinfl  +  y  Qcos20- 

crank  at  0,  -  wh(  cos  6  +  j-cos2  0  ). 
\  •  / 

1.  Resultant  force  in  line 

0  +  0  +  0  +  0, 

that  is,  it  is  less  than  my  approximations  take  account  of. 

2.  Couple  about  vertical  axis 


sin  20 

\  v  J 

-f 

=m1av/3|cos 

3.  Resultant  centrifugal  force  0. 

4.  Couple  due  to  centrifugal  force.      N'3  Wort  about  an  axis  coinciding  with 

the  intermediate  crank. 

5.  Resultant  surging  couple 


(fl+ 120)  + sin  (0-120)  1=0. 

If  we  take  the  other  possible  arrangements  of  the  cranks  we  shall  find  that 
the  forces  are  exactly  the  same  if  the  engine  runs  in  the  opposite  direction. 

[I  have  just  seen  a  paper  by  Messrs.  Robinson  and  Sankey  (Inst.  Nav.  Arch. 
1895)  in  which  they  point  out  that  a  perfect  balance  may  be  obtained  by  the  use 
of  two  three  line  engines  or  a  six  line  engine.  This  is  evidently  true  as  (2)  may 
thus  be  balanced.— October  31/rf,  1898.] 


(II AFTER  XXX 

KINI.I  [i     'I  1(K«>|;V    <>r    0  \-l  A 

349.  I\  mathematical  calculations  concerning  MIVSS  and  strain 
in  solid  and  thiid  bodie>.  we  imagine  the  stuff  t«»  \><-  continuous  and 
homogeneous ;  we  assume  that  stress  is  proportional  to  strain  :  in 
fluids  we  assume  ;x  law  of  internal  friction  ;  our  mathematical  results 
are  of  value  because  in  many  cases  in  which  we  can  test  them  they 
agree  with  actual  fact.  Wln-n  we  leave  mere  mechanics,  which  is 
the  name  given  to  a  particular  kind  of  exercise  in  mathematics; 
when  we  consider  chemistry  or  heat  and  other  forms  of  energy,  we 
are  compelled  to  frame  theories  of  the  actual  molecular  constitution 
of  matter.  It  is  no  longer  continuous  homogeneous  stuff  to  us;  we 
are  compelled  to  study  its  coarsegrainedin  — 

'The  theory  that  a  gas  consists  of  molecules  which  are  rushing 
about  among  each  other  with  all  sorts  of  velocities,  i>  accepted  by  us 
because  it  and  it  alone  agrees  with  all  the  facts  that  are  known  to  us. 
At  any  instant  nearly  all  the  molecules  are  so  far  away  from  each 
other  (com pared  with  their  own  sixes)  that  there  is  practically  no 
mutual  attraction  and  they  move  in  straight  lines:  when  they  do 
•  •neoimter,  whether  this  is  like  the  collision  of  a  pair  of  billiard  balls 
or  other  elastic  bodies,  or  whether  it  is  that  each  molecule  goes 
round  the  other  as  a  comet  goes  round  the  sun  without  actual  con- 
tact,there  is  a  communicat  ion  of  momentum  which  we  call  a  collision. 
The  history  of  one  collision  is  probably  very  complicated.  In 
all  probability  the  analogy  of  a  molecule  with  a  solar  system  or  star 
rly  complete.  \\V  may  imagine  the  millions  of  years  which 
elapse  before  a  star  comes  sufficiently  near  another  for  a  colli^on 
to  occur,  and  we  may  imagine  a  very  complicated  and  tedious 
kind  of  collision  between  two  stars,  each  with  its  planetary  system. 
We  must  replace  millions  of  years  by  the  millionth  of  the 
millionth  of  a  second  to  obtain  the  analog)'.  In  a  cubic  milli- 
metre of  gas  there  are  probably  a  million  million  million  of  mole- 
cules, and  each  of  them  meets  with  collision  on  an  average  7,000 
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million  times  per  second.  There  are  probably  all  sorts  of  velocities 
from  zero  to  some  that  are  indefinitely  large.  In  hydrogen  at 
ordinary  temperatures  the  average  velocity  (the  square  root  of  the 
mean  square  of  the  velocity)  is  greater  than  1  mile  per  second.  Each 
molecule  of  a  gas  consists  of  atoms  tied  together  by  a  mutual  attrac- 
tion. If  the  gas  is  water  stuff,  each  molecule  consists  of  two  atoms  of 
hydrogen  and  one  of  oxygen ;  this  is  the  simplest  image  of  the 
molecule  that  we  have  which  will  suit  the  observed  facts.  Higher 
temperature  means  on  the  average  more  and  more  violent  collisions, 
although  there  must  be  violent  collisions  at  any  temperature ;  greater 
density  or  a  greater  amount  of  stuff  in  a  given  volume  means  that 
each  molecule  has  a  shorter  free  path  and  that  more  collisions  must 
happen  per  second.  The  theory  allows  us  to  imagine  that  when  a 
collision  is  violent  there  may  be  a  divorce  (dissociation  it  is  called) 
between  the  atoms  of  a  molecule,  and  divorced  hydrogen  atoms  may 
go  roaming  round  very  ready  to  combine  with  divorced  oxygen 
atoms,  but  it  is  not  until  very  high  temperatures  are  reached  that 
the  average  collision  is  so  violent  as  to  maintain  a  large  proportion 
of  the  atoms  in  a  state  of  dissociation.  This  idea  of  divorce  and 
marriage  is  a  very  good  working  idea  for  the  engineer  to  have  who 
wants  to  know  what  occurs  in  the  furnace  of  a  boiler,  or  in  a  gas  or 
oil  engine  cylinder.  He  had  better  remember  that  it  is  only  a  useful 
sort  of  notion.  It  is,  however,  a  fact  that  if  carbonic  acid  CO2  is 
heated  to  a  high  temperature,  its  p,  v  and  t  do  not  obey  the  laws  of 

vv 

perfect  gases  nearly  so  well  as  at  lower  temperatures ;  that  is  if  ~- 

t 

be  called  E,  then  E  increases  in  such  a  way  that  we  are  compelled  to 
imagine  a  dissociation  of  CO2  into  carbonic  oxide  and  oxygen  (with 
disappearance  of  heat),  just  as  at  very  high  temperatures  there  is 
a  dissociation  of  H2O  into  hydrogen  and  oxygen,  and  it  is  said  that 
although  in  ordinary  ways  of  cooling  the  dissociated  CO  and  O  be- 
comes CO2  (the  heat  reappearing),  yet  when  cooling  is  effected  very 
suddenly  the  stuff  remains  dissociated.  Students  will  recollect  the 
phenomenon  of  recalescence  in  iron  and  its  hardening  when  suddenly 
cooled,  as  probably  analogous  with  these  dissociation  phenomena. 

At  the  time  of  an  encounter  the  internal  motions  of  the 
atoms  in  each  molecule  must  be  very  complicated ;  but  after- 
wards each  molecule  is  left  vibrating  in  some  way  or  ways  per- 
fectly definite  for  this  particular  kind  of  molecule.  We  know  the 
periodicities  of  some  of  these  internal  vibrations  from  spectrum 
analysis.  Probably  the  internal  energy  of  a  molecule  is  of  many 
kinds.  One  kind,  mere  potential  and  kinetic  energy  of  the  atoms, 
seems  to  re-arrange  itself  in  amount  at  every  collision.  I  do  not 
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want  here  In  ^u  ln-\i.ini  tin-  simplest  d\  namical  imt  ion--,  lull  the 
earnest  student  hail  li.-tl.-r  pi-rhap^  bleak  off  from  IIH-IV  d\  namical 
Millions  fora  while  ami  try  to  mnl«-!>ta!i<l  an  electro-magnetic  molecular 
tin "i-y  of  matter.  To  us.  just.  now,  internal  molecular  i-n.-r^v  that 
may  not  become  li«-at  or  n-  -arrange  it-elf,  a  ft  IT,  at  all  events,  a  few 
Miilli'-Ms  of  collisions,  that  is.  in  less  than  tin-  t  hoiisandth  of  a  second, 
is  beyond  our  consideration. 

35O.  Tin-  energy  of  the  gas  which  we  consider,  is  first  the 
kinetic  i -Mer^y  of  translation  or  tli^ht.  The  average  amount  of  this 
in  any  oiu-  direction  is  tin-  >ame  a-  in  any  other.  We  imagine  the  total 
.  n«  i-y  of  flight  to  be  divided  into  three  equal  parts,  one  for  each  of 
the  three  degrees  of  freedom  of  a  point.  Tin-re  must  be  many  internal 
degrees  of  freedom  in  a  molecnle.  It  has  IK-I-M  shown  1>\  .Maxwell 
that  the  total  kinetic  energy  dividea  itself  equally  among  the  degrees 
of  freedom.  Mere  points  have  only  three  degrees  of  freedom. 
Perfectly  smooth  split  res  would  for  •  mi  present  purpose  be  regarded 
as  having  only  three  degrees,  because,  although  each  sphere  has 
n-ally  three  other  degrees,  lieing  capable  of  rotation,  it  cannot  suffer 
any  change  in  such  energy  of  rotation  ;  whereas  if  the  surfaces  were 
rough  there  would  be  three  other  degrees.  Smooth  Ellipsoids  of 
revolution  might  be  regarded  as  having  five  degrees  of  freedom. 
Notions  of  this  kind  are,  however,  to  be  used  with  caution.  We 
cannot  imagine  anything  analogous  to  a  molecule  in  a  homogeneous 
sphere  or  ellipsoid. 

We  are  groping  towards  a  way  of  seeing  how  Maxwell's  theorem 
may  help  us  to  understand  from  the  kinetic  theory  how  it  can  be 
true  that  the  internal  molecular  energy  in  a  perfect  gas  should  keep 
proportional  to  the  kinetic  energy  of  flight.  If  I  knew  clearly  what 
I  might  speak  about,  I  should  say  that  as  in  flight  there  are  three 
degrees  of  freed  - -in  and  if  the  whole  energy  of  flight  is  T,  then  if  in  the 
molecule  there  ai  -.-es  of  freedom,  the  total  kinetic  energy  i- 

J_rn 

.3    ' 

Unfortunately  experimentally  derived  values  of  7,  the  ratio  of  the 
specific  heats,  are  such  that  this  theory  of  Maxwell's  leaves  much  to 
be  explaim-d.  and  therefore  we  shall  put  it, as  Clausius  did  originally, 
that  the  average  total  energy  of  a  molecule  is  /9  times  its  energy  of 
flight.  I  include  in  this  not  merely  the  internal  kinetic  energy  of  a 
molecule,  l.ut  internal  potential  enei^v  or  all  the  kinds  of  energy 
with  which  we  deal  in  the  fchermodyiMunioi  of  a  gas. 

On  the  kin.tic  theory  the  la\\    f,,r  a  perfect  gas  prft  —  R  a  con- 
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stant,  is  true  only  if  we  neglect  all  attractions  of  molecules  for  one 
another  and  also  the  volumes  of  the  molecules ;  that  is,  assume 
perfectly  straight  free  paths  of  infinitely  small  particles.  By  taking 
account  of  possible  attractions  as  I  do  in  Art:  352,  Van  der  Waals 
has  arrived  at  his  well-known  equation 

=  Rt 


-5— ) 


where  m,  n  and  R  are  constants  ;  which,  however,  is  not  found  to  be 
altogether  in  agreement  with  experiment  for  all  substances. 
35 1.  It  can  be  shown  that  in  a  perfect  gas  : — 

1.  If  m1  is  the  mass  of  each  of  one  kind  of  molecule  and  m2  is  the 
mass  of  another  kind  of  molecule  when  two  gases  are  in  the  same 
vessel  and  Ft  and  F2  are  their  velocities.  The  average  value  of  ml  Fx2 
is  the  same  as  the  average  value  of  m2  F22. 

2.  If  v  is  the  volume  of  unit  mass  of  gas,  so  that  m  being  the 
mass  of  one  molecule  and  there  being  n  molecules  in  unit  volume, 

mn  =  - ;  then  the  pressure  p  being  really  rate  per  second  at  which 

momentum  is  communicated  through  unit  area  of  any  interface  in  a 
normal  direction  by  molecules  flying  one  way  is 

p  =  -  mn  V* 

o 

or  pv  =  ^  F2 

where  F2  is  the  mean  square  of  all  the  velocities. 

It  is  evident  that  this  enables  us  to  calculate  V  for  any  of  the 
permanent  gases,  and  the  student  ought  to  make  the  calculation  for 
hydrogen,  oxygen,  carbonic  acid,  and  H2O  gas. 

3.  Since  by  (2),  pv  =  -  F2,  and  as  pv  =  Rt,  then   t   stands  for 
V*IZR. 

4.  It  is  evident  from  (2)  that  as  ^  raw  F2  is  the    kinetic    energy 

g 

of  translation  in  unit  volume,  or  ^p,  the  kinetic  energy  of  translation 

ft 

in  unit  mass  is 

3  3  p, 

^pv  or  ^Rt 

And  we  take  the  total  intrinsic  energy  to  be  ft  times  this, 
or  E  =  |  8pv  or  ~ 
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It'  volume  is  kept  constant,  gain  of  E  when  the    temperature 
one  degree,  is  the  heat  added,  that  is.  it  is  the  specific  heat 
at  constant  volum.  . 


or 


*  =  \  fix 


But  we  know  that  K  —  R  +  /.-,  and  hence 


and  hence 


K         2     j-i         a      2 
=  -TT=  JT5  +  1  °r  P  =  r> 


The  best  method  of  finding  7  is  usually  from  experiments  on  sound. 
The  following  are  known  to  be  fairly  accurately  determined  values 
of  7.  The  student  is  asked  to  calculate /9  in  each  case.  He  may 
also  be  sufficiently  curious  to  calculate  /  (presumably  degrees  of 
freedom,  in  a  crude  application  of  Maxwell's  theorem). 


Atomicity 
of 

Mi'UvuK-. 

<   >\:-:T-.-'   •[ 

y 

Computed. 

3 

/ 

MiMvury  (Hg)      ... 

1 
1   (?) 

1-67 

1  ••;.-, 

1 
1 

}' 

Argon    

H  vilrogen  (H5)     .                       .    . 

}'_ 

1-41 
1-41 
T40 

1  :i'.i 

1    \-2 
140 

}* 

|    5-0 

Nitrogen  (X.,)  ....                     .         ... 

Carbonic  oxide  (CO)  .... 

Hydrochloric  acid  (HC1) 

Mvilrobromic  acid  (HBr)   

Hydroioclic  acid  (HI)     

Chlorine  (CL,)      

2 

1-32 
1-29 

1   •_«! 

1-31 

V 

61 

Bromine  (Br.,)  

Iodine  (L,)    .    . 

I.  nline  Chloride  (IC1)      

Carbonic  acid  (CO..)        

}•_ 

l-»is 
1-310 

1  NO 

1  •_•:;'• 

}2_ 

6-5 
6-5 

.V!l 

8-4 

Nitrous  oxide  (N.O)  .    .            

Sulphurrtt.'il  h\ili-(._'.  •      II  ^    

Carbon  Hsulphide  (CSo)     ."          ... 

Ammonia  (  N  U  ,)       

4 

}•_ 

1  :«» 
1-813 

1  -_'7!t 

i  •_•:  » 
i  4M 
1-219 
II.  -.4 
1-130 
1-129 

I'll 

-'  » 

•_'  t.; 

3-07 

5-13 
5-2 

6-7 
64 

:  -' 
:  0 

13D 
15-4 
15-6 

M.'tlianr  >'ll                         .        . 

M.-tlivl  .  hl..ridr  .<  '11,01)    
M.-tlul  hri.inid.     '    II    l:                           .    .    . 

Methyl  i.-did,-  ill  1                
M.thylene  chloride  (CH,C1,)    
Chloroform  (CHC1,)    
Carbon  tetrachloride  (CC14>  
Silicon  tetrachloride  (SiCl4)      
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My  reason  for  dwelling  upon  this  matter  and  asking  students  to 
speculate  on  these  results  for  themselves  is  this,  that  Mr.  Macfarlane 
Gray  asssumes  that  in  a  gas  such  as  H2O  gas  we  must  have  E:k:K 
in  the  ratios  2:5:7,  and  everybody  who  gives  thought  to  steam 
engine  theory  must  have  a  good  reason  for  his  action  if  he  disagrees 
with  Mr.  Gray.  Experimentally  I  find  that  this  ratio  holds  only 
approximately  in  the  case  of  some  of  the  transparent  diatomic 
gases,  and  it  is  certainly  not  the  case  in  the  coloured  diatomic 
gases.  As  H2O  is  triatomic,  we  might  expect  the  ratio  of  K:  k  to 
be  T31  to  T34,  or  possibly  as  low  as  T239,  but  we  have  no  a  prior 
reason  for  thinking  that  it  is  1'4.  Indeed,  the  more  we  study  the 
values  of  7,  or  j3,  or  /  (a  more  complete  l  table  of  gases  is  given  in 
a  paper  by  Dr.  Stoney,  Phil.  Mag.,  Oct.  1895,  and  it  is  from  his 
paper  that  I  have  taken  the  above  numbers)  the  more  disinclined 
are  we  to  assume  that  we  know  anything  about  either  molecular 
degrees  of  freedom  or  the  meaning  of  Maxwell's  law  in  the  kinetic 
theory  of  gases. 

352.  It  is  worth  while  here  to  say  something  of  the  kinetic  theory  when 
attractions  are  not  neglected.      If  a  particle  of  mass  m  at  x,  y,  z  is  acted  on  by  a 

rf2 
force  X,  Y,  Z,  then  mx  =  X.     Clausing  transformed  this  by  using  -j^(^)  = 

2x"-  +  2xx,  so  that  we  find 

=  -  \Xx  +  \m  —  (x2) 


Integrating  from  0  to  (  and  dividing  by  t  we  get  mean  values.  If  the 
motion  is  periodic,  the  mean  value  of  the  last  term  on  the  right  hand  side  is 

dx 

zero.     Even  if  not  strictly  periodic,  if  x  and  ~y-  do  not  continually  increase,  the 

etc 

mean  value  of  the  last  term  gets  to  be  smaller  and  smaller,  and  is  negligible, 
and  so  we  have,  indicating  averages  by  strokes, 

%mxz  =  -  \Xx (1) 

Adding  the  three  equations  like  (1)  we  get  an  expression  for  the  kinetic  energy 
of  a  particle.  Adding  the  energies  of  all  the  particles  we  get  total  kinetic 
energy  of  the  system 

E  =  -  te(Xx  +  Yy  +  Zz)     ....    (2) 

Now  we  may  distinguish  between  forces  externally  applied  and  internal 
forces.  For  example,  let  the  uniform  pressure  p,  exerted  by  a  confining  vessel 
of  volume  v,  be  the  only  external  force 

~S,X  x  =  -pi  Ix  cos  a  .  dS  =  -pi  I  x  .  dy  .  dx  =  -  pvt 

if  dS  is  an  element  of  area  of  the  bounding  surface,  a  the  angle  made  by  the 
normal  there  to  the  axis  of  x.  Hence  for  the  external  forces  the  right  hand 
expression  of  (2)  becomes  f  pv. 

Now  as  to  internal  forces.  If  R  is  the  attraction  between  two  particles  at 
x,  y,  z,  and  x',  y',  z',  whose  distance  apart  is  r, 

Xx  +  X'x1  = Rx  -i Rx1  = R. 

r  r  r 


1  Modified  from  Mr.  Capstick's  table,  Science  Progress,  June,  1895. 
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A'Ming  such  similar  expressions  we  tee  that  the  right   haml  t  xpreasion  »• 
becomes  for  the  internal  forces  2 \Rr.     This  IB  calk-<l  the  Tlrial  (or  sometiniM 
merely  the  intern;il  virial,  the  whole  right  hand  expression  \>£  <-allfil 

the  whole  virialj.     Hence  (2)  becomes  ; — Total  kinetic  energy  of  the  system 

E  =  i/w  +  *Z/>''- (3) 

When   the   virial   is   not    imletinitely  Miiail.  //«•  i-   n<>   longer  constant  when  the 

!•••:  I'u:-.    :-  i-onstaiit   if  we  as-um.-  tliat   tin    trin|H-rature  is  proportional  to 

tin-    kith  •  iring  (3)  with   ex|>eriiiieiiial    result-,    we    tiixl    that 

\\IIM-.-.I-    in   iiu]>erfect  gases  /i  i-   an   attraction,   in   li<|iii<ls   the   virial   )•»••  -om«-s 

..itiM-  ami  I!  \-  a  i  vpul-ion.      Fuitli.  i  .  «.ii-i.lri aii«.n~  of  tlu>  kin-l    1«-«1  Van  <ler 

\\  a.il>  to  lii^  equation. 

353.  The  >tudy  of  tin-  Van  il-r  \Va.-i  1<  r<|u;iti«>ii  is  n •coin mended  to 

stii'ii'iit-  —in  >j»iti-  «>t'  its  known  incompleteness — because  it  does  give 

fairly  good  notions  of  the  Ix-havioiir  of  ordinary  gases.     It  shows  the 

in  which  an  actual  gas  differs  in  behaviour  from  what  we  call  a 

perfect  gas.     We  may  imagine  as  the  density  gets  greater  how  the 

path  gets  short «-r.  and  how  collisions  are  more  frequent  until  in 

the  liquid  state  the  molecules  have  no  straight  line  paths,  although 

th«  y  seem  to  be  able  to  move  about  freely  among  each  other,  so  that 

diffusion  phenomena  are  explainable. 

And  yet  how  very  crude  these  notions  seem  to  be  when  we  con- 
sidi-r  the  enormous  tensile  forces  which  liquids  are  sometimes  known 
to  withstand,  as  if  the  ivpulsiun  which  <-xi>ts  between  molecul«->  in 
the  liquid  state  bream.-  a  ^r.-at  attraction  at  slightly  greater  distances 
asunder.  Again,  in  the  solid  state  the  roaming  of  molecules  among 
each  other  aeema  to  be  quite  given  up;  each  seems  to  attract  its 
neighbours  with  great  cohesive  forces.  For  what  is  known  about 
molecular  theory,  the  student  must  refer  to  advanced  books  on  physics 
and  chemistry.  It  must  be  of  value  in  the  study  of  heat  engines. 
Tli--  -tudent  outfit  to  have  some  molecular  theory,  simple  or  complex, 
which  will  enaMe  him  to  imagine  how  things  happen.  To  imagine 
how  at  the  -urface  of  a  liquid  some  of  the  liquid  molecules  have 
sufficient  vel.K-ity  to  jump  out  of  the  liquid,  and  how  equilibrium  is 
established  when  ju>t  a-  many  of  the  vapour  molecules  get  entangled 
in  the  liquid  JMT  second  as  there  are  others  that  jump  out. 

354.  One  of  the  most  interesting  things  in  connection  with 
the  kinetic  theory  of  gases  is  its  simple  explanation  of  viscosity. 
\Ve  have  only  to  imagine  a  great  number  of  mil  way  trucks  moving 
near  one  another  without  friction,  on  many  lines  of  rails  at  all  sorts 
of  speeds,  crowded  with  men  who  are  continually  jumping  from  one 
truck  to  another;  there  is  a  continual  communication  of  momentum, 
and  momentum  p«-r  second  communicated  is  force — a  force  tending 
to  the  equalisation  of  th*  of  all  trucks  near  one  anotl. 
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force  of  friction.  The  theory  explains  then,  not  only  diffusion  and 
conduction  of  heat  in  a  gas,  and  viscosity,  but  how  increase  of 
temperature  increases  them  all.  In  liquids,  although  at  higher 
temperatures  the  diffusivity  and  probably  the  conductivity  are 
greater,  the  viscosity  is  invariably  less;  and  in  all  liquids  except 
mercury,  very  much  less.  We  believe  that  the  study  of  the  viscosity 
of  liquids  will  lead  us  to  better  notions  of  molecular  constitution. 

355.  What  is  capillarity?  Of  course  the  student  knows  the 
theory,  probably  in  the  form  of  the  superficial  tension  analogy 
easily  understood,  as  given,  say,  in  Maxwell's  book  on  Heat.  But  he 
must  endeavour  to  have  a  private  notion,  however  crude,  of  the 
cause  of  the  phenomena,  and  how  they  are  effected  by  electricity,  for 
example.  It  is  most  important  for  us  in  connection  with  condensa- 
tion and  vaporisation  when  the  liquid  is  in  the  shape  of  fine  or  large 
drops. 

Water  in  a  drop  will  evaporate  more  readily  than  if  the  surface 
were  flat.  Unless  drops  are  so  small  that  surface  tension  is  alto- 
gether different  in  character  from  what  it  is  in  visible  drops,  if  p  is 
the  pressure  necessary  to  prevent  evaporation,  and  p0  is  the  pressure 
of  saturated  vapour  corresponding  to  the  temperature ;  if  r  is  the 
surface  tension,  r  the  radius  of  the  drop,  cr  the  density  of  the  vapour, 
p  that  of  the  liquid  ;  p  is  greater  than  pQ  by  the  amount 


p  —  cr  r 

This  explains  why  in  dust  free  space  the  saturation  pressure  may  be 
greatly  exceeded  without  condensation.  Moist  air  free  from  dust 
may  be  suddenly  expanded  so  that  the  pressure  is  many  times  the 
saturation  pressure  without  the  formation  of  cloud.  The  presence  of 
electrified  zinc  or  the  passage  of  Rontgen  rays  or  ultraviolet  light  or 
light  from  Uranium  glass  causes  cloud  to  form.  It  is  evident  from 
these  and  many  other  observations  that  we  are  very  far  from  having 
an  exact  knowledge  of  what  occurs  inside  a  steam  engine  cylinder. 
So  also  for  a  bubble  of  steam  to  get  larger  in  water,  the  saturated 
pressure  p0  of  the  steam  corresponding  to  its  temperature  must  be 
greater  than  that  of  the  water  p  by  the  above  amount.  One  hardly 
sees  how  such  a  bubble  could  form  were  it  not  for  1,  Dissolved  gases. 
2,  Some  action  of  the  surface  of  the  containing  vessel  or  particles  of 
foreign  solid  matter.  Certainly  there  are  cases  known  of  drops  of 
water  existing  surrounded  by  oil  at  atmospheric  pressure,  and  356°  F., 
whereas  the  saturation  pressure  corresponding  to  this  temperature 
is  10  atmospheres.  Here  we  have  evidence  of  great  resistance  to 
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tensile  stress  in  water,  and  the  phenomena  of  latent  heat  led  Dupre 
to  think  that  tin-  tensile  >tn»  called  into  play  in  changing  water  into 
vapour  is  about  25,000  atmospheres.  \Vat.  r  \.  i  .in  air  is 

now  used  in  most  boilers,  and  it  is  well  to  notice  how  in  the  Thorney- 
croft  boiler  the  evaporation  is  assisted.  It  is  this  tendency  to  "  boil 
with  bumping"  of  air  free  water,  that  gives  so  much  trouble  in 
starting  the  n'iv>  of  many  marine  boilers  and  makes  artificial 
circulation  so  necessary. 

356.  So  much  for  the  behaviour  of  water  and  steam  under  italic 
conditions  ;  but  we  must  expect  that  when  sudden  changes  take 
place,  say  under  the  conditions  which  hold  inside  a  steam  engine 
cylinder,  the  ordinary  static  law  connecting  pressure  and  temperature 
of  saturated  steam  is  not  merely  not  a  guide,  but  is  actually  mislead- 
ing. It  seems  almost  impossible  to  study  what  goes  on  inside  a 
steam  engine  cylinder  unless  we  are  allowed  to  imagine  that  all  the 
stuff,  vapour  and  water,  is  at  the  same  temperature  at  every  instant. 
In  truth,  however,  as  the  temperature  changes  rapidly,  even  if  we 
imagine  the  material  of  the  cylinder  to  be  itself  non-conducting, 
there  must  be  very  curious  differences  of  temperature  in  the  fluid. 
Messrs.  Callendar  and  Nicolson  found  that  whilst  the  temperature 
shown  by  a  thermometer  in  the  body  of  the  steam  was  nearly  that 
of  saturation  corresponding  to  the  pressure,  the  temperature  shown 
by  another  thermometer  inside  the  cylinder  shows  what  we  may 
regard  as  rapid  superheating  during  cushioning  and  admission; 
whereas  after  a  very  rapid  rise  the  temperature  then  fell  rapidly, 
till  it  was  well  below  the  saturation  temperature,  just  before  cut-off 
began  to  take  place.  Professor  Callendar  has  had  so  much  exjx  ri- 
<>f  the  measurement  of  temperature  that  we  must  look  upon  his 
measurements  as  probably  correct,  however  much  they  may  seem  to 
conflict  with  our  other  notions.  He  has  himself  given  a  good  ex- 
planation of  the  fall  after  expansion  begins ;  but  I  cannot  accept  his 
of  the  superheating,  for  it  is  practically  impossible  for  me  to 
me  that  the  ordinary  well-lagged  cylinder  using  ordinary  steam 
is  ever  five  from  water.  The  explanation  of  the  drop  is  this.  Any 
one  who  has  worked  a  little  with  the  t<f>  diagram  knows  that  in  the 
adiabatic  expansion  of  a  pound  of  water  stutV.  containing  x  Ib.  of 
steam  and  1  —  a;  Ib.  of  water:  if  -  i-  nearly  1,  condensation  occurs 
during  expansion  ;  if  x  is  nearly  0,  evaporation  occurs.  That  is,  the 
water  tends  to  evaporate,  and  the  steam  tends  to  condense.  Ima:. 
then,  the  struggle  occurring  at  the  surface  ofthe  water. and  it  Ix-curoes 
evident  that  if  the  expansion  occurs  rapidly  there  are  really  differ- 
of  temperature  1  portion  of  the  fluid  and  another. 

o  o 
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\\  •  may  imagine  the  hotter  portions  of  water  being  converted  into 
steam  and  cooler  portions  of  the  steam  becoming  water.  If  x  is 
small,  it  is  probable  that  on  the  whole  the  water  is  hotter  than  the 
saturation  temperature  corresponding  to  the  pressure,  and  if  x  is  large 
it  is  probable  that  on  the  whole_the  steam  is  cooler  than  the  satura- 
tion temperature  corresponding  to  the  pressure.  Anyhow,  we  have 
no  right  to  assume  the  saturation  temperature  and  pressure  to  exist 
throughout. 

I  have  not  here  referred  to  the  probable  differences  of  temperature 
existing  in  a  layer  of  water  which  gets  thicker  or  thinner  by  con- 
densation or  evaporation.  If  the  material  of  the  cylinder  were 
absolutely  non-conducting,  this  layer  is  likely  to  be  more  uniform 
in  temperature  during  the  evaporation  process  than  the  condensation, 
a  circumstance  which  tends  slightly  to  diminish  the  amount  of  con- 
densation in  a  steam  engine  cylinder. 


CHAPTER    XXX  I 

THKItMnDVN  AMI 

357.  \YIIKN  we  say  that  the  state  of  a  pound  of  stuff  is  defined 
by  its  p,v  and  /.we  understand  that  it  is  all  at  the  same  temperature, 
ami  that   it  is  a  Huid,  or  at  all  events,  can  only  experience  the  sort 
of  strain  or  stivss  which  a  Huid  can  experience.     Our  assumption  is 
that  there  is  no  molecular  structure  in  tin-  Huid.     It  has  only  elasticity 
of  bulk.     If  it  was  in  the  state  p,  v,  and  gets  into  the  state  p  +  Bp, 
v  +  Bv,  then  —  Bv/v  is  railed  its  /•,/////, /,.ss/,v  -train,  accompanying  the 
increase  of  stress  BJJ.     Any   kind   of  elasticity   is  defined  as  as' 
divided  1>\  the  corresponding  strain,  and  hence  fluids  can  only  have 
the  elasticity, 

e  =  Bp  -r  (  —  Bvlv)  or  —  /•  '  ( I ) 

(IV 

The  value  of  this  may  be  0,  if  for  example  Bj>  =  o  and  Bu  has  any 
value.  Again,  it  may  be  x:  ,  if  for  example  Bv  =  o  and  Bp  has  any 
value.  There  are  two  values  of  the  elasticity  which  are  considered 
more  important  than  others,  namely,  the  elasticity  when  temperature 
keeps  constant,  and  this  I  shall  call  et  ;  the  elasticity  when  the  stuff 
neither  loses  nor  gains  heat,  and  this  I  shall  call  er 

358.  In  all  cases  the  state  of  a  pound  of  stuff  is  completely 
known  if  we  know  two  of  the  <juantities,  r,  p  <>r  t,  if  these  are  in- 
dependeiit    variables.      It    is  supposed    that    ph\^i--i-t-    and  chemists 
have  provided   for   it-  thi>   knowledge;   L,'i\en   j>  and  r,  or  /  an<l  r.  \\  • 
can  calculate  or  find  the  other  of  the  three.     To  ^i\e  />  and  /  during 
change  of  state  will  not  define  the  state  of  the  stuff  as  these  are  not 
then  indejM'ii.' 

Any  change  of  state  is  a  change  from  j>  top  +  8p,  a  change  of  v 
to  v  +  &v,  a  change  of  t  to  t  +  &;  any  of  these  increments  being 
positive  or  negative.  If  two  of  the  changes  are  known,  the  third 
can  be  calculated  because  we  are  supposed  to  know  tin-  character- 
istic ;  therefore  the  change  of  state  i>  c,,mplete|y  defined  if  we 
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know  Sv  and  Bt,  or  Sv  and  Sp,  or  (except  in  case  of  change  of  state 
from  solid  to  liquid  or  liquid  to  gas)  if  we  know  St  and  Sp. 

In  my  calculus  I  have  endeavoured  to  give  in  an  easy  way  the  idea  under- 
lying such  a  calculation  as  this  : — Given  St  and  Si',  infinitely  small  changes,  to 
find  Sj),  p  being  a  function  of  t  and  v, 


*-(t)  «+(£)•• 

(dp\      R   fdp\  p 

In  the  case  of  a  perfect  gas  I  -j-  I  =  -,  1  —  )  =  — 
\dt /       v    \dvj  v 


and  so 


Sp  =  -  .61  -  -.Sv 
v  v 


(1) 


(2) 


I  gave  examples  :  I  took  t  =  500,  p  =  2000,  v  =  14'4.  Taking  new  values 
of  t  and  v  as  follows,  I  could  calculate  the  new  p  in  each  case  quite  accurately 
from  pv  =  Rt.  I  wanted  to  see  with  what  accuracy  (2)  would  give  the  same 
answer,  knowing  that  (2)  is  more  and  more  true  as  St  and  Sv  are  made  less  and 
less  and  is  not  absolutely  true  unless  St  and  Sv  are  smaller  and  smaller  without 
limit. 


t 

v 

true 
P 

assumed 
St 

assumed 
Sv 

true 
Sp 

Sp  calculated 
from  (2) 

500 

14-4 

2000 

501 

14-5 

1990-2 

1 

o-i 

-9-8 

-9-9 

500-1 

14-41 

1999-2 

0-1 

0-01 

-1-0 

-0-99 

500-01 

14-401 

1999-9 

o-oi 

o-ooi 

-o-i 

-o-io 

In  the  same  way,  for  any  substance 


Again,  suppose  that  there  is  no  change  in  p  ;  put  (1)  =  0  and  we  have 

dt  (dp\   I  fdp\ 

T  u  p  does  not  alter  =  -  I        I  /  I 
dv  \  dvj  I   \dt  J 

This  is  written  as 

£)--(*)/(*)--(*)(*)  ......  <» 

Similarly  from  (3), 


Similarly  from  (4), 


These  statements  are  so  new  to  some  students  that  I  advise  them  to  illus- 
trate what  they  mean  by  applying  them  all  to  the  case  of  a  perfect  gas  pv  —  Rt. 
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All  the  above  merely  follows  from  the  mathematical  fact  that  any  two  of 
p,  v  and  t  are  iml.  |»  n<li-nt  ,  or  that  each  of  them  in  a  fim<-ti<>n  »f  tin-  other  two. 
In  oi  ;  tin-re  is  Home  one  law  connecting  /-,  r  and  t  of  one  pound  of  any 

sulmtance,  although  we  may  only  know  the  law  approximately  for  a  limited 
range  of  state*.  This  is  also  the  same  as  "  if  a  point  in  space  represents  l>y  its 
three  distances  from  the  three  standard  planes  the  p,  v  and  t  of  a  pound  of  stuff, 
MI.  li  points  all  lie  in  a  surface."  Students  ought  to  practise  the  drawing  of 
curves  to  express  our  knowledge  of  tin-  !•«  -huviour  of  any  stuff.  They  are  sup- 
poeed  to  have  done  this  before  beginning  the  study  of  steam  engines.  Thus,  at 
any  given  temperature  to  draw  a  curve  showing  the  ;>,  r  diagram  of  1  Ib.  of 
steam  at  constant  t  from  a  superheated  state  until  it  is  all  liquid.  The  properties 
of  carbonic  acid  are  fairly  well  known  to  u-.  and  its  p,  v  (t  constant),  p,  t  (v  con- 
stant), i;  l  (f>  constant)  curves  ought  to  be  drawn.  The  drawing  of  the  v,  t 
(p  constant)  curve  for  water  stuff  from  the  ice  to  the  superheated  steam  state  at 
a  few  constant  pressures  is  probably  the  most  important  exercise.  My  students 
have  often  drawn  such  .  urves  (eking  out  the  exact  information  of  the  books  by 
guessing).  They  have  then  rut  templates  from  one  inch  planks,  1  inch  thicknett 
representing  1  atmosphere  ;  they  have  built  t  In--.-  up  with  screws  and  glue  care- 
fully in.  I  chamfered  off  the  edges,  nnd  so  obtained  a  surface  showing  by  its  three 
co-ordinates  the  p,  v,  t  of  water  stuff.  This  is  more  easily  done  for  a  perfect  gaa 
(the  templates  for  p,  t  or  r,  t  are  quite  straight  and  the  whole  work  takes  only  a 
few  hours),  and  a  student  hitherto  called  stupid  will  sometimes  begin  to  take  an 
interest  in  more  abstract  mathematics  after  he  has  marked  out  the  places  for 
which  <f>  is  constant.  To  merely  read  about  the  doing  of  these  things  is  surely 
a  weariness  to  the  flesh.  When  a  student  has  actually  done  the  work  it  is 
nearly  impossible  for  him  not  to  know  that  both  E  and  if>  are  the  same  if  the 
state  of  the  stuff  is  the  same,  and  this  means  that  he  really  knows  the  two  laws 
of  thermodynamics. 

359.  If  we  examine  such  a  statement  as  (1)  of  Art.    191 

=  A-  .  to  +  /.  8v 


we  must  remember  that  it  is  only  true  if  the  change  of  state  is 
considered  to  be  smaller  and  smaller  without  limit.  At  the  same 
time  the  two  changes  &  and  8v  are  quite  independent  of  one  another  ; 
8v  may  be  o,  or  Bt  may  be  o.  It  comes  from  the  two  assertions  :  — 
"  the  heat  given  to  the  stuff  in  any  small  change  of  state  is  calcu- 
lable," and  "we  know  the  whole  change  of  state  when  \\.  kimw  the 
change  in  /,  ami  tin-  ch.in^r  in  r."  As  80  may  be  large  or  small 
compared  with  S/,  let  &v  =  o,  then  the  h«  at  is  k.&t,  so  we  see  that 
k.  6V  means  "  tin-  In  -at  given  to  the  body  i  luring  t  In  change  of  tempera- 
ture &t  whni  th<  volmnr  does  not  alter."  Similarly  l.&v  means"  the 
heat  given  during  the  change  £r,  win  n  t.  •injM-ratinv  does  not  alt.  r.' 
Hence  /  is  what  may  be  called  a  latent  h-  pansion,  and  £  is 

the  specific  heat  at  constant  volume.  In  the  same  way  A"  is  called 
the  specific  heat  at  constant  pressure.  The  student  must  read  such 
statements  as  (1),  (2)  and  (3)  of  Art.  1!U  in  several  ways,  trying  to 
see  exactly  what  each  term  in- 
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Now  the  three  statements  must  agree  in  giving  the  same  answer, 
and  if  we  put  them  equal  to  one  another  in  pairs  we  get  relations 
between  the  co-efficients. 

Thus  k.dt  +  l.dv  =  K.dt  +  L.  dp. 

Substituting  dp  =  (fjjj)dt  +  (^)dv  from  (1)  of  Art.  358,  we  have 


dtj  \c(v 

This  is  true  when  dv  =  o,  and  also  when  dt  =  o,  so  that 

.     .     ----    (1) 


Again,  putting  k.dt  +  l.dv  =  P.dp+  V  .  dv  and  substituting 


we  have       k  .  dt  +  /  .  dv  =  pdt  +  pdv  +  V.dv 

dt 


so  that  k  =  P.  ........     (3) 


The  student  ought  to  write  out  another  equality  of  the  expres- 
sions of  Art.  191  and  get  two  other  relations  ;  also  he  may  use  other 
substitutions  than  what  I  have  adopted.  In  this  way  he  will  obtain 
other  relations,  but  he  must  not  hope  to  find  them  all  independent. 
For  example,  he  will  find 


and  again  K(j~}  +  L  =  P     .....     (7> 


but  he  might  have  found  these  by  proper  combinations  of  those 
already  found.     It  is  to  be  noticed  that  for  so  far  we  have  only 
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emplo\,-d  aliM-l.ra  ;     \\,-   ha\e  axxuined    til,-  ,  -\  l-t  .  -lie.  •  of   x,,|,,,.  |a\\ 
nect  1  1  -n|  t.  and  that  8//  i>  calculable,  l.ijf    the   above  i-!ati«.n- 

aiv  tni.-  al-el.raically  even    it'  we  do  n«.t  call  //.  li.  .-•  vi.hini.-. 

«>r  /,  temperature. 

36O.    BxiBCISE.    The     elasticity    at     .-,,nMaiit     temperature     i* 

^  =  ~  ''(,/,'.)•     To  writ.-  out.//   11    jx   n.-i-rxxary  to  find   tin-  rrlatinn 
between  Bp  and  Be  when  S//"  is  ».     Xo\\ 

SH  =  P.fy  +   I'.Sr 

dp  .         V 

M  that  when  SH  is  o,  -f  is  --  =^,  and  hence 
av  r 


Thus  . —  -j-Q'J.      Taking    V  from   (8)  above   and    / 

from  (8) 

«* 
«t  ' 

But,  as  we  have  already  seen  in  (5)  of  Art.  358 
/dp\  ^  /dp\  /rfA 

\dv)  ~  \dl)  =      ~  \dv) 

and  hence  for  any  substance 


This  ratio  I  always  denote  by  the  letter  7. 

Again,  note  that  we  have  an  important  general  statement  which 
depends  only  on  our  definition  of  elasticity,  and  is  mcivly  algebraic, 
for  what  we  call  t-laMicity  may  Imvr  ii"  physical  nn-aiiin^.  \\V  give 
it  a  physical  nn-aninx  when  \\v  .siy  what  r  and  j>  and  //  mean. 

361.  We  Icav.-  iin  rr  algebra  when  \M  >a\  :  if  Bff  —  p.  &v  be 
called  BE;  then  BK  i^  a  complete  differential,  iliat  is.  the  value  of 
the  £  of  &  body  depends  ..n  the  >tat,-  of  the  stutV.  Now  it  is 
shown  in  elementary  calculus  bouks  that  if 

M.dx  -f-  y.rff 
is  a  complete  differential,  (.    J    =  ('/     )   :;n»d  hence  if  »,e  subtract 

p.&o  from  any  of  tlje  expressions  of  Art.  li)l,  and  apply  this 
criterion,  we  have  tin--  <  \|>r.-sM,.n>  for  the  first  law  of  thermo- 
dynamics. 
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Thus  dE  =  dH  —  p.dv  =  Jc.dt  +  (I  —  p)dv.  The  first  law  is  then 

(dk\         (dl\         (dp\ 
dv/t        \dt/v        \dt/ 
or  using  dE  =  dH  —  p .  dv .=  P.  dp  +  (  V  —  p)dv 


dv  /p      \dp 
With  not  much  more  trouble  we  find 


dp  )t       \dt/p       \dt; 

Any  one  of  (10),  (11)  or  (12)  may  be  called  the  first  law  of 
thermodynamics,  as  it  is  common  enough  to  see  a  partial  statement 
called  a  general  law.  The  real  first  law  is,  however,  "  dE  is  a 
complete  differential." 

Now  let  us  apply  the  second  law.     Divide  each  of  (1),  (2)  and 

J  TT 

(3)  of  Art.  191  by  t,  and  let       -  be  called  d<f>,  and  make  the  state- 

t 

ment  that  d<j>  is  a  complete  differential.     Thus 

dH      k  I 

d(f>  =  -—-  =  -  .  at  +  -dv 

(s  v  v 

The  criterion  after  multiplying  by  t  gives 


- 

dvt~     dtv       t   • 
Combining  (13)  and  (10)  we  have 

Hi)  .....  >.  :.. 

Let  the  student  show  also  that  when  (14)  is  combined  with  the 
criterion  and  the  earlier  equations  we  have, 


vt        ctf       ......... 

(dv\       (dK\        (d_L\  A 

\dt)  "  \d)t~  \dt)  t 


dpt  p 

'* 

and 


Also 

It  immediately  follows  from  (15)  and  (1  7)  that 

,*.    .....    (19) 

-^  .....  <20) 

where  k  and  K  are  functions  of  the  temperature  only. 
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362.  K\I:K'  i>i:  1.  Show  what  the  almvr  relations  become  when 
a  -.iiliMaii.-.-  l"ll»\\-  tin-  la\\  i'i-  -•/,''.  Nunil)iT  tin-  eom-s|»onding 
•  ••juation>  ill  tin-  -.inn-  \\a\  ami  kr.-ji  tlit-  ivsults  \'»r  refereDO 
that  lu-itluT  A'  ii'  •!•/.-  is  mvosarily  a  mnstant.  l>ut  it'  ritln-r  is  con- 
stant, tin-  oth»T  i-  so  also.  If  not  constant  they  must  he  functions  of 
temperature  only.  Our  :ins\\.-r-  an-  : 

I  =  p,  L  =  —  r. 

K  -  k  =  R,  and  the  expressions  (1),  (2),  (3),  of  Art.  191  may 
be  written 

(IH  =  k  .  iff  -f  j)  .  dr  —  A',  dt  —  v  .  dt>  =  >l  (pv)+  p  .  dc 

Also 

<#>  -  00  =  klogt  +  R\og.  r  ;  E  -  £9  =  k(t  -  tj 

Iflo  =    —  -j-  (pft  -  j>0r0)  +  work  done. 
If  expansion  occurs  according  to  the  law  pv*  constant, 

"/  —  S 

Heat  given  during  expansion  =        —  x  work  done. 


v  —  s 

or  -j—  =  -        p  =  A  say. 

7  —  r 

Hence  if  A  is  0,  that  is,  if  the  expansion  is  adiabatic,  s  is  7. 

The  student  ought  to  express  <f>  in  terms  of  p  and  v,  and  also  of 
p  and  t,  and  show  that  an  adiabatic  may  be  expressed  in  any  of  the 
\vays_p»»  or  tv*~l  or  pf^~^  constant.  See  Art.  201. 

363.  EXKIU  ISE  2.  There  is  only  one  way  that  I  know  of,  in  the 
absence  of  fresh  rxp.  rimrnts,  to  determine  the  value  of  AT  for  H2O  as 
gas.  It  is  to  assume  that  saturated  steam  at  low  temperatures  and 
pressures  is  in  the  gaseous  state.  It  is  easy  to  show  that  this  assump- 
tion must  be  very  nearly  correct,  for  the  volume  pressure  and  t<  ni- 
pcraturc  of  saturated  steam  satisfy  the  law  tor  a  perfect  gas  more 
and  more  clos.-ly  at  lower  temperatures.  Taking  the  atomic  weight 

Of  0.\\  ur''Ii  "-    I  •"'  ss     We  have 

ff  =  72  =  1538. 

t 

This  I.YHX  I  have  taken  under  the  advice  of  authoritative 
chemists.  We  have  from  the  above  equations  for  a  perfect  gas 

d<f>  _  K_      v  dp 

di*''  T   ~  t  ,/t 
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Now  let  us  suppose  that  —  is  according  to  saturation,  so  that  if 


Civ 


\  is  the  usual  latent  heat,  v  -~-  =  —  ,  see  Exercise  5,  and  hence 

Ctt  v 


//0  _  K       \  K      797 

,/*  =:  7"""?  (      :T'     r-       ~T 

using  Regnault's  formula.  But  the  entropy  of  a  pound  of  saturated 
steam  is 

JL  1  *  X 

4>  =  lt>g7  +  -7 

fo 
so  that 

^  -  1       797  m 

d?       J      ~^~ 

R 

Writing  (1)  and  (2)  equal,  we  find  K  =  '305,  and  as  -=  =  -11  we 

have  k  =  '195.  I  take  these  to  be  the  specific  heats  of  superheated 
steam  about  0°  C.,  and  their  ratio  is  1*55.  If  we  take  Griffiths 
instead  of  Regnault,  Jsf  is  '399,  k  is  '289,  and  their  ratio  is  1'38. 

364.  EXERCISE  3.  Show  what  the  above  relations  become  when 
a  substance  follows  the  law 

p  =  It  +  a 

where  a  and  b  are  functions  of  volume  only. 

It  will  be  seen  that  the  equation  of  Van  der  Waals,  Art.  350,  is 
of  this  form,  because  we  can  write  it  as 

Rt          m 

p  =         -  +  -=• 
v  —  n       v* 

(di}\  d?f) 

-j-\  =  b  and  -~  =  0,  we  see  from  (19) 

Art.  361,  that  k  is  a  function  of  t  only.  Also  from  (14),  I  =  ib  or 
I  =  p  —  a,  and  therefore 

dH  =  k  .dt  +  lb.dv 

dH      k 

gives  «9  =  —7—  =  -  .at  +  b  .  dv 

t          t 

Or  <f>  =  a  function  of  t  only  +  a  function  of  v  only. 
Also  since  dE  =  dff  —  p  .  dv  =  k  .  dt  +  (ib  —p)dv  =  k.dt  —  a.dv, 
we  have,  E  =  a  function  of  t  only  +  a  function  of  v  only. 


Also  '-*  + 

365.  EXERCISE  4.    Ramsay  states  that  eff,  the  adiabatic  elas- 
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tirity.  is  .i  Im.-ar  function  of  /  if  the  volume  is  constant,  and  that 
the  law  a>«.iiiu.-il  in   I.  -  generally  true  of  all  substai 

Show  that  tli.-.i-  Btetements  are  oonnttenl  with  on.-  another. 

<//         A"  (dp\    A' 

Since  -  =  ~  -  or  r  //    =   —  n  ;  1 

tt  I;  \iirl    k 

W1  hnti          r"  = 


i  and  /9  an-  functions  ot  v«»lumr  only. 
It  will  be  found  that  this  requii.  x 


and  hence  if 


v       dv 

uh«  re  A  and  B  are  constants,  the  two  statements   are  consistent 
with  one  another,  and  give 

/,=        ' 


A  +  Bt 

a  function  of  the  temperature.  On  this  assumption  k  is  nearly 
proportional  to  the  temperature  when  the  temperature  is  smalt,  but 
at  very  high  temperatures  tends  towards  a  limiting  value  1/1?. 

366.  K\Ki:<  ISE  5. — Apply  our  equations  to  the  case  of  a  pound 
of  stuff  in  a  lower  state  (solid  or  liquid)  at  volume  sl  changing  to  a 
higher  state  (liquid  or  vapour)  at  volume  sz  at  constant  temperature 
receiving  latent  heat  X. 

Since  JH  =  1: .  <?t  +  I .  dv, 

or  by  Art.  30 1 .  =  k .  dt  +  t((-£ 


as  the  stuff  is  present  in  both  states,  --  is  the  same  whether  v  is  con- 


st ant  or  not. 

\(t  ,nt, 


or  X=  <(.,-.,)  (I) 

if  X  is  the  usual  lat«  nt  h«  at 
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367.  EXERCISE   6.     Show   from    the   last    result    that  at   the 
melting  point  of  ice,  as  sl  is  greater  than  s2,  since  «2  —  sx  is  negative, 

d*D 

and  \  and  t  are  positive,  -^  must  be  negative.     When  ice  melts  at 

0°  C.,  or  t  =  274,  s1  =  '01747,  s2  =  -01602,  p  being  atmospheric 
pressure,  or  2,116  Ibs.  per  square  foot,  and  X  =  79  X  1393.  Show 
that 

t?  =  -  277,300. 
at 

That  is,  pressure  lowers  the  melting  point  of  ice  at  the  rate  of  131 
atmospheres  for  one  degree  Centigrade. 

368.  EXERCISE  7.     The  volume  of  1   Ib.  of  water  at  374°  F. 
is  O'OIS  cubic  feet,  and  Rankine  found  by  the  above  calculation  that 
the  volume  of  1  Ib.  of  steam  is  2'476  cubic  feet.     He  took  Joule's 
equivalent  as  772  and  L  =  849  heat  units  (F.)     What  value  must 

sj/fn 

he  have  taken  for  -£  ?    Answer  319. 
at 


CHAPTER     XXXII. 

i'KKHHATKD    M  KAM. 

369.  Regnault's  Total  Heat.  In  steam  engine  calculations 
w.  depend  upon  Regnault 's  measurements  for  temperatures  above 
100°  C.  There  are  no  others.  We  may  have  doubt  as  to  whether 
he  really  used  the  unit  of  heat  which  he  thought  he  used,  but  we 
must  make  the  best  of  what  he  gives  us.  It  is  for  this  reason  that  I 
employ  the  Regnault  unit  of  heat  throughout  this  book,  and  I  have 
said  frankly  that  my  only  knowledge  of  it  is  that  100'5  of  Regnault's 
units  are  equivalent  to  100  of  those  of  Reynolds,  whose  Joule's 
equivalent  (778  in  the  Fahrenheit  scale)  is  1,399  London  foot-pounds. 
Hence  my  Jon  It  •  throughout  is  1,393  London  foot-pounds  (or  774  for 
thf  Kaln.  nht-it  unit).  My  trouble  begins  when  I  consider  Regnault's 
results  below  100°  C.,  because  there  have  been  other  experiments 
and  thr  ivsults  an-  said  to  conflict. 

Our  knowledge  of  H  from  63°  C.  to  88°  C.  is  based  on  twenty- 
three  observations  of  Regnault.  Assuming,  as  he  did,  that  there  is 

a  linear  law  connecting  H  and  0,  I  find  -^  =  0'379,  the  mean  tem- 
perature being  77°*55  and  the  mean  H  being  627*9.  In  fact,  these 
twenty-three  measurements  give  me 

H  =  598-61  +  -379  6. 

Regnault's  thirty-eight  measurements  from  99°*27  C.  to  100°*37  C. 
give  a  mean  temperature  99°'88  C.  and  a  mean  value  of  H,  636*67. 

Mr.  Griffiths  has  found  the  latent  heats  of  steam  572*60  at 
40°*15  C.  and  578*70  at  30°  C.,  and  I  infer  from  his  paper  that  his 
values  of  H  are  \\\~1  7">  ;md  608*70.  It  is  not  easy  to  say  how 
we  ought  to  compare  his  unit  (the  heat  for  a  degree  on  the  nitrogen 
thrniionit-u-r  at  15°  C.)  with  what  I  take  to  be  Regnault's;  but  I 
find  tii.it  the  above  numbers  agree  with  a  formula  which  he  gives 
in  which  he  uses  as  thr  value  of  Joule's  equivalent  J  — 
4*199  X  107.  Now  the  /which  I  use  for  Regnault's  units  corresponds 
to  4  105  x  107  Ergs  (per  gramme  degree  Centigrade).  Hence  I 
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take  it  that  the  values  of  H  given  by  Mr.  Griffiths  need  to  be 
multiplied  by  4199/4165  if  they  are  to  be  compared  with  Regnault's. 
They  are  therefore  61774  at  40°15  and  613'65  at  30°  C.  mean 
6157  at  35°-075  C. 

Between  Griffiths'  mean  and  Regnault's  627*9  at  77°'55 

dJ5r- 0-287 
~M 

Between  Griffiths'   mean  and  Regnault's  636'67  at   99°'27   we 
i?  ff 

find  -  s  =  0-327.     The  mean  of  these  values  is  O307. 
ctv 

Now  I  am  aware  that  there  is  more  certainty  as  to  the  measure- 
ments made  by  Mr.  Griffiths,  and  that  the  units  of  the  measurement 
made  by  Regnault  below  100°  C.  are  not  well  known,  and  his  method 
of  measurement  between  —2°  C.  and  16°  C.  is  open  to  criticism  ;  but 
it  will  be  seen  by  the  above  that  if  we  are  to  keep  to  Regnault's 
units,  we  cannot  do  better  for  the  present  than  to  keep  to  his 

jjr 

formula  in  which  -  -,  is  the  same  for  all  kinds  of  steam,  namely,  '305, 
d6 

not  merely  above  100°  C.,  where  we  have  nothing  but  Regnault, 
but  also  below  100°  C.,  where  Regnault  cannot  be  regarded  as  alto- 
gether inconsistent  with  what  Mr.  Griffiths  himself  gives.  I  may  at 
the  same  time  say  that  although  I  cannot  use  Mr.  Griffiths'  formula? 
between  0°  and  100°  C., 

total  heat  H  =  59673  +  '3990  0 
latent  heat  /  =  59673  -  0'6010  6, 

his  suggestion  of  their  use  causes  me  to  feel  that  there  is  in  the 
repetition  of  Regnault's  work  an  excellent  investigation  waiting  to 
be  done  by  some  National  Physical  Laboratory.  Such  an  investiga- 
tion ought  to  include  the  determination  of  the  characteristic  law  for 
superheated  steam  and  its  specific  heat. 

37O.  Superheated  Steam. — It  Avill  be  seen  in  Art.  207  and 
elsewhere  that  it  is  very  important  for  us  to  know  with  some 
accuracy  what  is  the  specific  heat  of  superheated  steam.  Regnault's 
experiments  give  conflicting  results.'  Thus  when  at  atmospheric 
pressure  he  cooled  steam  at  225°  C.  to  125°  C.,  the  average  specific 
heat  seemed  to  be  0'48,  a  figure  which  is  very  generally  taken  to 
be  nearly  correct  under  all  circumstances  and  of  which  great  use 
is  made;  whereas  when  he  cooled  it  from  124°  C.  to  100°  C.,  Mr. 
Macfarlane  Gray  has  shown  that  the  average  result  was  0'378, 
although  everybody  uses  0'48.  I  cannot  admit  with  Mr.  Gray 
that  we  have  any  right  to  assume  that  we. can  calculate  the  specific 
heat  of  any  gas  from  the  atomic  weight.  See  Art.  351. 
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\\  JwayS  MMime  that  a  -up.-ih.  at-  <l  vap  .....  •,  tliat  t-.  a  vapour 
at  a  higher  t.  nip.  ratuiv  than  that  which  correspond-  t..  it-  pressure 
in  the  saturated  ..r  mixed  condition,  gets  to  be  more  and  more 
nearly  like  a  j>.  rfect  gas  in  its  p,  v,  t  relations,  the  greater  its  tem- 
perature and  its  volume.  I  should  be  satisfied  with  this  vague  sort 
of  knowledge  about  superheated  -t.  am.  if  it  \v.-n-  nut  that  a  more 
exact  knowledge  of  the  p,  9,  t  lav,  ssary  before  we  can  make 

exact  stateim-iits  about  the  specific  heat. 

On  certain  assumptions  whieh  ha\e  no  experimental  foundation, 
Him,  /euiier.  Kitter  and  others  have  obtained  formula-  which  have 
b--eh  made  to  fit  Hirn's  experimental  numbers. 

To  find  the  density  of  superheated  steam  Him  weighed  a  vessel 
containing  the  steam.  His  re-ults  are  given  in  Table  IV.  at  the 
end  of  hi-  '  Kxpo-ition  analytiijue  et  experimental  de  la  Theorie 
ni«|iie  de  la  Chaleur."  I  know  of  no  other  measurements  on 
-uperheated  -team  except  those  of  Regnault,  who  measured  the 
specific  heat  at  atmospheric  pressure.  I  give  in  Art.  371,  Hirn's 
r-  -nits,  converting  u  into  cubic  feet  per  pound. 

On  any  assumption,  if  we  could  obtain  a  simple  empirical  formula 
satisfying  our  facts  it  would  be  valuable,  and  some  of  the  formulae 
given  are  supposed  to  agree  with  Hirn's  results  fairly  well.  It 
seems  to  have  been  forgotten  by  the  framers  of  these  formulae  and 
by  those  who  calmly  accept  such  formulae,  that  the  formula  of  a 
perfect  ga*  nm.-t  always  agree  fairly  well  with  the  results,  and  that 
the  test  of  a  more  correct  formula  is  not  as  to  whether  it  is  nearly 
right  for  u  the  volume,  but  for  v  —  u,  where  v  is  the  volume  of  a 
pound  of  H2O  as  gas  at  the  same  pressure  and  temperature.  Sub- 
jected to  this  test,  I  find  that  all  the  formulae  are  as  much  as  16  per 
cent,  wrong;  and  it  is  easy  to  obtain  many  other  simple  formulae 
which  are  just  as  correct,  but  it  would  be  very  foolish  to  assume 
that  anyone  of  them  is  of  value  from  the  point  of  view  of  thermo- 
dynamic  theory. 

From  the  point  of  view  of  thermodynamic  the,,rv  u.  should  l»e 
to  obtain  either 


t>  as  a  linear  function  of  /,  when  y  i-  con-tant      .     .     .     .     <1> 
or 

p  AH  a,  linear  function  of/,  when  r  i-  con.-tant  .     .     .     (2), 

because  d.-nt  from  (19)  and  (20),  Art.  :>»!!.  that  (1  )  mean- 

A'  a  function  of  t  only. 
and  i  -Ji  means 

k  a  function  .,f  /  only 

1  >r    K..III-.I,  that   for  all   \apoiir-  (  J  i  I-    tru-   .   ami  we    have 
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seen  in  Art.  365  that  this  is  not  inconsistent  with  his  assertion  that 
the  adiabatic  elasticity  is  a  linear  function  of  t  when  v  is  constant. 

(2)  is  certainly  not  in  accordance  with  Hirn's  experimental 
results  on  superheated  steam.  To  test  it  I  took  one  of  Hirn's 
volumes,  27'87  when  t  =  392"2  and  p  =  2116;  for  the  same  volume 
saturated  steam  has  t  =  372  2  and  p  =  2010.  If  (2)  is  true  or 

p  =  U  -f-  a, 

where  b  and  a  are  functions  of  volume  only ;  then  for  u  —  27'87, 
a  =  37,  b  =  5'30.  Doing  this  for  many  of  Hirn's  observations,  I 
found  that  a  could  not  be  consistently  regarded  as  a  function  of  the 
volume.  Thus  I  obtained 


Vol.  M 

29-63 

27-87 

11-16 

9-215 

8-362 

7-723      6-631 

1 

6-019 

a 

5 

37 

-335 

-1424 

-  962 

-2390     -209 

-1786 

b 

5-09 

5-30 

14-11 

19-42 

19-90 

24-75      22-54 

i 

28-51 

so  that  a  is  evidently  no  function  of  the  volume. 

It  may  be  imagined  that  if  the  general  rule  (2)  fails  so  seriously, 
the  special  form  of  it  invented  by  Van  der  Waals  will  fail  more  seriously 
still,  and  this  I  have  found  to  be  so.  When  we  try  (1)  above,  we 
obtain  what  seems  to  me  a  better  consistency.  In  trying  (2)  we  had 
only  two  observations  from  which  to  determine  each  a  and  b,  whereas 
in  testing  (1)  we  have  in  some  cases  many  observations;  and  it  may 
be  that  it  is  on  this  account  that  (1)  seems  more  consistent  than  (2). 

Taking 

u  =  bt  4-  a 

where  b  and  a  are  functions  of  p  only,   we  obtain  the  following 
results : — 


p  in  atmos. 

1 

2i 

3 

3i 

4 

5 

a 

1-29 

-0-10 

-1-23    , 

-1-70 

-0-70 

-0-45 

b 

0-068 

0-0309 

0-0259 

•0239 

0-0189 

0-0148 

In  carrying  out  this  work  it  became  evident  that  the  discrepancies 
in  a  were  largely  due  to  Hirn's  errors  of  measurement ;  and  certainly 
there  is  no  disproof  of  the  law  (1),  although,  indeed,  we  cannot  say 
that  there  is  proof  of  it.  I  am  disposed  to  think  that  neither  (1)  nor 
(2)  is  true,  but  that  (1)  is  so  much  more  nearly  true  than  (2)  that 
we  may  assume  it  true  until  we  get  further  evidence. 
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371.   It  IN  MO  id.,  whole  li.-n.-r   t»  !••-!  tin-  discrepance  from 
the  gaseous  law.    The  fbUowing  TijUe  shows  the  valu.->  .,f 
both  for  Hirn's  results  ami  for  saturated  steam  at  tin-  NIMH-  ; 


For  each  pressure  I  have  plott.  ••!  y  —  u  (calling    *  ,  v)  and  tempera- 

tinv,  and  it  at  once  becomes  evident    that   we  can  deduce  no  law 
Him-  results. 

K\CH;IMl 


rc. 

i 

*q.  ft. 

< 

M 

i-nli  ft.  per  Ib. 

Mi/P  -  u. 

1 

118-8 

1-74 

21  Hi 

-_•;  >7 

in 

2116 

II  I  7 

99-64 

M     |<.l 

1  IN  :, 

1    'NT 

9116 

122-2 

•_".!  'A, 

0-78 

169 

1  '.•:; 

9116 

80-91 

"  7" 

900 

9116 

478-7 

88-82 

111 

9-M 

9116 

l>  7 

0-50 

. 

946-6 

•Jl  Mi 

B90-2 

86-66 

1-15 

•3  MI 

0-92 

4768 

17:;  7 

14-78 

X 

200 

0697 

6849 

473-7 

11-165 

0315 

3-5 

190 

U-691 

7407 

4«9-7 

9-466 

•206 

»  » 

901 

0-6035 

7407 

171-7 

it-.;.  ;s 

•104 

•_••_-.-. 

0-680 

7407 

»:»s-7 

10-188 

n  ir,-J 

>f 

246-5 

0-6574 

74"7 

520-2 

10-531 

0-960 

4 

166 

(I-4S-J-J 

8465 

4.SS-7 

7*724 

.>_•!.-, 

•_>,  M  1 

0-589 

MI;:, 

17::  7 

g*888 

0242 

886 

0-539 

s4r,.-, 

498*7 

8-634 

•423 

SM6-5 

•:>i:,-2 

8466 

519-7 

9-214 

0-227 

.-, 

160 

10598 

433-7 

6-090 

->•_' 

no 

10582 

478-7 

6-658 

•8M 

205 

•414 

10089 

178-7 

.;•;:;•_' 

The  following  values  are  for  the  saturated  condition,  multiplying 

Rankin.->  „  by  774/772 :— 


•/'.;•   Bj 

rc. 

Ib.  per  »q.  ft. 

t 

JW/P-  «- 

1 

8 

I 

100 

1-.M 

188*8 
188 

IK 

2116 

1769 
6849 

7»"7 

10589 

B7S-7 
407-8 

4  !•_'•!> 
117  7 

88*48 
12-88 

s  i:. 
7  Mi 

0-78 

•  •  .-.-_• 

0-806 

In  i-ali-ulatiii^  p  \\lii.-h  is  y,v  /!,  I  \\^-  t  =  0  -f  -2T:>-7.  y  in  |Miund> 

•  t  and  /.'        1  ").'>  S  t"  Miit  an  at«»nii.-  \\ci^ht  of  oxy^-n  ««t 

15*88.      Beace,  r.  p  and  /  are   the  Volume  pressure  and   teinjM-ratun- 

.  t    II  <  >  ru    i  perfect  gas.     I  had  been  in  hopes  that  r—  /'  might  be 

•  \l>ivssed  as  some  simple  funetion  of  |»ressure  and  temperature,  or 

<M     ^»      tL 

perhaps  that  -  might  be  »» 

There  is  no  ground    for  any  such    assumption  -  a    \ery    murh 

i-  i- 
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simpler  one  is  all  that  is  warranted  by  the  experiments.     Take  1 
atmosphere 


rc. 

100°C. 

118°  -5 

1 

141°    148°-5 

1 

162° 

200° 

205° 

246°  '5 

V-  U 

•73 

•62 

•49 

•73 

•70 

Ml 

0-50 

1-15 

The  mean  of  these  eight  observations  075,  is  almost  exactly  the 
value  of  v  —  u  at  saturation. 

We  have  only  single  observations  of  superheated  steam  at  2 '25 
and  at  3  atmospheres.  These  conflict  with  one  another  when  we 
compare  them  with  v  —  u  at  saturation,  one  showing  an  increase  of 
v  —  u  with  temperature,  the  other  a  diminution.  But  in  view  of  the 
great  number  of  results  for  one  atmosphere  which  are  so  obviously 
unreliable,  I  feel  quite  sure  that  we  cannot  build  upon  any  of  these 
results  of  Hirn. 

At  3'5  atmospheres  Hirn's  own  results  show  no  law,  only  incon- 
sistency. But  they  are  all  lower  than  v  —  u  for  saturation.  It  is 
only  on  the  assumption,  therefore,  of  the  saturation  value  being 
correct  that  we  get  grounds  for  any  assumption  except  constancy  in 
v  —  u. 

At  4  atmospheres  we  have  the  following  values : — 


e°c. 

144 

165 

200 

225 

246-5 

V  -   U 

•396 

•245 

•242 

•423 

•227 

Nothing  but  taking  a  mean  can  here  satisfy  us.  But  we  always 
like  to  give  greater  weight  to  the  saturation  value,  and  by  assuming 
it  exactly  right  we  may  if  we  please  suppose  some  fall  in  v  —  u  as  6 
increases.  It  is,  however,  unfair  to  draw  any  conclusion  of  conse- 
quence. 

At  5  atmospheres  we  have  more  constancy : — 


e°c. 

152-3 

160 

.    200 

205 

v-u 

•36 

•282 

•324 

•323 

On  the  whole,  therefore,  I  am  disposed" to  say  that  the  only 
conclusion  deducible  from  Hirn's  inconsistent  and  unreliable 
experiments  is  that  there  may  be  such  a  law  as 

..-.     (1) 
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taking  the  forni  and  value  of/(p)  from  the  more  accurately  known 
numbers  of  K.mkinc  for  saturated  steam.  I  find  then  that  the 
inturmation  at  our  command  at  present  gives  for  steam,  wh»  th«  r  in 

thi-  -atunitfd  or  superheated  condition, 

-f -<«•+,-«•)••••« 

Where  R  =  153  8,  t  =  0°C.+  27:5  7.  y  i.s  pressure  in  pounds  per  Mjuarc 
foot.1 

1  will  now  calculate  u  for  a  few  cases.  Note  that  in  the  super- 
heated cases  I  have  chosen  those  which  are  most  likely  to  be  most  in 
disagreement  with  observation. 

•    V  M. 


A  wptod 

Now  calculated 

I1.  :-.  •  I;'  || 

I 

P 

• 

• 

•litT-  r>  :.    • 

o°c. 

i-j  ••_•: 

IBM 

34.-M 

+  19 

Ill 

._.,  .,._, 

1736 

IT.',  1 

-    -8 

40 

152-0 

:H:MI 

315-4 

-    -6 

BO 

4143 

122-8 

1230 

-    -6 

BO 

B874 

54-06 

54-27 

-     4 

100 

•Jilt;  -4 

M-4B 

•_v,  (x                -    -2 

120 

4106 

l»  "j 

14-iNi                 -    -2 

140 

7083 

7  -006 

s-i«i7              -    -7 

160 

1-2940 

-    -3 

180 

•2U99U 

-    -4 

LlM 

3-2.V2H 

2-031 

HUB 

-    "_' 
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141 

•Jllti 

2946               +1J 

200 

•Jiu; 

:{:{.•{•_' 

.-U74                 -1-3 

•_•".-. 

8116 

:<  j  -_N 

34-ln                +    -6 

•_•  I*;-:. 

•jiic. 

K-68 

:<:  «             -  l  -6 

L1  HI 

ITtt 

M  ::<                 14-80               -   -5 

LlKI 

BMI 

11-165                 ll-««               +1-2 

201 

7407 

'.i  M.S                   '.i  H                +2-4 

•_'»•;.-. 

*»«>.-> 

'.••_'!»                   !!••»•.                +1-7 

160 

1  "  >:>v_> 

ti-tr.ii                   ;,:»,;                +  HI 

1  It  is  easy  to  find  a  better  formula  than  thr  almvc,  if  one  wiiihes  only  to  exprets 

ftf  /  9  *    M  \ 

the  properties  of  mlurnltd  uteam.     If  r  =  —  M  before,  »nd  if  we  plot  log.  (  -  I 

/'  \     v     / 

ami  log.  /j  on  M|u»rv«l  |»a|M  r.  •  lie  very  closely  in  •  straight  line  from 

preorares  of  <>n>  tift«-<-ntli  of  an  .•itiin^|>)i<>r*-  t<>  fourteen  atmo«phere8tand  my  »tu«l«-nts 
have  deduced  the  law 


-        1.11:1  '/•  ••*» 


p  p  2 


580  THE   STEAM    ENGINE 

372.  Our  anxiety  on  this  subject  is  not  so  much  to  obtain 
an  empirical  formula,  as  to  find  the  specific  heat  K  of  superheated 
steam.  One  use  to  which  we  put  K  is  described  in  Art.  207,  and  it 
evidently  is  of  considerable  pecuniary  importance.  Thus,  when  we 
specify  for  plant  for  an  electric  lighting  station,  we  commonly  say 
"  there  must  be  one  electrical  unit  produced  (about  1£  horse-power 
hours)  for  21  Ibs.  of  steam  of  165  Ibs.  pressure."  Now  everything 
depends  upon  the  wetness  of  the  steam  supplied,  for  the  engine 
builder  does  not  usually  supply  the  boiler,  and  the  easy  way  of 
finding  the  wetness  depends  upon  our  being  able  to  use  a  value  of 
K  in  our  calculation.  See  the  other  methods  described  in  Art.  207. 

The  engine  builder  tests  the  engine  at  his  own  works  by  taking 
the  steam  through  a  reducing  valve  from  a  boiler  at  215  Ibs.  pressure 
(if  the  cylinder  is  to  be  fed  at  165  or  less),  so  that  he  may  be 
pretty  certain  of  its  dryness.  Indeed,  he  is  not  likely  to  suffer 
because  of  having  wet  steam,  for  he  knows  how  to  object  to  what  he 
considers  an  unfair  test.  I  do  not  know  if  anybody  ever  t<  -i- 
whether  the  steam  taken  through  such  a  reducing  valve  is  not  too 
dry,  superheated  in  fact,  a  test  excessively  easy  to  apply. 

The  Specific  Heat  of  Superheated  Steam.  As  a  matter 
of  fact,  we  may  say  that  Hirn's  numbers  do  not  help  us  to 

Tit 
any  better  assumption   than   the   use   of  u  =  -  '    in    calculating 

(-17)    and  (-n),   or    the    assumptions   that    both    k   and    K   are 

functions  of  temperature  only. 

In  Art.  363  I  have  found  0*305  to  be  the  specific  heat  of  super- 
heated steam  at  0°  C.,  assuming  Regnault's  results  to  be  correct.  In 
the  same  sort  of  way  we  can  find  what  is  probably  its  specific  heat  in 
other  conditions. 

If  0  is  the  entropy  of  a  pound  of  dry  saturated  steam  it  will  be 
found  sufficiently  accurate  for  almost  all  purposes  to  take 

f        7Q7 
*-  log,       r+-      -0-695 


This  is  deduced  from  taking  Regnault's  total  heat  as 
H  =  606-5  +  '3050  ;  or 
H  =  523     +  '305i!  if  t  =  6°  C.  +  273'7 
and  assuming  that  the  latent  heat  is 

L  =  H  -  e 

so  that  we  assume  the  specific  heat  of  water  to  be  constant. 


>ri'Ki:MKATi-:i»  STKA.M  BB1 

But  if  wr  wi-h  to  !•••  nioiv  accurate;  it'  a  i*  the  specific  lu-at   «•! 

water,  L  =  //  —  I  o-  .  <lt 
J 

Now     I    |>ri-frr   to   use   thf    formula   of   Kankim-    \'»r    a  ;   it     m»-t 
probably   agrees    with    ll.-^nault  V    units,    wh.-n-   ./  =  l.'W.'J   <>r    774. 

<  '..nv»Ttiii^  int..  i  •!.• 


a-  =  1  4-  lO-'tf8  (or  i.  ......  .-xartly  1  -f-  10  -  "(^- 

From  thi<  I  timl  0.  and  al-«» 


d$  _  1  _  7!>7        10  -t;  < 
dt~  t~     t-  3  ** 

t'-.r  -toam  which  just  ki-.-j.s  saturat  -.1. 

But  in  superheated  steam  whose  characteristic  is 


where  /  is   sonic    function   of  ]»iv^uiv   ami    ti'iujM-ratun-,   we   see 
from  Alt  :i'il  that 


'  "^^       7  A  i  \        7 

t  t  \dt  /f 

for  any  change  of  state.     Now  let  us  suppose  the  superheated  steam 
to  keep  infinitely  near  to  saturation,  so  that  -J-  is  defined.     Then 

<?<f>       1C      f'^"\  fdp\ 

Putting  (3)  and  (1)  equal  to  one  another,  and  neglecting  the 
small  term,  we  find 


Taking  n=  -     —/where/  is  a  function  of  p  only,  f-    j    =  — 
and  hen. 


Thu>  calculating  w«-  hav.-  the  following   r-  -ults. 

Tht-   \alin    "i    A"   fort)    ('    ma\    no  doiilit    !•••   ol.t.iint-d   from    this 
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formula  if  we  can  find  -     ,  but  I  prefer  to  take  it  as  worked  out  in 
at 

Art.  363. 


o°c. 

t 

P 

t*p\ 
\dt  Jsat 

K 

0  C. 

•_ 

•305 

40 

314 

152-6 

8-176 

•317 

70 

344 

649-4 

28-03 

•322 

100 

374 

2116-4 

75-52 

•341 

130 

404 

5652 

169-6 

•366 

160 

434 

12940 

3303 

•385 

190 

464 

26270 

573-8 

•400 

210 

484 

39870 

830 

•464 

There  can  be  no  doubt  that  these  values  for  K  must  be  very 
nearly  correct  near  saturation  if  Regnault's  results  are  right.  If 
we  were  only  sure  that  (1)  of  Art.  370  were  true,  that  is,  that  K  is 
a  function  of  temperature  only,  we  might  use  the  tabulated  values 
just  given  for  K,  not  merely  near  saturation,  but  under  all  circum- 
stances. I  have  already  pointed  out  that  Hirn's  numbers  are  too 
incorrect  to  enable  us  to  make  any  more  exact  assumption  than  (2) 
where  /  sometimes  increased  with  temperature  and  sometimes 
diminished,  but  in  such  an  erratic  way  that  we  might  assume  /  a 
function  of  pressure  only,  just  as  fairly  as  anything  else. 

It  seems  to  me  now  for  the  following  reason  that  this  must  really  be 
the  case  ;  that/  is,  with  some  truth,  merely  a  function  of  the  pressure. 
Regnault's  usually  accepted  value  of  K  or  0'48  is  the  average  value 
between  224°  C.  and  125°  C.  at  atmospheric  pressure;  yet  it  is  not 
very  different  from  the  average  value  between  the  same  temperatures 
of  the  table,  although  the  tabulated  values  are  for  steam  near 
saturation  and  at  very  great  pressures. 

Again,  Mr.  Macfarlane  Gray  obtained  0'38  as  the  average — from 
Regnault's  experiments — between  100°  C.  and  125°  C.,  and  this  is 
not  very  different  from  the  tabulated  value. 

Until  some  fresh  experimental  evidence  is  before  us,  I  am 
therefore  disposed  to  accept  the  three  numbers  deduced  from  Regnault 
as  being  fairly  correct,  and  to  assume  that  K  is  a  function  of  the 
temperature.  According  to  this  notion  the  specific  heat  of  super- 
heated steam  is 

JiT  =  0-305  +  5-75  x  10 -«02 

where  0  is  the  temperature  Centigrade.     See  Note,  Art.  187. 
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1  +  pa- 

Find  a.  I  and  /3,  so  that  A'  =  •.'}().")  when  6  =  0,  and  that  the  average 
value  of  A'  between  0  =  100  and  0  =  \'2~>  i-  O:;Y  ami  tin-  average 
value  of  K  between  I  ~2~>  and  J-J~>  i^  <)  4-S. 

373.   KXI-:U'-M:.    It  -u|..ili«ated  steam  follows  the  law 


and  if  A'  is  a  known  function  of  the  temperature,  what  an-  thr  /,  «/> 
curves  for  constant  pressure  ? 

Ansiccr.  il<f>  =  —  dt  or  <^  =  I      <//. 

Thus  if  we  take  A'  =  '305  +  575  x  10-6(<  -  274)* 

<f>  =  737  log.  .^  +  2-875  x  10  -6(*2  -  1096  <)  +  0'648. 

It  is  to  be  noticed  that  in  Art.  205  I  assumed  that  superheated 
steam  is  a  perfect  gas,  and  furthermore  that  its  specific  heat  K  is 
always  0'48.  To  draw  the  real  t<f>  curves  for  constant  pressure  and 
volume  would  be  more  troubles'  >ni<.  and  even  when  one  has  studied 
most  carefully  all  the  existing  information,  one  has  no  great  inclina- 
tion to  draw  the  curves  even  on  the  frosh  information  which  I  have 
given.  In  Art.  214  it  will  be  seen  that  we  greatly  need  correct 
figures  to  determine  the  weight  of  superheated  strain  used  per  hour 
per  horse-powt-r. 

374.  KXKHCISE.  Assume  that  for  superheated  steam 


where  F  is  a  function  of  u  the  volume  only  :  as  A;  is  a  function  of 
temperature  only,  see  (19)  of  Art.  361,  find  it  for  various  tempera- 
tures. 

It  is  easy   to  show,  as  in   the  other  case,  that  under  nearly 
saturated  conditions 


The  following  table  of  the  values  of    -  at  saturation 
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calculated   by   Mr.   D.    Baxandall.      The   values    of   u    given,   are 

774 
Rankine's  x  -^T),  and  t  is  6°  C.  +  274,  R  is  153*8. 


0"G. 

t 

u 

/,/„  \ 

\dt  Jsat 

t 

20 

294 

937 

-55-25 

•201 

60 

334 

122-3 

.-)  •:{.-,! 

•226 

100 

374 

26-43 

(I  Mil 

•258 

140 

414 

7-995 

-   0-2133 

•293 

180 

454 

3-065 

-   0-0663 

•327 

210 

484 

i  -676 

-   00314 

•353 

My  attention  has  recently  been  drawn  to  the  values  of  v,  p  and  t 
given  by  Professors  Ramsay  and  Young  in  the  Phil.  Trans.  1892. 
These  are  evidently  much  more  consistent  with  one  another  than 
those  obtained  by  Him,  but  I  find  that  they  would  not  modify  my 
conclusions  because  of  their  discontinuity  with  the  calculated  satu- 
rated volumes  obtained  by  calculation,  and  it  is  close  to  saturation 
that  I  desire  to  know  the  properties  of  superheated  steam.  Also 
these  gentlemen  have  not  published  the  actual  numbers  obtained 
by  them  in  experiment,  but  only  those  numbers  "  smoothed  "  on  some 
system  which  is  unknown  to  me.  Smoothed  on  another  system 
they  would  probably  be  different. 


CHAPTER    XXXIII. 

HOW  n.riDs  CIVK  rr  III:\T    \\i>  M«>MI-:NTUM. 

375.  Tm:i:r  are  two  phenomena  which  we  can  under-tand  only 
through  our  knowledge  of  diffusion  in  fluids: — 

I     When  a  |...rtiuu  .if  a  fluid  lias  a  ^r.-at.-r  temperature  than  the 

how  the  temperature  is  equali^-d.  tliat   is.  li.,\v   it   >hares  the 

average  kinetic  energy  of  its  molecules  with  other  portions  of  the 

fluid,  and  how  it  gives   it  up  to  tin-  molecules  of  a  solid   Ixnly  which 

it  touches. 

II.  When  a  portion  of  fluid  has.  besides  its  molecular  motion  of 
agitation  which  is  the  same  in  all  directions,  a  motion  of  its  centre  of 
gravity  relatively  to  the  rest  of  the  fluid ;  that  is,  it  has  on  the 
whole  momentum  in  a  particular  direction;  how  it  shares  this 
momentum  with  the  rest  of  the  fluid,  and  especially  how  it  gives 
up  momentum  to  the  molecules  of  a  solid  body  which  it  touches. 

I  take  it  that  these  cases  are  identical,  that  the  equalisation 
is  by  diffusion  ;  that  it  proceeds  very  slowly  indeed,  at  a  rate  which 
may  be  judged  of  in  the  following  way  :— 

Its  rate  in  water. — Get  a  large  glass  vessel  of  clear  water ;  at  a 
point  A  let  there  be  the  end  of  a  fixed  tube,  by  means  of  which,  with 
very  little  commotion,  we  may  colour  a  small  region  in  the  water. 
If  the  water  has  no  currents  in  it,  at  what  rate  will  the  coloured 
particles  diffuse  from  A  through  the  whole  mass?  To  be  quite  sure 
«.f  freedom  from  currents,  it  is  best  to  use  a  long,  thin,  vertical  tube 
as  our  vessel.  The  diffusion  is  exceedingly  slow  compared  with  such 
equalisations  of  colour  density  as  we  are  accustomed  to  in  masses 

of   W; 

The  molecular  theory  tells  us  what  (his  rate  is  in  gases.  It  is 
really  slow,  but  it  is  practically  inqnissihle  to  te«t  the  theory  by 
experimentally  colouring  some  of  the  gas  in  a  \e».-|. 

But  when  then-  is  such  a   motion   that    a   portion   of  fluid  A  gets 
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sandwiched  out  between  other  portions  B,  so  that  parts  of  A  are 
everywhere  close  to  parts  of  B,  there  is  no  change  in  the  actual  rate 
of  molecular  diffusion  anywhere,  but  the  diffusion  is  between  the 
neighbouring  parts  of  A  and  parts  of  B,  and  of  course  there  is  a 
rapid  equalisation  of  properties. 

If  the  peculiar  property  of  A  is  colour,  colour  is  equalised. 

If  the  property  of  A  is  higher  temperature,  then  temperature  is 
equalised. 

But  in  any  case  the  mixing  would  be  exceedingly  slow  except  for 
the  agency  of  unstable  stream  line  motion  which  causes  portions 
moving  with  very  different  velocities  to  become  sandwiched,  that  is 
to  come  near  together,  so  that  diffusion  may  produce  large  effects. 
Now  the  rapid  mixing  cannot  occur  unless  there  are  sandwiched 
streams,  and  diffusion  is  constantly  equalising  the  velocities  of  the 
stream  lines,  and  this  is  what  we  call  friction ;  hence  these  three 
things  seem  to  go  together : — 

1.  Actual  mixing  of  portions  of  the  fluid. 

2.  Equalisation  of  temperature. 

3.  Friction. 

376.  In  my  1873  edition  I  pointed  out  the  importance  of 
artificial  obstructions  in  the  flues  of  boilers,  and  when  speaking 
to  students  I  have  persistently  dwelt  since  then  upon  the  apparent 
fact  that  anything  which  increases  the  friction  of  flue  gases  against 
the  metal  surface  increases  the  rate  of  transmission  of  heat,  but  I 
must  confess  that  I  had  no  exact  notions  on  the  subject  until,  in 
1897,  Mr.  Stanton,  a  pupil  of  Professor  Osborne  Reynolds,  read  the 
abstract  of  a  paper  before  the  Royal  Society,  published  later  in  full 
in  the  Philosophical  Transactions. 

He  forced  water  at  two  different  temperatures  through  two 
concentric  pipes,  one  surrounding  the  other,  and  showed  that  at 
quite  different  speeds  the  change  of  temperature  produced  in  a 
given  length  of  pipe  was  pretty  much  the  same ;  that  is,  that  twice 
as  much  heat  passed  when  the  speeds  were  twice  as  great.  I  at  once 
put  the  matter  in  the  following  shape.  My  theory  is  very  incom- 
plete, but  it  is  not  at  all  bad  to  think  about,  and  I  think  that  it 
cannot  differ  greatly  from  that  of  Reynolds,  which,  to  my  great 
astonishment,  I  read  a  little  about  to-day  [April,  1898]  for  the 
first  time,  in  a  short  but  most  suggestive  paper  published  in  1874 
before  the  Manchester  Literary  and  Philosophical  Society.  I  found 
it  referred  to  in  the  paper  of  Mr.  Stanton,  and  I  think  that  I 
may  have  heard  of  it  before  but  mixed  it  up  with  a  much  more 
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1  that  to  publish  this  old  and  neglected  paper  here  will  be 
doinv;  a  -nice  to  all  students  and  I  ha\.-  asked  f«»r  |>ermission  to 
publish  it  as  an  apjM-ndix.  At  tin-  same  tun.-  I  think  that  tin- 
following  n>u<di  theory,  \\hich  I  worked  out  after  hearing  Mr. 
Stanton's  paper,  will  l>e  wvlc. .:. 

377.  When  fluid  it  in  motion  filling  a  pipe  we  know  that 
there  i>  a  thin  film  or  layer  of  fluid  entangled  among  the  mole- 
cules of  the  solid  -Mi-fa.-.-  which  is  at  rest,  that  is,  it  has  no 
average  velocity  relatively  to  th.-  solid.  1.  I  I-T  how  heat 

gets  into  this  Him  from  th*-  moving  fluid.  It  is  difficult  to  say 
whether  one  ought  or  ought  n«>t  t..  take  entrance  of  heat  to  this 
of  motionless  fluid  as  entrance  to  th.-  metal  itself.  There  18 
equalisation  of  the  moment  um,  and  then  may  be  equalisation  of  the 
temperature. 

Now  suppose  n  molecules  j>er  second  to  enter  this  layer  and  the 
same  number  to  leave  it ;  each  of  them  enters  with  an  average  kinetic 
energy  proportional  to  t  the  average  temperature  (absolute)  in  the 
pipe,  and  leaves  with  t1  the  temperature  of  the  layer,  and  an  average 
momentum  in  the  axial  direction  proportional  to  v  if  v  is  the  average 
axial  velocity  in  the  pipe.  There  is  a  want  of  exact  n.--  in  my 
definition  of  these  averages,  which  is,  I  think,  the  only  weakness  in 
this  inv.-M i^-ition.  Now  axially  directed  momentum  ijiveii  to  the 
:  ]..-r  second  is  what  we  mean  l>y  f.-nv  of  friction  /'. 

So  that  per  unit  area  Fee  nv       ....     (1) 
And  the  heat  //or  kinetic  energy  per  second  per  unit  area 

ffozn(t-tl) (2) 

Hence  If  oc  f[t-fl)/v (3) 

Of  course  when  r  is  0  we  cannot  use  (1)  in  (2)  to  find  (3),  but  we 
shall  only  use  our  equations  in  cases  where  v  has  some  value. 

In  the  standard  books  on  friction  of  fluids  in  pipes,  the  law  is 
given 

Focwv*       (4) 

where  w  is  the  weight   of  the  fluid  per  unit  volume,  and  v  is  the 

1  I  Micvt<  that  when  I  -.tu.lv  the  1894  paper  ami  other  paper*  of  I'rofeMor 
Reynolds.  I  Khali  write  on  this  <unl  many  oilier  subject*  with  certainty  and  clear- 
ness, but  I  have  not  yt  found  the  necessary  time.  I  know  that  the  Manchester 
students  have  clear  and  correct  notions  on  many  subject*  alxmt  whi.-h  other  students 
are  ignorant. 
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average  axial  velocity  in  the  channel.  I  am  informed  by  Prof.  O. 
Reynolds  that  the  results  of  his  1883  paper  in  the  Philosophical 
Transactions  are  applicable  to  gases,  and  taking  his  index  there  as  2 
we  have  the  same  formulae  as  (4);  (3)  and  (4)  give  us 

H=c'wv(t-tl)     ......     (5) 

where  c'  is  a  constant.  If  instead  of  the  conductivity  of  the  layer  or 
film  at  the  surface  being  infinitely  great,  one  side  of  the  film  is  at 
t"  and  the  other  at  t',  and  if  b  is  its  thickness  and  k  its  conductivity 
for  heat,  we  get  the  equivalent  of  (5)  from 


this  gives 

.  (6) 


We  see  therefore  that  in  using,  as  we  shall  do,  (5)  instead  of  the 
more  correct  (6)  we  shall  be  assuming  c'  a  constant,  whereas  it  really 

depends  upon  the  value  of  wv  j.     It  is  possible  that  b  diminishes  as 

v  increases,  so  that  vb  may  be  nearly  constant ;  but  w  is  inversely  as 
the  absolute  temperature  and  k  is  probably  proportional  to  the  square 
of  the  absolute  temperature.  We  shall  proceed,  therefore,  using  (5) 
and  assuming  c  to  be  constant,  but  in  the  applications  of  our  results 
we  shall  remember  that  c'  increases  as  the  temperature  increases. 

We  shall  say  then  that  the  heat  resistance  per  unit  area  between 
a  fluid  and  a  metal  plate  is  inversely  proportional  to  wv. 

378.  Let  us  consider  two  channels  conveying  fluids  to  be 
separated  by  a  metal  plate  and  to  be  conveying  W  and  W3  Ib.  of 
fluid  per  second,  of  weights  w  and  v;3  Ib.  per  unit  volume;  the 
cross  sections  being  A  and  Az ;  the  lengths  of  the  perimeters  of 
these  cross  sections  which  are  in  the  metal  plate  are  P  and  Pz. 
The  velocities  being  v  and  vz  and  the  average  temperatures  t  and 
T,wv=  W/A,  wsv&  =  W^fAy 

I  shall  therefore  use  as  the  three  resistances  per  unit  area, 

r  ,    r» 

— ,  E9  and  - 

10V  WvVv 

where  r,  R2  and  r3  are  constants,  Rz  being  the  thickness  divided  by 
the  conductivity  of  the  metal,  or 

A  A~ 
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Hence,  per  unit  an-a,  tli-   In  .it  |»-r  >,vi.nd  j^i-vsin^  tl 

t-T 

~~  A  '  l  ' 

"^ 


"' „  -  n 

F  / 

//  J(.  ,       „. 

ri    -» 
T  r  T  *  j  §i>"  "T 

I  "    ;»     ^ 

1  -hall  takf    it    that    tin-    l\v«.   fluid-    inuve   in    oppo«*ite  dif.  «'t  i.,n- 
and  a>  if  in  ••••IK.  nt  rir  |»IJM->.  and  writ.-  t  I  )  in  th'    -h-Tt  f'-nn 

Jf=c(t-T)  (I) 


At  a  distance  a;  from  ..nt-  cn«l  <>\  (\\<-  wall  in  th<-  (lir«-i-ti..n  .,!' 
of  the  hotter  fluid  if  \vr  take  P  as  the  o.nimon  touch«-<l  |M-ritneterf 
the  one  fluid  givt-s  uj>  and  th«-  nth«-r  receives  at  the  elementary  area 
P.  &r  the  heat  P.  &'  •  .  i\t  —  T)  per  second,  and  in  the  same  time  we 
have  the  loss  -  WK  '.  dt  and  the  gain  -  >T3Af8  .  dT. 

-  WKdt  =  P.(h-.c(t-T)  =  -  W^.K\.dT    .     (2) 

M'A' 
Hence  T  =  -...  „  t  4-  constant 


When  x  =  o.  I  =  /,.  T  =  T1, 

x  =  /,/  =  /,,  T  =  7', 

C-T         WK  t 
J*~HTK* 

WK  WK 


,\ 
"  <'          ' 


Now  (2)  tells  us  that  '     =  -     .'    (t-T) 


u 


- 

trmK»      '  '•  .A.^-^    H    /  11     J    l 

Let  M.A.      -or      «rsA.  I*  called  6 
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then        -  =  —  a(t  —  V) 
ax 

log.  (t  —  6)  =  -  ax  +  const. 
Now  t  =  tl  when  x  =  o  so  that 

t  =  b  +  (tl-  V)e-«*  ......     (4) 

Let  the  efficiency  E  be  defined  as  —    ,„- 

f~  *- 


379.  Approximation.  Let  us  assume  that  2\  =  Tz  =  T7.    This 
is  nearly  true  in  boilers.     Then  as 


dx  .   WK 
[.(*-*)-- 


The  efficiency  depends  therefore  upon  the  value  of 

Pel  PlIKA 

or 


WK       ^        K          A  j? 

•*     a  W'  >4 

-ti  "r    o     -*X 

or  neglecting  the  term  in  ?*2  and  leaving  out  K,  the  efficiency  depends 
upon 

^JL  .      I    ..  .    .     T  I 


I  —  (r  —  4-  r 
'    V   P  H 


If  -p-and-p3  be  called  ??i  and  m3,  the  hydraulic  mean  depths,  we  see- 
that  the  efficiency  depends  upon 

/  W 

i    ~T~ 


rr  3, 
fF 

The  term  rzm^-^-  gets  less  as  there  is  better  and  better  circula- 

3 

tion  of  water ;  it  is,  in  fact,  inversely  proportional  to  the  velocity  of 
the  water  close  to  the  metal.  It  is  to  be  noticed  that  this  rapid 
circulation  of  the  water  is  as  necessary  for  efficiency  as  the  rapid 
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circulation  of  the  gases  in  the  flue.  Neglecting  this  term,  or  assuming 
that  the  water  circulates  so  fast  as  to  keep  the  metal  practically  at 
the  temperature  of  the  water,  the  efficiency  would  dejn  nd  only 
l/m,  the  length  of  the  flue  divided  by  its  hydraulic  mean  depth, 
and  would  be  practically  independent  of  the  quantity  of  gases  flowing, 
being  E  =  1  —  e  *'"•  where  t  is  a  constant  The  following  expression 
will  1).-  found  to  be  practically  the  same  as  this,  and  it  is  easier  to 
deal  with  ; 

<rwt//) 


<•  i-  a  c.,n>tant.  Indeed,  ii>  a  w.-ll  constructed  boiler  tlit- 
mere  area  of  the  heating  surface  ought  to  be  of  but  slight 
importune.  It  in  any  class  ,,f  boiler  the  efficiency  <!•  \»  nd>  ujmn 
mere  area  of  heating  sui:  have  a  proof  of  bad  circulation  of 

tin-  water;  a  proof  that  the  carrying  off  of  heiit  by  the  water  from 
tin  metal  has  not  been  attended  to.  It  seems  to  me  that  when  a 
good  scrubbing  action  is  established  on  both  sides  of  the  int-i.il, 
tin  -re  ought  to  be  at  least  ten  times',  and  maybe  more  than  100 
times  as  rapid  an  evaporation  per  square  foot  of  heating  surface  as 
has  yet  b<  •»  n  obtained  in  tiny  boil.  T.  In  hoil,-^  th-  •  i- 

ance  of  the  metal   itself  i>  insignificant,  as  the  following  exercises' 
will  show.     As  better  and  better  circulation  is  provided  on  both 
sides  of  the  metal,  it  seems  to  me  that   the  total   resistance  must 
approximate  more  and  more  to   that  of  the  metal  itself.1 

38O.  Heat  Resistance  of  a  Metal  Plate.—  The  following 
exercises  illustrate  the  insignificance  of  the  metal  plate  resistance  to 
the  passage  of  heat  in  existing  boiler  flues  and  surface  o.n.i 

1  The  above  investigation  shows  that  the  following  simple  way  of  putting  the 
whole  matter  is  legitimate  within  certain  limits  of  velocity,  &c. 

Assume  the  temperature  T  of  the  water  to  be  constant.  Let  t  -  T  be  called  I, 
t  being  the  absolute  temperature  of  the  gases  at  the  distance  z  from  the  furnace  end 
of  a  tube  of  total  length  /  and  diameter  d.  Let  H'lb.  of  gases  flow  through  the  tub* 
per  second,  the  specific  heat  being  constant. 

Take  our  law  as  given  in  (5),  An.  377,  to  be  that  the  loas  of  heat  per  second  per 
unit  area  of  tube  is  proportional  to 

t*//  or  W9/d* 
where  v  is  the  velocity,  for  r  is  proportional  to  •  Wt/fP.    Hence  in  the  short  length  If 


where  r  is  a  constant.     Solving  this  and  taking  •  =  I,  at  the  furnace  end  and  t  =  fl, 
at  the  smoke  box  end,  we  have 

•  =  *{-••*  and  *,=  W*"* 

ami  the  efficiency  i- 

S  =  1  -  «-•*/* 
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In  CCfS  units ;  the  heat  (in  gramme  of  water  degree  units)  Q 
which  flows  in  t  seconds  between  two  parallel  surfaces,  A  square  cm. 
in  area  x  cm.  apart,  the  temperature  difference  being  6  i.s 

Q  =  —ktS 
x 

Where  k  i.s  the  conductivity  of  the  material,  k  is  probably  pro- 
portional to  the  absolute  temperature  of  metals.  In  the  following 
table  I  give  the  Conductivities  which  are  assumed  to  be  correct  in 
academic  problems.  Only  the  iron  and  trachyte  are  probably  nearly 
correct,  kl  is  &-?-454. 


Substance. 

Conductivity. 

i-i  of  formula. 

Steel            

•06    to    -1 

14x10-*  to    2-2x10-* 

Iron    .        .        

•160  to    -2 

3-5x10-*  to    4-4  +  10-* 

Copper   . 

1-108  to  0-7 

24     x!0~4to  15     x  Hi  4 

Brass  .        .        .        .    . 

0'2     to    -3 

4-4xlO~4to    6  -6x10-* 

Trachyte   
Fire-brick      

•006 
•0017 

1-3x10-' 
3-7  x  10-« 

Plate  glass    

•002 

4-4xlO~6 

Oak     

•0006 

1  -3  x  K)-6 

Mr.  Callendar's  latest  numbers  are  k  ='11  for  iron,  '12  for  steel. 

Now  our  unit  of  heat  is  in  pound  of  water  degree  units  and 
therefore  if  Q1  is  in  these  units ;  if  A  is  area  in  square  cm.,  x  thick- 
ness in  cm.,  and  k1  is  the  number  in  the  table ;  then  we  have 

#1  =  —me 

x 

If  0  is  in  Fahrenheit  or  Centigrade  degrees,  Q1  is  in  Fahrenheit  or 
Centigrade  pound  of  water  units. 

I  often  call  x  -j-  Ak1  the  heat  resistance  R  of  the  metal  and  then 
Q1  per  second  =  6  -f-  R 

EXERCISE.  Find  the  resistance  in  our  units  of  a  copper  plate 
1  foot  square  |  inch  thick. 

Answer.  As  x  is  \  inch  or  1*27  cm.,  and  as  A  is  1  square  foot  or 
929  square  cm.,  if  we  take  k1  from  the  table  as  24  x  10~4  for  copper 
R  =  1-27  -P-  (929  x  24  x  10-4)  =  0-57. 

EXERCISE.  If  T54  centigrade  pound  units  of  heat  pass  through 
the  above  square  foot  of  copper  per  second,  what  must  be  the  actual 

temperature  difference  0  in  the  metal  ? 
a 

Heat  per  second  =  -^-so  thattf  =  T54  x  0'57  =  0'88  Centigrade 
degrees. 
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H  UK    I'rok-iliK  no  l).,il,-r  j,r...lu.-.  ^  i,,,,iv  than  0  11*.  of  steam 
jH-r  liMin-  |  HI-  square  fed  »f  m.  tal.      Tak.-   a    j.  j.|,.-r    .1    inch 

thick.     Tak.-  th.  MIIV  dirt".  n  n  .-n  gases  and 

750  <  '-  nti-i  ....  t|1(.  h.-ut  |i,-r  ll».  -.1  M,-;, 

i>20  unit>,  what  i.s  th.-  total  h.  |..  i   tqam  1'Kit  ? 

.1  7.-.0  di\id.-d  by  '  nits  per  second,  give* 

a  resi>tanc.-  ^7  in  t  id  jNitind  »f  \vat«-r  units. 

•hat    a  |ilat.-  of  .-..|.|..  i-  1   KJQITC  t'»>t  (929  Wjuan-  mi. 
in  area,  !  inch    127cm     thick,  has  a  reals'  B 

the  total  resistance  i>  n.-arly  1,(M)()  tim.--  that  of  the  plate  itself; 
in  ta.-t  th.-  jtlat.'  r.-sistam-.-  may  !>.-  ni-^|.-.-t«-d  in  r.iinjian-..n  with  th<- 
^kin  rusi.stanr,-  cv.-n  in  ImiK-rs  in  \vhich  th.-  >kin  resistances  are 
[itionally  small.  The  actual  thi<-kn«-ss  ..t  th.-  m.tal  i>  ..hviuusly 
of  very  small  iinjM»rtanc<-  tli.-r.-f«.rr  in  tin---. 

i:.    If  wr  hav.-  -2  s.|tian-  f.-.-t   of  .surface  in  a  surface 
condenser   J><T  in.li.-at.-.l  h.,:  and  if  thi>   m.  an>   th.-  .-..n- 

il.'iis<ition  of  15'4  Ibs.  of  st.-am  |».-r  hour  j>.-r  indicat.-d  hor>«--jH.w.-r. 
its  t«Miij».-ratun'  Ix-ini,'  l:io°  F.,  thf  t.-mju-rature  of  the  water  being 
To  K.  .  what  i-  the  total  heat  resistan.-.-  >  The  tubes  are  of  brass 
..'..th  of  an  inch  thick:  c.niijiar.-  th.-  iv>istanf.-  <•!'  th.-  m.-tal  with  th.- 
who!,-.  Tak.-  it  that  1  Ib.  of  steam  givi-s  out  !)"><)  Fahr.  ixmnd  unit.- 
in  (-.•ml.-nsing.1 

Ansiocr.  Th«-   h.-at    JMT  >.-.-(,n(l    p.-r  -.juar.-  foot  i-  1.T4  x  8 
2  x  GO  X  60,  or  2-O.S  Fahr.  units.     Total   i  r  -|iiar. 

of  surface  =      '.).,..,      "r  ;i-      Tin-   r.->i-tani-.-  of  a  squan-   f.«.t   (929 


>.|iiare  cm.),   .^.-.th  of  an   inch  ('127  cm.)   thick   is,  taking  kl  =  5  X 
10  -4  from  the 


•127    :     !«2'»  x  5  x  10-4)or(> 

so  that  the  whole  iv-i^ano-  is  1  IS  tinir-  that  of  th«-  m.-tal  r 


1  Mr.  <  'ill.  ii.lar  has  recently  olitaitunl  ron.lcn.sation  at  tin-  rat.  t  1  "T  Kahr.  lit-at 
unit-  |HT  -«•.•«  in.  I  |M-I  -MJII.H-I.  f.N.t  «.f  ni.-t;tl  |HT  .l.-^nt-  liitlrrriirt.-  <>f  tt-inperaturr 
between  steam  an.  I  m.  -tal.  »r.  for  an  actual  temperature  iliflerence  of  22  degrees 
Fahr.,  he  lm«l  89  HM.  j»-r  li»ur  |>er  square  f«<>t  Tins  \\.-nl.l  mean  that  1  square  foot 
woiil.l  suffice  for  about  ii  .it  uith  *it»m  more  and  more 

free  from  air  lie  \v<>ul<l  li.i  .  I  U-ttcr  and  better  rcaulta.     We  have  no  right 

to  aafliiHu-  that  the  rapiility  is  pr<>|M>i  tioiial  t..  temperature  difference  between  water 
aii-l  ntcam  ;  hut  if  «  •  nn.'ht  <io  no  we  should  find  more  than  '2£  times  the  above  rate 
of  transmission,  and  th<-  «li.-!.-  heat  resistance  woul.l  only  U-  .".  times  that  of  the 
metal.  Thin  gives  on.-  <>f  the  l-.--t  illiiHtratmim  of  what  a  treat  Improvement  will 
be  effected  in  condensers  \vhcn  the  water  is  driven  through  very  fine  tube*  at  great 
velocity. 

P  Q 
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EXERCISE.  An  oak  board  1  inch  thick  touched  a  plate  of  iron  all 
over  one  face;  its  other  face  was  exposed  to  the  atmosphere  of  a  room 
in  which  the  temperature  was  80°  F.  There  was  steam  at  300°  F. 
underneath  the  iron  plate.  The  heat  coining  through  into  the  room 
per  square  foot  of  surface  was  found  to  be  300  Fahr.  units  per  hour, 
compare  the  resistance  of  the  oak  itself  with  the  whole  resistance. 

O  AQ  Of\ 

The  heat  is  300  -r  (60  x  60)  or  '0835  units  per  second—  ^p 

'UooO 

or  2640  is  the  resistance. 

Now  the  resistance  of  1  square  foot  of  oak  1"  thick  is  2'54  -j-  (929 
x  1'3  x  10  ~6)  or  2100,  so  that  the  oak  resistance  is  80  per  cent,  of 
the  whole.  I  am  afraid,  however,  that  neither  the  number  in  the 
table  nor  the  above  number  can  be  relied  upon,  and  this  exercise 
creates  a  quite  wrong  notion  of  the  accuracy  of  k  as  given  in  the 
table. 


APPENDIX. 

Reprinted  from  the  Proceedings  of  the  Literary  and  Philosophical  Society  of 
Manchester,  1874. 

"  On  the  Extent  and  Action  of  the  Heating  Surface  for  Steam  Boilers,"  by 
Professor  Osborne  Reynolds,  M.A. 

The  rapidity  with  which  heat  will  pass  from  one  fluid  to  another  through  an 
intervening  plate  of  metal  is  a  matter  of  such  practical  importance  that  I  need 
not  apologise  for  introducing  it  here.  Besides  its  practical  value  it  also  forms  a 
subject  of  very  great  philosophical  interest,  being  intimately  connected  with,  if 
it  does  not  form  part  of,  molecular  philosophy. 

In  addition  to  the  great  amount  of  empirical  and  practical  knowledge  which 
has  been  acquired  from  steam-boilers,  the  transmission  of  heat  has  been  made 
the  subject  of  direct  inquiry  by  Newton,  Dulong  and  Petit,  Peclet,  Joule,  and 
Rankine,  and  considerable  efforts  have  been  made  to  reduce  it  to  a  system.  But 
as  yet  the  advance  in  this  direction  has  not  been  very  great ;  and  the  dis- 
crepancy in  the  results  of  the  various  experiments  is  such  that  one  cannot  avoid 
the  conclusion  that  the  circumstances  of  the  problem  have  not  been  all  taken 
into  account. 

Newton  appears  to  have  assumed  that  the  rate  at  which  heat  is  transmitted 
from  a  surface  to  a  gas  and  vice  versa  is  ceteris  jxiribus  directly  proportional  to  the 
difference  in  temperature  between  the  surface  and  the  gas,  whereas  Dulong  and 
Petit,  followed  by  Peclet,  came  to  the  conclusion  from  their  experiments  that  it 
followed  altogether  a  different  law.1 

These  philosophers  do  not  seem  to  have  advanced  any  theoretical  reasons 
for  the  law  which  they  have  taken,  but  have  deduced  it  entirely  from  their 
experiments,  "  a  chercher  par  tatonnement  la  loi  que  suivent  ces  resultats."  - 

1  Traitdde  la  Chaleur,  Peclet,  Vol.  I.,  p.  365. 
3  Ib.   p.  363. 
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la  reducing  these  results,  however,  so  nuuiy  thing*  had  to  be  Uken  into 
account  and  BO  many  assumptions  hare  been  made  that  it  can  hardly  be  a  matter  of 
surprise  if  they  have  been  misled.  And  there  is  one  assumption  which  upon  the 
face  of  it  seems  to  be  contrary  to  general  experience,  this  in,  that  the  quantity  of 
heat  imparted  by  a  given  extent  of  surface  to  the  adjacent  fluid  is  independent  of 
the  motion  of  that  fluid  or  of  the  nature  of  the  surface  ; l  whereas  the  cooling  effect 
<>f  a  wind  compared  with  null  air  is  so  evident  that  it  must  cast  doubt  upon  the 
truth  of  any  hypothesis  which  does  not  take  it  into  account. 

In  this  paper  I  approach  the  problem  in  another  manner  from  that  in  wlm-h 
it  has  been  approached  before.  Starting  with  the  law*  recently  discovered  <>( 
the  internal  diffusion  of  fluids  I  have  endeavoured  to  deduce  from  theoretical 
considerations  the  laws  for  the  transmission  of  heat,  and  then  verify  these  laws 
by  experiment.  In  the  latter  respect  I  can  only  offer  a  few  preliminary  results  ; 
which,  however,  seem  to  agree  so  well  with  general  experience,  as  to  warrant  a 
further  investigation  of  the  subject,  to  promote  which  is  my  object  in  bringing 
it  forward  in  the  present  m<  '.inplete  form. 

The  heat  carried  off  by  air  or  any  fluid  from  a  surface,  apart  from  the  effect 
of  radiation,  is  proportional  to  the  internal  diffusion  of  the  tluid  at  and  near  th- 
surface,  i.e.,  is  proportional  to  the  rate  at  win  or  molecules  pass 

backwards  and  forwards  from  the  surface  to  any  given  depth  within  tin-  fluid, 
thus,  if  A  B  be  the  surface  and  ab  an  ideal  line  in  the  fluid  jar.ill.l  t«  .I//,  then 
the  heat  carried  off  from  the  surface  in  a  given  time  w  ill  K-  promotional  to  the 
number  of  molecules  which  in  that  time  pass  from  ab  to  A  R— that  is  for  a  given 
difference  of  temperature  between  the  fluid  and  the  surface. 

This  assumption  is  fundamental  to  what  I  have  to  say,  and  is  baaed  on  the 
molecular  theory  of  fluids. 

Now  the  rate  of  this  diffusion  has  been  shown  from  various  considerations 
to  depend  on  two  things: — 

1.  The  natural  internal  diffusion  of  the  fluid  when  at  rest. 

_'.  The  eddies  caused  by  visible  motion  whi.-h  mixes  the  fluid  up  and  con- 
tinually l.riiu;H  fresh  particles  into  contact  with  the  surface. 

The  first  of  these  causes  is  inde|M-m lent  of  tl.  >f  the  fluid,  if 

a  gas  is  imlej>eiident  of  its  oVnsjty,  so  that  it  may  be  said  to  dc|>vnd  only  on  the 
nature  of  the  fluid.2 

The  second  cause,  the  effect  of  eddies,  arises  entirely  from  the  motion  of 
the  fluid,  anil  is  proportional  both  to  the  density  of  the  fluid,  if  gas,  and  the 
velocity  with  which  it  flows  past  the  surface. 

The  combined  effect  of  these  two  causes  may  be  expressed  in  a  formula  as 
follows : 

//  =  At  +  Bprt,  (I) 

where  t  is  the  difference  of  temperature  between  the  surface  and  the  thud,  p  i» 
the  density  of  the  fluid,  r  its  velocity,  ami  .-I  and  //  constants  depending  on  the 
nature  of  the  fluid,  //  being  the  heat  transmitted  per  unit  of  surface  of  the 
surface  in  a  unit  of  time. 

If  therefore  a  fluid  were  forced  along  a  fixed  length  of  pip-  whi<h  was 
maintained  at  a  uniform  temperature  greater  or  less  than  the  initial  temperature 
of  the  gas  we  should  expect  the  following  results. 

1.  Starting  with  .  /en.,  the  -is  would  then  acquire  the  same 

temperature  as  the  tube.  2.  As  the  velocity  increased  the  temperature  at  whu  h 
the  gas  would  emerge  would  gradually  dinnm-h.  rapidly  at  tii-t.  hut  in  .1 

'  Traitt!  dt  la  Chalevr,  P.Vlet.  V.,1.  I  .  p.  383. 
»  Maxwell'*  Theory  o/  Heat,  chap.  xix. 

Q  Q   2 
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decreasing  ratio  until  it  would  beeome  sensibly  constant  and  independent  of  the 
velocity.  The  velocity  after  which  the  temperature  of  the  emerging  gas  would 
be  sensibly  constant  ran  only  l><:  found  for  eaeli  particular  gas  by  experiment  ; 
but  it  would  seem  reasonable  to  suppose  that  it  would  be  the  same  as  that  at 
which  the  resistance  offered  by  friction  to  the  motion  of  the  fluid  would  be 
sensibly  proportional  to  the  square  of  the  velocity.  It  having  been  found  both 
theoretically  and  by  experiment  that  this  resistanee  >*••  connected  with  the 
diffusion  of  the  gas  by  a  formula  : 

/?  =  A*v  +  fl'pw2  (II) 

And  various  considerations  lead  to  the  supposition  that  A  and  B  in  (I)  are 
proportional  to  A1  and  Bl  in  (II).  The  value  of  v  which  this  gives  is  very 
small,  and  hence  it  follows  that  for  considerable  velocities  the  gas  should 
emerge  from  the  tube  at  a  nearly  constant  temperature  whatever  may  be  its 
velocity. 

This,  as  I  am  about  to  point  out,  is  in  accordance  with  what  has  been 
observed  in  tubular  boilers  as  well  as  in  more  definite  experiments. 

In  the  locomotive  the  length  of  the  boiler  is  limited  by  the  length  of  tube 
necessary  to  cool  the  air  from  the  fire  down  to  a  certain  temperature  say  500°. 
Now  there  does  not  seem  to  be  any  general  rule  in  practice  for  determining  this 
length,  the  length  varying  from  10  ft.  to  as  little  as  0,  but  whatever  the  propor- 
tions may  be  each  engine  furnishes  a  means  of  comparing  the  efficiency  of  the 
tubes  for  high  and  low  velocities  of  the  air  through  them.  It  has  been  a  matter 
of  surprise  how  completely  the  steam-producing  power  of  a  boiler  appears  to  rise 
with  the  strength  of  blast  or  the  work  required  from  it.  And  as  the  boilers  are 
as  economical  when  working  with  a  high  blast  as  with  a  low,  the  air  going  tip 
the  chimney  cannot  have  a  much  higher  temperature  in  the  one  case  than  in  the 
other.  That  it  should  be  somewhat  higher  is  strictly  in  accordance  with  the 
theory  as  stated  above. 

It  must,  however,  be  noticed  that  the  foregoing  conclusion  is  based  on  the 
assumption  that  the  surface  of  the  tube  is  kept  at  the  same  constant  tempera- 
ture, a  condition  which  it  is  easy  to  see  can  hardly  be  fulfilled  in  practice. 

The  method  by  which  this  is  usually  attempted  is  by  surrounding  the  tube 
on  the  outside  with  some  fluid  the  temperature  of  which  is  kept  constant  by 
some  natural  means,  such  as  boiling  or  freezing,  for  instance  the  tube  is 
surrounded  with  boiling  water.  Now  although  it  may  be  possible  to  keep  the 
water  at  a  constant  temperature  it  does  not  at  all  follow  that  the  tube  will  be 
kept  at  the  same  temperature  ;  but  on  the  other  hand,  since  heat  has  to  pass 
from  the  water  to  the  tube  there  must  be  a  difference  of  temperature  between 
them,  and  this  difference  will  be  proportional  to  the  quantity  of  heat  which  has 
to  pass.  And  again  the  heat  will  have  to  pass  through  the  material  of  the  tube, 
and  the  rate  at  which  it  will  do  this  will  depend  on  the  difference  of  the 
temperatures  at  its  two  surfaces.  Hence  if  air  be  forced  through  a  tube 
surrounded  with  boiling  water,  the  temperature  of  the  inner  surface  of  the  tube 
will  not  be  constant  but  will  diminish  with  the  quantity  of  heat  carried  off  by 
the  air.  It  may  be  imagined  that  the  difference  will  not  be  great :  a  variety  of 
experiments  lead  me  to  suppose  that  it  is  much  greater  than  is  generally 
supposed.  It  is  obvious  that  if  the  previous  conclusions  be  correct  this 
difference  would  be  diminished  by  keeping  the  water  in  motion,  and  the  more 
rapid  the  motion  the  less  would  be  the  difference.  Taking  these  things  into  con- 
sideration the  following  experiments  may,  I  think,  be  looked  upon,  if  not  as 
conclusive  evidence  of  the  truth  of  the  above  reasoning  yet  as  bearing  directly 
upon  it. 

One  end  of  a  brass  tube  was  connected  with  a  reservoir  of  compressed  air. 
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the  tube  iUelf  waa  immersed  in  boiling  water,  and  the  other  end  WM  connected 
wild  a  small  non-conducting  chamber  formed  of  concent  i;.  r  \lindera  of  paper 
uith  interval*  between  th«-iu  in  win-  h  waa  marled  the  bulb  of  a  thermometer. 
The  air  waa  then  allowed  to  paiM  through  the  tube  and  paper  chamber,  tin 

pressure    in    the    reservoir    l»  '.uned    l.y    bellow*    ami    measured    by  » 

mercury  gauge:  the  thermometer  then  indicated  tin-  temperature  ««f  the 
emerging  air.  One  experiment  gave  ti,,  ;..:;., win-  if-uh-  :-  With  the  •malleat 

(MMMihle  prettMure  ili<-  tliritiioini tei  i,,~.    i  <•  preMitre  increaaed 

fell,  until  uith  ,'4  iin-h  it  was  H7  .  with  \  in.-li  it  \\  h  I  IIP  h  it  waa  64*, 

with  •_'  in.  li.--  CHI   ;  IN-VOII.I  tins  |H,m!  tin-  |M-||..»»»  would  n  i  prearare. 

It  iip|M-ar«.  therefore,  (I)  that  the  tcn>|>eratiiri-  <>f    the  air  never  roae  to 

212°,     the     teill|H-n»tlire     of      the     tlllx-,     even     will  ll     IIHUIII^      xlowent    ;      but      till* 

•  lilferenoe  waa  clearly  a*-<ount<-. I  f..r  l.\  the  lomi  of  heat  in  tin-  < •h.-uulx-r  from 
radiation,  the  small  qtiiintity  <>f  air  paming  through  it  not  U  in^  -iiili.-u-nt  to 
maintain  the  full  t«-in|.-  iu.  h  must  i,l,\ioii»l\  vntiiih  a<  tin- 

velix-ity  of    th<-   air   uierea«ed  ;  cj(   as   tin-   \i-l«»  ity    m«  re.i.s.-d    the    tempern' 
iliiiiinishfd,  at  lit-!  rapidly  .in. I  thru  in  a  more  *teuil\  in.mi.fi      Tin-  tn-t  <linnnu- 
tion  mi-lit   U-  expected  from  the  fa.  t   that   the  is  not  aa  yet  e>|ual 

to  that  at  wlm  h 'tli--  reaistance  of  t1  •!>    «.|iiil   t..  the  M|uare 

of  tin-  Vfl'Mity  as  previously  explained.  The  steady  diminution  win.  h 
continued  when  the  velocity  was  greater  wan  due  t.»  tin-  .  i-.lin^  of  tin- 
tul>e.  This  was  proveil  t..  !•«•  the  e.is.-,  for  at  any  staije  of  the  o|H-r.iti..n  the 
teni|M-rature  of  the  em.  •;  •  .u|i|  IM-  slight  l\  raised  l>y  UK  i  eaxin,'  t  he  heat 

under  the  water  ao  as  t<>  nuke  it  l>oil  faster  an-l  produce  ^r- 

water  surnniinliiii;  thetiilM-.  Tlii-  ••  \p«-riinent  \vas  re|K-ated  with  several  till** 
of  dim-rent  Itn.ti,-  md  .  II.HM.  i •  i  - .  s  mu-  <>f  .  ..|,|.---  and  Rome  of  brans,  with 
practically  the  same  i.  ,•  I  .  imt.  ho\ie\er.  a-  \>i  In-en  able  to  complete 
the  investigation,  and  I  hop.-  t.,  )H-  able  U  -fore  lon^  to  bring  forward  another 
communication  |M-fore  the  Society. 

I  in  .>uld  these  conclusions  IK*  estaMiOn-d.  and  tl on«tant  B 

for   ditlereiit    fluids    l>e    determined,   we    .should   then    !*•  able  to  . 
regards  length  and  extent,  the  best  proportion  for  the  tubes  and  flues  of  1 
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381.  EVERY  now  and  then  during  the  last  twenty  years  a 
student  has  asked  for  help  in  studying  what  will  occur  when  a  jet  of 
steam  gives  momentum  to  a  jet  of  water ;  his  idea  being  to  use 
the  water  in  a  turbine  of  some  form,  or,  more  directly  still,  in  the 
propulsion  of  ships.  This  is  a  subject  which  is  likely  to  become  of 
great  importance,  and  there  is  practically  no  help  for  the  student  in 
any  of  the  books.  Indeed,  there  is  worse  than  no  help.  Mistakes 
are  numerous  in  the  best  books  on  the  flow  of  water ;  what  must 
they  be  when  the  subject  is  the  flow  of  a  gas,  and  how  absurd 
must  the  statements  be  on  the  flow  of  wet  steam !  I  will  not 
apologise  for  attempting  to  take  up  this  subject  in  spite  of  the 
sense  of  my  ignorance,  because  practical  men  feel  the  pressing  need 
for  some  guidance,  and  there  is  what  is  much  worse  than  no 
guidance  in  books  at  present.  I  shall  assume  that  students  know 
something  about  hydraulics.  Not  the  misleading  mixture  of  mathe- 
matical symbols  and  nonsense  which  is  to  be  found  in  many  books, 
but  the  common  sense  notions  of  the  late  Professor  James 
Thomson,  which  really  cover  the  whole  ground  of  our  knowledge. 
How  do  pressure  and  velocity  alter  along  and  across  stream  lines  ? 
the  theory  of  the  Thomson  Jet  Pump ;  what  occurs  near  the 
frictional  sides  of  a  basin  when  water  is  flowing  from  it  by  a  central 
hole  at  the  bottom  ?  the  simple  theory  of  the  centrifugal  pump  and 
turbine.  I  have  attempted  in  my  book  on  Applied  Mechanics,  to 
give  James  Thomson's  notions  on  these  subjects.  As  to  the  way  in 
which  friction  occurs  in  the  passage  of  pumps,  mathematical  treat- 
ment of  the  subject  is  quite  absurd  in  the  present  state  of  our 
knowledge ;  all  we  can  do  is  to  try  to  apply  in  a  common  sense 
fashion  the  general  notions  which  the  beautiful  experiments  of 
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Professor  Osborne  Reynolds  have  given  us.  I  usually  content  myself 
with  telling  students  how  we  get  angles  of  vanes  ami  •.•!... -it H-S,  so 
that  fluid  may  leave  one  part  of  a  contrivance  and  enter  another 
moving  with  ;i  ditVei<  •  without  mil  how  we  ease 

off  the  sections  of  passages  gradually  so  that  there  shall  be  hmall 
frictional  loss  of  energy. 

The  rules  for  the  steam  turbine  must,  for  the  present,  be  the 
same  as  for  the  water  turbine.  Tin-  velocity  of  the  rim  of  a  wheel 
must  be  nearly  equal  to  that  whi«-h  tin- fluid  when  flowing  from 
one  vessel  to  another  would  have  at  the  critic.  .  it  the  pressure 
difteivnc,-  W.T.-  half  that  between  the  supply  and  exhaust  of  the 
turbine;  and  hen  that  Mr.  Par-  1>  his  steam  through 

a  series  of  such  turbines,  otherwise  his  \.-!.><-n  n-s  would  be  too  great. 
Art  389. 

When  a  jet  of  fluid  at  very  great  velocity  impinges  on  a  jet  of 
much  greater  mass,  and  they  both  go  on  together,  th. -n-  mu>t  be  a 
great  loss  of  energy.  Fluids  in  passages  are  not  altogether  like 
colliding  bodies  in  space,  but  the  great  general  rule  for  such  bodies 
must  be  borne  in  mind.  When  a  moving  body  of  mass  Mv  and 
velocity  Vv  strikes  a  body  at  rest  of  mass  Aft,  and  they  are  found 
moving  together  afterwards,  we  know  that  the  common  \eloe. 

V-     ^    V*      and 

S*  +  Xt 

lo>t    ell'  .!/, 

remain  inur  >'i\>T^\      M± 

so  that  the  greater  the  stationary  body  the  greater  is  the  loss.  Those 
inventors  who  wish  to  utilise  a  jet  of  steam  in  giving  motion  to 
water  must  bear  this  fact  in  mind.  It  does  not  necessarily  mean 
that  when  we  let  a  jet  of  steam  give  motion  to  water  and  allow  tin- 
water  to  drive  a  turbine  or  exert  propelling  force,  that  the  loss  of 
energy  will  be  exceedingly  great  compared  with  what  occurs  in  a 
steam  engine.  Calculation  and  experiment  may  show  that  in  spite 
of  this  loss  of  energy  the  efficiency  of  such  a  machine  may  compare 
favourably  with  that  of  a  stea'm  engine,  and  it  may,  besides,  be 
more  convenient  in  construction  and  application. 

382.  Until  somebody  makes  a  thorough  experimental  investiga- 
tion, I  do  not  see  that  we  can  make  any  accurate  calculation  except 
on  the  basis  of  the  following  assumption. 

A  B  C  D  and  /.'  '  are  cross  sections  of  a  cylindric  j> 

Normally  to  the  portion  BC  of  area  a,,  there  is  a  flow  of  fluid  at  the 
velocity  vlt  the  pressure  then  i-  y-,  normally  to  the  rest  (of  area  a,) 
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of  the  section  AD,  there  is  a  flow  of  fluid  at  the  velocity  vz,  and  the 
pressure  there  is  p<^ 

I  shall  neglect  the  action  of  gravity  in  the  pipe,  that  is,  difference 
of  pressure  due  to  difference  of  level.  E  F  is  a  cross  section  of  area 
a  =  a1  +  az,  through  which  the  velocity  v  is  normal,  the  pressure 
being  p.  I  assume  that  there  is  no  friction  at  the  boundaries  of  the 


P.  K 

\c 


Flo.  319. 


fluid,  but  there  is  sufficient  friction  in  the  fluid  itself  to  cause  the 
streams  to  get  a  common  velocity  at  E  F.  Let  wlt  wz  and  w,  be 
the  weight  in  pounds  of  a  cubic  foot  of  each  fluid. 

I.  The  quantity  of  fluid  flowing  in  at  AD  is  equal  to  what  flows 
out  at  EF, 


ai  vi  w\  +  az  v-2  W2  =  a  v  w>  and  ai  +  az  =  a     ......    (1) 

II.  The  momentum  per  second  communicated  at  AD,  minus  that 
going  out  at  EF,  is  equilibriated  by  the  pressure  forces. 

The  weight  of  water  per  second  through  at  is  vl  ax  wv  and  its 

ni* 

momentum  is  —  at  v^,  if  w  is  the  weight  of  unit  volume  ;  so  that 

j 


(W,  V,Z 
-y 


This  is  true  because  the  pipe  by  assumption  exerts  no  force  in 
the  axial  direction,  and  there  are  no  other  forces  acting  on  the  whole 
mass  from  the  outside  than  what  I  have  considered.  It  is  evident 
that  we  can  calculate  v  and  p  from  (1)  and  (2). 

(1)  May  be  written — 

v  =  a,  vl  +  az  vz  ...     (1) 

where  a:  stands  for  c^  u\  /  (ax  +  «2)  w,  and  a2  for  «2  w2  /  (ax  +  «2)  w. 
Let  us  use  e  to  represent  x — h  —  and  (2)  may  be  written — 

1  In  a  practical  case,  say  of  a  jet  pump,  these  velocities  and  pressures  will  be 
the  average  velocities  and  pressures. 
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Th.-  advantage  of  thi»  way  of  putting  the  matter  lies  in  this, 
that,  except  for  tin-  u>ual  friction  which  we  meet  with  in  pi|*-s,<-,  after 
tin  iinn^lin^,  will  remain  ••..n-taiit  in  tin-  pipes,  and  we  need  no 
longer  think  tha:  ,.nl\ make  calculation*  at  a  <•<•••  t ion  where 

a  =  rtj  -f-  af     Thu>,  if   we    want    t«.  c,,i,Md.  r  t..    -A  hat   height   U   the 
combined   Mi-earn  will  n-.-  aL,'ain>t  /.<T»  pn  •  i-  It.      If    we  want 

to  consider  /'   the   pressure   in   |M)iunl-   \»  i  -..juar.-  t-.i    in    a   ve«el 

into  whii-h  bbe oombmed stream  i- 

N.    f..ivi-    n>    uay     through    a    \>\\><- 

/• 
gradually  ^  larger,  e  is  -     It 

we    want    to   con>iil«-r    th«-    vi-|orit\ 

V    with      which      tin-      <-oiiil>in.-<| 

in  will  <-nt<T  the  atnio>|»h- 

•Jin;      / 


Ifl 


/  • 


is  the  further  jjivai  ad- 
that  from  L>  »  \\  e  can  ea>il\ 
tind  tin-  waxte  of  energy  due  to 
the  min^lin^  of  the  >t  reams.  The 
piv->urex  may  be  either  absolute 
or  measured  from  any  /.em. 

383.  In  liquids   we   take  wl 
=  //•.,  =  ir  so  that  al  and  a .,  mean 

a.  " . 

-  and  -  and   o.  +  a- 

",  +  «,          ",  -I-  a, 

=  1.      If   the    litpiids    have    c«.me 
from  tanks  whose  atmospheric  still 
surfaces  are  A,  and  A,  feet  al 
the  jets,  we  may  take  h^  and  Aj  as 
representing  «j  and  ^2 and « as  the  hei-ht  to  which  the  mingled  stream 
will  lift  itself  above  the  level  of  the  ;HM  atmospheric  pn— .uiv. 

In  all  cases,  of  course  e  is  less  than  is  shown  in  (2)  because  of  friction. 
If  for  a  sensible  length  of  the  pipe  at  AD  \\.   may  a->um.  that 
the  stream  lines  are  all  parallel  to  the  axis  (an  assumption  which  I 
r   make    except  with   great   reluctance!    we  may  take    it  that 
pl  =  p.,,  and  the  work  is  simplified 

384.  To  illustrate  the  use  of  our  formulae   let  us  consider  a 
case  in  which  there  are  v  ams  only.     In  the  jet  pump  of 
Professor  James  Thomson,  a  rapidly  flowing  jet  of  water  passes 
through  the   nox/le   //     Fi-   :;_(i»i   and    mingling  at  A  It  with  v 
which  coniex  into  the  chamber  (i .  the  two  xtr.-aii 


i 
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Suppose  that  1  cubic  foot  of  water  per  second  falls  from  a  height 
of  60  feet,  and  passing  through  H  mingles  with  6  cubic  feet  of 
water  per  second,  which  enters  G  from  a  tank  whose  atmospheric 
still  water  surface  level  is  the  same  as  the  level  of  the  jet.  To  what 
height  will  the  combined  stream  rise  with  atmospheric  pressure 
above  it,  neglecting  all  frictional  loss  except  what  is  absolutely 
necessary  for  the  mingling? 

Take  the  atmospheric  pressure  as  zero  and  assume  that  p2  is  that 
of  a  partial  vacuum  such  as  we  may  obtain  by  a  careful  adjustment 

of  the  nozzles ;  say  that  —  =  —  25  feet  where   —  34  feet  would  re- 

J  w 

present  a  perfect  vacuum. 

Hence  ^  =  25,  ^  =  85,  ^  =  74,  rs  =  40 

ai  =  -L  =  -0135,  a2  =  ~  =  1500,  a  =  ax  +  az  =  "1635 


74  2      40 

•0135 
•1635 


al  =  '^      \  =  -0826,  a2  =  "9174. 


Using  (2)  we  find  that 

e  =  11-97  +  22-94  -  ^^  =  6'46 


That  is,  the  combined  stream  would  rise  to  a  height  of  6'46  feet 
above  AD  if  there  was  no  friction  except  what  is  necessary  for  the 
mingling  of  the  streams. 

It  is  to  be  noticed  that  before  mingling  we  have  the  energy 
1  X  60  as  compared  with  7  x  6'46  or  45'22  after  the  mingling. 

EXERCISE.  With  the  figures  of  the  above  exercise,  assume  that  the 
jet  is  4  feet  above  one  water  level  and  56  feet  below  the  other.  Here 

2  2 

^-  =  56  +  25,  ^  =  25  -  4,  ^  =  72,  v2  =  36'78 

a,  =  -L  =  -0139,  «2  =  3^  =  -1631,  a  =  "1770 
aa  =  -0785,  a2  =  "9215,  el  =  56,  e2  =  -  4. 

The  student  sees  that  I  take  motionless  water  on  the  level  of  the 
jet  at  atmospheric  pressure  as  having  e  =  0. 

Using  (2)  we  find  e  =  10'75  +  15'67  -  22'62  =  3'80 ;  or  a  lift  of 
3'80  feet  above  the  jet ;  or  a  lift  of  7 '80  feet  above  the  level  of  the 
lower  tank. 

We  see  therefore  that  the  jet  ought  to  be  at  as  high  a  level  as  it 
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(.ID   1).    placed  for  best  efficiency.     In  thin  case,  by  having  the 
4  feet  above  the  water  to  !*•  pumped  ,,m  .  n.  r^\  U  fore  minr, 
being  1  x  60  becomes  7  x  7  -80  or  ">4o\  \\lu.-h  is  much  better  than 
tin-  hist  case. 

I  ha\e  n»t  yet   worked  long  enough  with  the  equation  (2),  nor 
workt-d   enough  numerical  •  \eivises  to  be  able  to  put   tin-  in 
more  simply.     Tin-  following  exercise  is  less  directly  worked. 

385.    Suppose   1   cubic   toot  of  water  per  second   tails  fmin  a 

height  of  60  feet,  and  passing  through  //.  mm^les  with  water  which 

enters  G  from  a  depth  of  4  feet    Assuming  that  |th  of  the  energy 

isted  before  the  mingling  (as  if  the  h.  i^ht  were  only  50  feet), 

ami   that  another   10  in   ordii.  ti..n 

after  the  mingling  and  in  the  delivery  of  the   wa'  much  is 

wasted  in  the  mingling  itself?      Neglect  the  difference  of  level 

B6O    A  I)  and   A',    the  height    to   whi.-h   the   water  is  actually 

delivered. 

We  want  to  get  some  notion  of  the  waste  of  energy,  and  we  see  at 
once  that  if  r2  =  vv  there  i>  no  waste.  Her,  \\,-  have  a  very  different 
state  of  things  from  that  of  the  collision  of  two  solid  bodi«  •>.  We  can 
cause  a  jet  with  great  energy  per  pound,  hut  small  quantity  of  stuff 
per  second,  to  share  its  energy  with  another  of  great  quantity,  without 
loss  of  energy  (in  practice,  without  much  loss  ot  •  i  we  take 

care  that  when  the  collision  takes  place  we  have  produced,  tem- 
porarily, an  equal  velocity  in  the  jet  of  great  quantity.  Now  in  most 
practical  cases  the  velocity  vs  will  be  limited.  For  example,  in  tin- 
jet  pump  the  limiting  value  of  v9  will  depend  upon  the  height  of  AD 
above  the  level  of  the  water  which  is  being  pumped  ;  even  neglecting 
friction  and  with  a  zero  lift  we  cannot  have  r2  as  much  as  47  feet 
per  second.  The  limiting  value  of  r.  cannot  be  so  great  as 


—  A)  if  h  is  the  lift  to  AD.  In  applying  the  method  to 
the  working  of  a  turbine  by  water  and  steam  we  might  have 
vt  as  great  as  <s/2<7(34  4-  A)  if  A  is  the  possible  height  in  feet  at 
which  a  tank  might  be  kept  for  cooling  the  exhau-  Horn  the 

turbine;  but  if  the  exhaust  water  might  be  cooled  in  coming  from 
the  turbine  to  the  jet  part  by  passing  through  tubes  cooled  by 
outside  water,  it  seems  as  if  it  might  be  possible  to  get  r,  very  great 
indeed. 

v* 
Here        ^-  =  50  +  25  or  i»,  =  69  feet  per  second 

£-  =  25  -  4,  r4  =  37  :  «,  =  ~    =  "0145  square  feet 

£Q  '  ' 
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a2  =  #2/37  if  q.2  cubic  feet  of  water  are  pumped  per  second.  I  find 
that  I  have  worked  this  exercise  from  the  first  form  of  equation  (2) 
in  p.ige  600,  measuring  pressure  from  absolute  zero. 

The  whole  energy  of  the  water  at  EF  is  to  be  the  same  as  if  it 
were  motionless  at  atmospheric  pressure  plus  10  per  cent,  of  the 
original  energy  per  second  of  the  jet  water  or  10  per  cent,  of 
62-3  X  GO,  or  which  is  373'8  or  Gw;  if  w  is  62'3. 

av(p-  2116)  +  ™  -'  -  6w  =  0      ...     (1) 

*9 
(4)  becomes 

p  =  576  +  ?  (™  +  37 ^  -  ^  .  (4) 

g  \a  a  ) 

Our  unknowns  are  p,  a2,  v,  a,  and  besides  (1)  and  (4)  we  have 

I  +  37«.2  =  av (5) 

and  -0145  +  az  =  a (6) 

Hence  1  +  37«2  =  ('0145  +  «2>. 

386.  Obviously  the  best  way  to  find  these  unknowns  is  by  trial. 
Now,  if  there  were  no  loss  of  energy  whatever,  1  cubic  foot  falling 
44  feet  (or  60  feet  —  the  losses)  could  only  lift  11  cubic  feet  4  feet, 
and  it  is  evident  that  we  must  look  for  a  much  smaller  answer  than 
this. 

We  first  try  therefore  qt  =  6^  or  «2  =  -,  a  is  '1812,^  is  757  and 

(1)  becomes  101  instead  of  0.  Trying  other  values  of  a2  we  at  length 
find  that  «2  =  '225,  a  =  '24,  v  =  38'93,  p  =  689,  av  =  9'34,  so  that 
the  amount  of  water  pumped  is  9'34  —  1  or  8'34  cubic  feet  per 
second. 

What  vacuum  is  actually  obtainable  in  jet  pumps,  I  do  not  know ; 
it  does  not  seem  to  have  been  measured,  but  if  it  is  less  than  that 
due  to  the  25  feet  of  water  assumed  above,  the  delivery  will  be  less. 

387.    Flow  of  Steam  from  Orifices. 

I  shall  assume  that  the  flow  to  the  orifice  is  adiabatic. 

Let  us  consider  what  occurs  at  two  cross  sections  at  A  and  B  of 
a  stream  tube  in  adiabatic  flow,  and  neglect  effects  due  to  gravity. 

A  pound  of  stuff  entering  at  A  brings  with  it  its  intrinsic  energy 
E,  and  has  work  done  upon  it  as  it  enters,  pV  if  V  is  its  volume : 
that  is,  the  space  gains  the  energy  E  +  p  V  with  every  pound  of 
stuff  that  enters.  Now,  for  every  pound  entering  there  is  also  a 
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|M>und   leaving  tl  I  it  carries  away  with  it   the  value  of 

E  +  l>\'   at     //.       II.  IP-,      tin-    \alue.s    ..I     A'  +  j>  I  -aniC 

i  Ion-.,'  a  stream  line  if  the   tl,,\\    is  adiaUiti 

N.>W    if  at  any  plae,-  a  jHininl  of  fluid  consists  of  x  lb.  of  steam 
and  1  —  x-  of  ml  if  X  =  /  —  pu,  I  brin^  latent  heat  ;  if  ft  and 

//'  an*  tic-  \olutii'--  »t  a  (M.iind  <>f  stouin  aiul  a  ]M»IMI«|  •  and 

tin-  v.  •|.x-it\,  /'/  I.,  in^  tin-  li.-at  energy  in  a  (Hiiinii  <>t  \va' 

/-    =  h  +  \.>  +  '~      ......     (1) 

-'' 
V  '  =  tu  +  »/'  (  I   -  ./)      .....      c_'. 

al««iiK  a  Mivam  Inn-  ill  adialiatic  M-.w 

,  • 


.tf  -r  +  M'  (  1  -  ar)  }  =  cniot.int     .     i 


Thii>.  it    -t.ain  tl..\\^  from  a  ln.il.  -r  and  t>  =  0,  x  =  I.  \vh«-r«-    tin- 
^  ]>„,  and  if  at  another  jihu-r  the  pressure  : 

j 
A  +  ./  (\  -f  j>w  -  pie1)  -I-  v"1  +  .,    =  ''o  +  *o  +7'oM«- 

That  is,  tli«-  \el.M-ity  i>  that  due  to  the  height 

0«0  -  pul  -  •'  \\+p(u-u1)}     .     (4. 


of  con  really  negligible  in  this  connection  and  \  +  pu  =  /. 

We  may  take  h'0  -  h  =  J(0Q  -  6) 

Hence 


If  we  can  state  the  amount  of  heat  energy  lost  by  every  |M,imd 
of  steam  because  th.-  tl»\v  i>  not  truly  adiabati.  ii,>  produces 
a  lexM-ning  of  rj 

A|H)l\in^  the  second  law  of  thernnxlynamies  : — Sin.-e  the  rlow  is 
adial>.itic,  the  entropy  is  constant,  or 


xl 

-  -f  log.  t  is  constant 


In  the  above  case 


or 


';); 
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388.  Graphically,  by  means  of  the  6<j>  diagram,  A0B0C0, 
Fig.  321,  is  the  horizontal  line  drawn  corresponding  to  the  boiler 
temperature,  and  ABC  to  any  other  temperature  at  any  place  in 
the  stream ;  then  BP  -r  BC  =  x. 

If  A  C  is  drawn  corresponding  to  the  lowest  or  terminal  tem- 
perature where  we  want  the  greatest  velocity  v,  x  is  the  dryness  of 
the  steam  at  the  end  of  the  operation,  and  the  area  BBQCQPB 
represents  the  energy  utilised,  just  as  in  a  perfect  engine  on  the 
Rankine  cycle,  Art.  214,  only  here  the  energy  is  stored  up  as  kinetic 
energy. 

Now,  it  is  obvious  that  this  adiabatic  condition  cannot  hold 
close  up  to  the  water  when  steam  and  water  jets  collide ;  the  whole 
of  the  steam  becomes  condensed  because  of  the  abstraction  of  heat, 


Fio.  821. 


and  if  we  know  its  rate  of  abstraction  so  that  we  can  draw  C0QB 
(the  area  between  GQQB  and  the  absolute  zero  line  represents  the 
total  heat  lost)  we  see  that  we  must  take  the  area  BBQCQQB  as 

v2 

=-,  instead  of  the  whole  area  BBQCQ  PB.     In  fact,  the  whole  gain  of 

. 
kinetic  energy  is  to  be  calculated  in  every  case  as  if  the  work  of 

steam  expanding  from  p0  to  p  were  given  to  a  piston.  If  the  stuff 
gets  rapidly  cooled  just  at  the  end,  we  may  in  Fig.  321  assume 
adiabatic  expansion,  say  to  E,  and  then  the  curve  of  constant 
volume  EB,  as  if  the  stuff  were  released  from  an  ordinary  cylinder 
without  further  expansion  or  doing  of  work.  The  area  of  an 
ordinar}7  pv  indicator  diagram,  will  illustrate  this  very  well.  Some 
such  loss  as  25  to  50  per^  cent,  of  the  whole  energy  must  be 
assumed  in  practical  cases  where  steam  jets  collide  with  water-jets, 
I  think. 

In  academic  exercises,  like  the  following,  I   assume  that   real 
adiabatic  expansion  takes  place. 
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Exercise*  to  be  worked  Graphically. 

Dry  steam  at  the  following  l»..i!.-r  pressures  and  temperatures 
flows  adiabatically,  reaching  the  following  lower  temperatures  with 
the  velocities  v. 


Bolter  rtMB  (dry). 

whMttta  M«  M  ftan  to  iMt  pv  weood. 

a 

!»!•.  IK 

!•'   -,    •'• 

1-.-.   « 

80*  C. 

4<r  c.    we. 

ore. 

UNI 

no 

IM 
190 
140 
160 

•JINI 

14-7 

I*'    N 

•_-x  v( 
:<•..  M 

vi  M; 
225* 

1470 
1610 

uso 

MM 

LMO 

.  ..  ».  i  - 

MM 

MM 

MM 
MM 

MO 
1040 
HOO 
MB 
MM 
MM 
MM 

MM 

MM 
K7Q 

I7BO 
MM 
MM 
MM 

389.  It  will  presently  be  seen  that  the  pressure  in  the  jet  is  never 
less  than  '578  of  the  higher  pressure,  and  hence  all  the  velocities 
of  the  above  table,  except  two,  are  misleading,  if  we  think  of  the 
steam  flowing  into  an  atmosphere.     It  may  however  he  that  .v 
nozzles  of  injectors  these  very  great  velocities  do  occur. 

In  calculating  the  flow  of  steam  through  an  orifice,  if  A  is  the 
area  of  the  jet  where  the  stream  lines  are  m<»t  nearly  parallel,  Av  is 
the  volume  flowing  per  second,  and  divided  by  //./•  (neglecting  the 
volume  of  the  water)  it  is  the  weight  in  pounds  per  second,  or  Avjux. 

Of  course,  if  the  flow  is  into  the  atmosphere  or  a  vessel  at  lower 
pressure,  the  kinetic  energy  is  changed  into  heat  after  passing 
through  the  orifice,  and  the  wetness  is  lessened,  or  the  steam 
becomes  dry  or  superheated.  But  the  steam  will  be  wet  near  the 
orifice. 

We  may  put  the  above  result  algebraically.  When  any  fluid, 
water,  or  wet  steam,  or  dry  steam,  or  superheated  steam,  or  air,  or 
any  other  gas  flows  adiabatically  from  a  vessel  at  pressure  p0  where 
its  velocity  is  0  to  a  place  where  its  pressure  is  pl ;  we  find  the  w.  >rk 
which  it  would  do  if  admitted  to  a  cylinder  with  no  clearance,  when 
expanding  adiabatically  to  pv  and  we  know  that  this  work  is  the 

gain  of  it>  kinetic  energy  or  5-.    Thus  for  air  or  any  other 
this  will  be  found  to  give 


(i) 


if  pQ  \*  the  initial  and  pl  the  final  pressure,  if  </-0  i>  the  weight  of 
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unit  volume  at pQ;  7  is   141    for  «ir,  1*3  (doubtful)  for  superheated 
steam. 

It  will  be  found  to  answer  also  very  nearly  lor  dry  or  wet 
steam  if  we  take  as  7  the  value  given  in  the  table,  page,  "M'l. 

leaving  the  boiler  dry,  7  =  1*130 

leaving  boiler  with  25  per  cent,  water  7  =  1*113 

„  „         „     50  per  cent,  water  7  =  T054 

„  „         „     75  per  cent,  water  7  =  0'959 

Thus,  for  example,  taking  dry  saturated  steam  at  130°  C.  flowing 
to  a  place  at  120°  C  this  method  gives  1,074  feet  per  second,  whereas 
the  true  answer  in  the  above  table  is  1,070.  Again,  dry  steam 
flowing  from  200°  C.  to  20°  C.  gets  a  velocity  of  4,400  feet  p<  r 
second,  whereas  the  correct  answer  according  to  the  table  is 
4,390.  [It  will  presently  be  seen  that  both  these  answers  are 
misleading.] 

It  will  be  found  on  trial  that  if  pl  is  very  little  less  than  p0,  the 
above  formula  is  approximately  the  same  as 

•y2  =  -~  (PQ  —  PJ (2) 

WQ 

EXERCISE.  In  a  Thomson  water  turbine  the  velocity  of  the  rim 
of  the  wheel  is  the  velocity  due  to  half  the  total  available  pressure ; 
so  in  an  air  or  steam  turbine  when  there  is  no  great  difference  of 
pressure,  the  velocity  of  the  rim  of  the  wheel  is  the  velocity  due  to 
half  the  pressure  difference.  Thus  if  p0  of  the  supply  is  7,000  Ibs. 
per  square  foot,  and  if  p^  of  the  exhaust  is  6,800  Ibs.  per  square  foot, 
and  if  we  take  w0  =  0'28  Ib.  per  cubic  foot  (as  if  it  were  air,  or 
rather  wet  steam),  then  halving  the  pressure  difference  and  using  the 
above  formula  on  100  Ibs.  per  square  foot,  we  find 

v  =  */%g  x  100  -r-  *28  =151  feet  per  second. 

39O.  It  is  evident  that  as  pl  is  made  less  and  less,  v  the  velocity 
increases  more  and  more,  and  so  does  Q  the  cubic  feet  per  second. 
But  a  large  Q  does  not  necessarily  mean  a  large  quantity  of  fluid. 
It  is  worth  while  taking  as  an  exercise  p0  =  2  atmospheres,  and 
studying  the  result  when  pt  is  made  less  and  less.  Find  v,  using  (1) 
in  each  case,  and  W,  the  weight  in  pounds  flowing  per  second  through 
an  orifice  one  square  foot  in  area.  It  will  be  found  that  W  is  a 
maximum  when  pl  is  somewhat  more  than  1  atmosphere. 

Such  a  numerical  example  suggests  to  us  the  general  question 
what  is  the  maximum  weight  flow  of  a  gas  through  a  throat. 
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I:      irning  t..  <  I  ,  A. :  :J89,  neglecting  frirtion.  if  there  is  an  orifice 
of  area  .1  mar  which  the  flow  is  guided,  so  that  the  streams  of  air  are 

parallel:   Q  the  volume  in  cubic  feet  flowing  per  second  i-  (.'          .1 

the  weight  of  Muff  tlottinx  per  -.-cond  is  W  =  vAwl  or 
ll--n.-e.  using  a  for;>,  />„  \M-  h 

V~A  J  -''\  ,.-..,-.. (."-r1*)  ."'."77  (i) 

*  *y  —  I  \  / 


rOM  in  the  calculus  t,,  find  what  value  of  a  will 
cause  IT  to  be  a  maximum.  Stat.-m. -nt  (2)  which  follows  this 
.•\|,iv»es  the  an-\\.  i-.  It  ivally  comes  t<»  thi*.  that  there  is  maximum 
flow  when  (>{  is  Mum-what  ^n-at.-r  than  half pv 

391.  If  tli.-r--  i-  n<>  l..s>  or  gain  of  «-ii.-rx\  l.y  fn.-tion.  A:,-.,  th«> 
above  rules  for  tlu-  v.-l.M-ity  are  absolutely  true.  But  mistakes  may 
tten  made  in  reganl  to  th«-  value  of  the  pressure  pr 

Wh.ii  a  jit  of  'wat«  T  is  visible  j»axsing  through  the  atmosphm-. 
all  round  it  there  is  atmospheric  pressure,  but  what  is  th<-  pressure 
insid,.  '  \V»-  guess  at  this.  If  the  stream  lines  are  evidently  nearly 
jKiralk-l  at  a  place,  it  is  probable  that  there  is  the  same  pressure 
from  inside  to  outside.  Correct  guessing  is  easy  in  the  case  of 
\i-il.l-'  wat*r.  But  in  the  case  of  gases  the  guessing  may  not  be 
easy:  and.  indeed,  it  was  found  l>y  Napier's  experiments  on  steam 
and  sul>se.|uent  ones  on  air,  that  when  y,,  is  greater  than  twice />,, 
the  shape  of  the  jet  and  the  shape*,  of  tlie  stream  h:  :  the 

oritiee  are  so  utterly  different  from  those  of  \\  base 

our  notions  on  the  behaviour  of  water  jets  which  we  have  seen),  that 
we  rely  ujH.n  experiment  only,  there  being  no  theory  to  guide  us. 
Whereas  when  /-,,  i>  less  than  twice  y,,  the  theory  is  found  to  be  as 
correct  as  with  the  flow  of  water.  In  fact,  it  is  found  that  the 
pressure  in  the  jet  p^  never  gets  to  be  less  than  the  pn«.>ure 
corresponding  to  maximum  How,  however  low  may  IK-  the  pressure 
in  the  vessel  into  which  the  jet  issues. 

K\I:I:«-IM:.   l'ro\e  the  fol ),. wing  statements  : — 

1.  Whenp0  is  less  than  |  of  the  external  \  we  may  take 

as  roughly  convct  the  flow  of  steam  in  pounds  ] NT  second  through 

the   al.  .1    J    -.Jllare    feet    to    DC 


v"4^"1' 


tin   pressures  \»  -m^  in  ll>.  |n-r  stjuare  foot,  and  that   this  is  right  if  A 
is  in  .sijiunx-  inches  and  the  pressures  art  in  Ib.  per  stjuari-  inch. 

it   B 
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2.  For  W  in  Art.  :>!>0  to  In-  a  maximum.  w<-  must  have 

y  _y  _ 

Ay  +    1  \     1   -  y  /          O        \    y  -  1. 

«  =  (.,)    .<"•/'  =  />.,(-+,) 

3.  In  the  case  of  air,  7  =  1'41,  so  that  if  there  is  maximum 

=  '527  p0. 

4.  In  the  case  of  superheated  steam,  7  =1'3,  possibly,  so  iliat  if 
there  is  maximum  flow  ^  =  '540  p0. 

5.  In  the  case  of  dry  saturated  steam,  7  =  TISO,  so  that  if 
there  is  maximum  flow  pl  =  '5T8p0. 

6.  In  the  case  of  steam  leaving  the  boiler  with  25  per  cent,  of 
water  7  =  I'll  3,  approximately,  so  that  if  there  is  maximum  fl<>\\ 
Pi  =  -582JV 

7.  If  dry   steam    flows   adiabatically  from    a   boiler   where   the 
pressure  is  p0  Ib.  per  square  foot  to   a  place    where   the   pressun 
is  pl  =  0'578  p0,   show  that   its   weight,   w   Ib.   per   cubic   foot,  is 
^  =  1'762  x  10-  V939- 

To  do  this  we  may  take  JV^o~113  =.?Vd7i 

Also^yv1  °65  =  479  x  144.     (See  (9)  Art.  180.) 

EXERCISE.  Calculate  the  values  of  wl  for  various  values  of  p0 

given  in  the  following  table.     It  is  evident  from  this  that  in  rough 

calculations  we  may  take  it  that  u\  =  10~5  j?0. 

8.  Show  that  the  limiting  velocity  of  a  gas  in  (1)  Art.  389  if  the 
condition  of  maximum  weight  flow  holds  is 


~113' 


2g 

=  \~ 

>  ^n 


if  p0  is  in  Ib.  per  square  foot,  w0  being  in  Ib.  per  cubic  foot. 
In  the  case  of  dry  steam,  taking  7  =  1*13,  this  becomes 


v   = 


EXERCISE.  Find  the  limiting  velocity  vl  with  which  steam  will 
rush  into  an  atmosphere  at  a  pressure  less  than  '57  of  its  initial 
pressure,  if  the  initial  pressure  is  as  given  in  the  table. 


PoH-144 

/-..- 

limiting 

M- 

Value  "f   ,i 

if    ,r,   —  ,,,,,,. 

Values  of  „.  in 

II"  =  m/<,,.4. 

300 

13200 

1512 

9185  x  10-5 

•0140 

200 

28800 

1496 

•9414  x  10~5 

•014-J 

100 

14400 

1464 

•9822  x  10~5 

•0145 

50 

7200 

143-2 

1  -024   x  10~5               -0148 

30 

4320 

1410 

1-057    xlO-5               '0150 
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We  see,  then,  that  tin-  limiting  \«-|.,riti.  -s  do  nut  greatly  differ 
t'ruii  i  one  another,  although  in  every  case  the  ettiir  intu  the 

atni"-p!i.  T.  <>r  a  r,,nden>,  i  Tii,-  -''ident  ought  88  an  exercise  to 
prove  that  this  i>  tin-  velocity  of  sound  in  the  gas  in  the  state  in 
which  it  exists  in  tin-  thi 

\A'1'I><1,  October,  1901.-  In  Osborne  R.-yiiolds's  t',.ll.  tn, 

\ol.  ii.,  page  311,  I  find  tin-  explanation  of  the  Xapier  and  other 
results.  Imagine  ih  ;:K)  to  refer,  nut  t,.  the  who],-  >ystem. 

but  to  «!  11  in!..'  of  cross  section  A  at  the  place  where  j> 

(substituted  for  i>}  in  tin-  formula)  is  the  .  W  is  constant 

ever}'  where.  Id  m-.  <  1  ^  ,  n.il>le>  us  to  calculate  A  if  we  kiiuw  p. 
It  will  be  found  that  taking  le»  and  le-^  \alu.  - 


(-)     \    ^ 
P~',  ra-sily   found    by   making 
y  +  I/ 

*?  =  0.] 
* 

In  pnictical  calculations  I  often    take  it  that  the  limiting  velocity 

is  al\\a\s  1450  f  •  •  1,  if  ]>0  has  any  value  1><  tween  150  and 

60  Ib.  per  square  inch. 

RXKBdSE    l-'ind  the   limiting  weight   11    11  in    j.«-r  - 

which    will   flow   through   an  area  A   square   feet,    using  the  above 
values  of  vv  and  //-,. 

Ansicer.      }\'  =    »H'.»4  r(f-"»  A. 

ExERClsK    It    \\>    assume   that    11'=  //';•„.  I,    what   is  in    for  the 
values  of  y(,  in  the  table  f     The  answers  are  given 

We  see   that  we   may  in    rough   calculations  take  the   following 
rule:— 

9.  The  grea1  lit    of  -team   in   jMHinds   per  second  Mowing 

through  a  throat  of  area  A  square  feet  roughly, 


Thi>  i-  the  r.-ult  arrived  at  experimentally  1>\  Mr.  Napier.  This 
formula  max  \»-  us.  d  it  /',,  is  in  |l>.  jM'r  square  inch  and  A  is  in 
s-juare  in.  -he-. 

302.  Theory  of  the   Injector-  Dry  saturated  steam  II',  Ib. 
econd   from    the    boiler,  at    pressure  y,,  and   tempemti.  • 
be>  /•'.  V\-^.  o  '-'.'{.  adiabatically.  where    it    i-    at    ;',  and   $l    (' 
it  condenses,  meeting  U'.,  Ib.  of  water  at  #._."  (  '.  and  pressure  ]>,.  which 

titeo  from   t!  nik  by  the  pi|.      I       The  cornbin*   : 

at  0,°C.  passes  into  the  feed  pipe  at  E  and  through  the  valve  G  to 
the  boiler  by  // 

i:    i 
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1.  Assume  no  steam  to  escape  condensation  and  no  water  to  slip 
between  D  and  E.  Also  that  the  whole  of  the  heat  of  a  pound  of 
steam  leaving  the  boiler  is  in  the  mixture  at  D  and  E;  that  is, 


FIG.  323. 


neglect  the  fact  that  a  small  fraction  of  the  heat  has  been  converted 
into  kinetic  energy.     Then  if  HQ  is  Regnault's  total  heat, 

W,(HQ  -  0,}  =  w2(03  -  e,}. 

2.  As  the  pressure  in  the  overflow  /is  atmospheric,  assume  that 
it  is  so  at  E,  so  that  if  p0  is  the  boiler  pressure  in  pounds  per  square 
inch,  the  velocity  at  E  must  be 


feet  per  second  neglecting  friction.     The  area  A  at  E  is 


_  -016  (  W,  +  W^ 
V  * 

taking  '016  as  the  volume  of  1  Ib.  of  water. 

3.  I  shall  not  attempt  to  give  a  theory  of  what  happens  when 
the  streams  of  condensing  steam  and  water  meet,  but  we  may  take 
Fig.  324  as  showing  what  may  possibly  occur  at  ABCD  and  EF  of 
our  old  Fig.  320.  Through  the  area  at  square  feet  there  is  a  flow 
of  W^  Ib.  of  wet  steam  per  second  at  the  pressure  pl  and  velocity  vr 
Through  the  outer  area  «9  we  have  Wz  Ib.  of  water  per  second  at 
the  velocity  vz,  which  has  come  from  a  tank  whose  atmospheric 
still  water  level  is  hz  feet  above  the  jets.  Through  the  area  a  = 
«i  +  tf*  <>r  EF  we  have  Wl  +  W2  Ib.  of  water  flowing  per  second 


\  \  \  i  v 
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IP'    ,,,    Ulth    Vrl.M'ifX     /'.     each    |,ol||ld 
ell.    ' 

-4 

If    there    wen-    no    friction    except    \\hat    i-    necessary  for  the 
mingling,  the    total    energy   rr.juii.d   it    th.  niter  ft 

boiler  at  pressure  P  is  P/w. 

Tntil  Napier's  experimrnt.s 
on   the    How    of  steam    from  a 
Ixiiler  at  jiit  into  a  place  of  low 
pressure,   no  one  dreamt  that 
the    velocity    was    that    0 
-pondiiiij  to    thr    notion    that 
th.re  is  a  pressure  0*58  j 
0'6p0  iu  the  throat.      It  would 
now    1...   very    absurd     for    us  PIO.  tu. 

with  our  exceedingly  small 

knowledge  to  build  a  theory  of  the  injector  on  the  -upjH.-ition 
that/>j  is  0'6p0,  and  that  r,  is  alwa\s  ab..ut  1.4."o  feel  |"  r  - '-..nd. 
and  to  MX,,  thr  formula  of  Art.  :{s2.  Should  any  one  can-  to  do 
it,  and  if  as  bef«.'  /  i-  taken  to  be  //.,  -|-  2.")  whni  the  nozzles 

are  properly  adjusted  :  if  Jl',  is  taken  to  be  'l'"^  and  if  JC.  II' t  is 
railed  //.  we  arrive  at  the  e.juations 

I +*)(-+  (2). 


Given  ?/ and  pQ  we  can  find  <•  from  it   on  (2)  to  fin-: 

and  calculate 


the   |  in   the  vessel   into  which    thr  oonihinrd  j.-t    may  be 

forced. 

But  if  the  student  u>«-s  thi>  meth.-l  he  will  find  that  although 
wh.-n  y0  =  45  x  144  and  y  =  !'.  /'  i-  MihVi.-ntly  ^p-atrr  than  pg  to 
show  that  thr  injrrt-.r  would  work  ;  ifhr  tries  much  higher  values  of 
P0  and  »/,  the  injector  will  n»t  work.  In  fact  his  results  do  not  agree 
with  md  thrrrf.-rr  hi.-  theory  is  worthless.  It  is  quite 
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possible  indeed  that  v}  reaches  values  very  greatly  exceeding    the 
values  found  by  Napier  under  such  very  different  circumstances. 

It  may  be  worth  while  here  to  say  that  all  the  best  writers  use 
Napier's  vl  in  the  formula — 


to  calculate  V  the  velocity  with  which  the  combined  steam  passes  the 
space  where  it  is  at  atmospheric  pressure.  When  h.2  is  0  this  is— 

K=     *i 
1  +  9 

as  if  we  had  two  solid  bodies  of  masses  1  and  y  colliding  in  a  vacuum 
with  velocities  vl  and  0,  V  being  their  common  velocity  after  impact. 
The  formula  is  said  to  agree  in  a  few  cases  with  the  actual  experi- 
mental results,  but  to  greatly  disagree  in  most  cases.  One  thing  I 
know,  it  is  always  arrived  at  by  what  is  called  "  a  theory  of  the  Injector," 
which  is  one  of  those  pretences  sometimes  to  be  found  in  books  on 
applied  science  where  weak  mathematics  hides  the  want  of  reason. 

I  hardly  know  if  it  is  worth  while  here  to  say  that  if  in  my  theory 
we  assume  pl  and  p2  to  be  equal,  and  both  equal  to  that  due  to  the 
head  h.2  and  neglect  the  small  term  h.2g/vl  and  assume  that  ax  is 
much  less  than  what  it  really  is ;  in  fact  that  ivl  =  w,  we  get  the 
commonly  received  formula.  But  I  see  no  scientific  reason  for  such 
assumptions. 

393.  I  have  never  made  accurate  experiments  with  an  injector. 
I  copy  from  Mr.  Peabody's  excellent  "  Thermodynamics  of  the  Steam 
Engine,"  the  following  results  of  experiments  on  a  Sellers 
injector  whose  combining  tube  or  water  orifice  is  6  mm.  in  diameter 
where  smallest. 

For  each  pressure  of  steam  noted  in  column  1,  the  water  was 
delivered  by  the  injector  into  the  boiler  under  approximately  the 
same  pressure.  The  delivery  was  measured  by  observing  the  indica- 
tions of  a  water-meter. 

The  pressures  in  column  8  were  obtained  by  throttling  the  steam 
supplied  to  the  injector,  and  observing  the  pressure  at  which  it  ceased 
to  work,  each  experiment  being  repeated  several  times  with  precisely 
the  same  results. 

The  temperatures  in  column  9  were  obtained  by  gradually  heating 
the  water  supplied  to  the  injector,  and  noting  the  temperature  at 
which  it  ceased  to  operate,  each  temperature  recorded  being  checked 
by  several  repetitions  of  the  experiment. 


XXXIV 


I    i-i.rii. 

KM-M.I 


.  '• 

ii 


. 


a 

..- 


! 


- 

-      - 


Ill 

0-846 

|  1  H  1 

•_«,. 

s-j  » 

"  :»:; 

00 

108 

30 

n  i 

4.. 

100-1 

oo-o 

66 

l-.ii 

ill  7 

0-807 

•'i 

00 

in;:, 

mi 

•J7 

7" 

!•_•»  s 

03-0 

0-810 

117 

:<u 

BQ 

138-0 

H7  1 

ii  .Mi:( 

66 

:u 

!H. 

141  :< 

"  i  '.i-_' 

H7 

:n; 

UNI 

117  •_' 

•  il  7 

i'ii, 

M 

llu 

117  1 

117 

44 

180 

180-0 

73-0 

II  4)>4i 

67 

IN 

130 

101  -a 

71  •_• 

M    II.M 

66 

00 

140 

100-0 

76  '.' 

ii  47i> 

rr, 

.->.'! 

160 

17"7 

"'  411 

llii 

67 

T.-ikin-?   tli«'    case    in   \\liich  ;>0  = 
f?s  =  157°  F..  B*  =  0«°  F.,  7/n  =  1  I 


j-  t 


1  :t-J 
IM 

i:<7 


IM 

l.r, 
I -.'I 


in..  ff>t         ,.,,    | 


M 

H 

l<>) 

116 

16 

183 

*^*J 

186 

27 

m 

ii-j 

i» 

i  n 

M 

1  is 

68 

I.V.I 

i»;-j 

„:: 

iii-j 

66 

106 

7.-, 

IM; 

61 

107 

18 

9i 

X     144    X    L>  7«i    = 

1430 

r  =  ,  ,  =  llo  »«  •  t  i,,-r  second. 

1  4-  «I4 

If  /'  11».  }KT  ><j.  in.  is  tlx-  '/""//  'i«-li\i-rv 

II")  •   12  *'J'  ..r  /'       !>•_' 

that  i>.  tin-  jm-ssiirr  <.f  tin-  delivered  water  is  only  <Hi2  i>t'  the  l)«»ii,-r 

Mm    in   sjiitr    of   our    a>suinjition    of   no    frirtion.       ll.n<<     the 

n>u;i!l\  a.  ••  ••  -|tt«  .1  formula  has  not   only  no  seii-ntiHr  lni>is  hut   it  has 

DOt  erm  (he  virtue  ol  ^r  \\itli  •  \|.crinirntal  n-sults.      I   think 
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that  there  can  be  no  theory  of  the  injector  until  some  scientific  man 
makes  a  complete  experimental  investigation  of  the  subject. 

394.  EXERCISE.     Taking  the  above  case,  that  each  pound  of 
steam  at  366°  F.  generated  from  feed  water  at  157°  F.  causes  1T4  Ib. 
of  water  to  enter  the  boiler.     Compare  the  performance  with  the 
mechanical   energy   produced   by   a   perfect   non-condensing   steam 
engine. 

11-4 
The  work  done  per  pound  of  steam  is  --  ?    x  150  x  144  or  3972 

foot  pounds.  A  perfect  non-condensing  steam  engine  using  steam  at 
366°  F.  would  do  (see  Art.  214)  250,800  foot  pounds  per  pound  of 
steam.  Of  course  it  is  to  be  remembered  that  the  waste  heat  is 
utilized  in  heating  the  feed  water. 

395.  This  is  not  the  place  for  other  speculations  such  as  I 
have  made  on  injectors.     It  may,  however,  be  worth  while  to  mention 
that  I  anticipate  greatly  increased  efficiency  in  the  driving  of  water 
by  steam  jets  by  making  the  steam  nozzle  telescopic  so  that  more  and 
more  steam  enters  as  the  water  quickens  in  speed  ;  not  all  entering 
at  one  place. 

Fig.  138«  shows  one  ordinary  form  of  the  single  acting  injector. 
To  start  it  we  open  the  steam  valve  a  little,  then  the  water  supply 
valve,  and  as  soon  as  water  appears  at  the  overflow  we  open  the 
steam  valve  more  and  more  until  the  overflow  ceases.  As  air  is 
drawn  in  to  some  extent  and  may  be  objectionable  in  condensing 
engines  there  is  sometimes  a  non-return  valve  attached  to  the 
overflow,  a  weak  spring  pressing  with  a  little  more  force  than  the 
weight  of  the  valve. 

Injectors  ought  to  be  tested  for  pressures  of  delivery  10  to  15  Ib. 
above  the  boiler  pressure,  to  allow  for  friction  and  the  lifting  of  the 
valve.  The  lift  to  the  boiler  is  seldom  more  than  20  feet.  With  a 
high  lift  there  is  sometimes  difficulty  on  account  of  the  non-condensa- 
tion of  the  supply  steam.  The  feed  tank  temperature  ought  to  be 
as  low  as  possible,  else  there  may  riot  be  complete  condensation  of 
the  steam.  An  injector  whose  nozzles  are  properly  adjusted  for  a 
certain  boiler  pressure  needs  re-adjustment  for  other  pressures,  and 
there  are  self-adjusting  injectors  in  the  market.  In  double 
action  injectors  the  water  is  first  admitted  to  an  intermediate  space, 
and  by  means  of  a  fresh  jet  of  steam  is  injected  into  the  boiler. 

It  will  be  seen  by  the  above  table  that  injectors  will  supply  water 
at  a  greater  pressure  than  that  of  the  supply  stream.  Hence  a  jet 
of  the  exhaust  steam  from  a  non-condensing  engine  is  sometimes 
used  for  feeding  the  boiler. 
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'I'll'-  iiijt-rtor  i>  "ft.  n   ii  in ftiri,  nt    pump,  •  .-.juriallv 

in  i-li.-mical  works.      Wli.-n  tin-   lift    i>  small  ;i>  in      Ejector*  '  ami 
•  •-p.-'-ially  when  tin-   wat.-r    « -nt.-rx    thnui^h    t«-I.-s«-.,j(i,-   ojH.-ning8   so 
that  the  water  first  set  in  motion  by  the  steam  is  greatly  add* ••• 
later,   it   is    said    that     tli.  n     is    a    greatly    increased    effici- 
Ejectors  are  often  arranged  so  that  they  act  as  a  sort  of 
of  condensi-r  ami  air-|.iiiii|.. 


CHAPTER   XXXV. 

CYLINDER    CONDENSATION 

396.  IN  this  chapter  I  consider  the  growth  of  water  in  the  cylin- 
der, using  the  answers  to  some  mathematical  problems  in  speculation. 
In  our  study  we  are  u]>t  to  assume  that  the  pressure  of  steam  as  given 
by  the  indicator  tells  us  the  temperature  of  steam  and  water 
everywhere  in  the  cylinder.  Indeed,  this  is  the  basis  of  our  applica- 
tion of  the  0<f>  diagram  to  practical  problems  ;  an  experienced  man 
knows  that  the  static  laws  are  to  be  applied  with  caution  and  merely 
with  the  object  of  obtaining  suggestions ;  the  young  student  believes 
in  the  absolute  truth  of  such  a  8<f>  diagram  as  my  students  draw 
for  the  whole  of  an  indicator  diagram. 

I  have  already  referred  to  the  misleading  notion  conveyed  by 
diagrams  of  cushioning.  In  further  reference  to  this  matter  I  will 
refer  to  Mr.  Callendar's  thermometer,  which  was  fixed  in  a  hole 
in  the  cylinder  cover.  The  results  are  shown  in  Fig.  325.  The 
temperatures  corresponding  to  the  pressure  on  the  indicator  diagram 
are  shown  in  the  full  line  curve  ;  the  temperatures  given  by  the 
platinum  thermometer  are  shown  on  the  dotted  curve,  the  tempera- 
ture scale  (Fahr.)  being  the  same  for  both.  The  superheating 
shown  at  the  end  of  the  compression  is  very  noticeable.  During 
admission  the  temperature  rapidly  falls.  Shortly  after  cut  off  the 
temperature  is  2°  or  3°  Fahr.  below  that  of  the  indicator  diagram. 

I  hold  that  the  thermometer  in  the  end  of  the  cylinder  in  Mr. 
Callendar's  experiments  measured  something  which  was  very  different 
from  the  temperature  anywhere  else.  No  exact  description  has  been 
given  of  the  hole  inside  which  the  temperature  was  measured,  but  I 
take  it  that  it  was  a  hole  which  might  be  dry  when  other  parts  of 
the  cylinder  were  wet,  and  that  there  probably  was  actual  mechanical 
drainage  from  that  hole  of  condensed  water.  Now  all  condensed 
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water  draining  away  cam.   int..  tin-  h«»le  as  dry  steam,  and  its  la 
heat  is  left  I* -hind,  heating  the  steam  about  the  thermometer  and 

keeping  it   drier   than   other    .strain   in   the  cylinder      !!•    obtained 
higher  temperatures   tin-re    than    th<-   t.  IMJH  rat un-  »\   tin-  in«,  uiing 
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4*         SO         ft*         O  •  I01*COMMM««4«SO 

TIME  IN  SIXTIETHS  OTA  REVOLUTION  FROM  BACK  KND  Of   STROKE 

PLATIHC*  THXBxoxrrzB  IN  STEAM  IN  J-INCH  HOLE  nr  Corn, 

steam,  but  this  was  simply  due  to  the  dry  steam  in  the  hole  being 
compressed  in  the  hole.  Suppose  dry  steam  in  a  dry  hole  with  a 
tube-like  entrance,  the  fresh  steam  compresses  it  like  a  piston. 

KXKRCISB.— A  i>oun«l  of  ilry  saturated  Hteam  at  100"  C.  is  compressed  adia- 
batk-ally  to  the  pressure  102  Ib.  per  «j.  in<-h  by  a  froth  charge  of  saturated  steam 
(or  a  piston).  What  is  its  temperature  ?  The  temperature  of  the  saturated 
•team  which  is  in  contact  with  it  is  165°  C. 

This  is  very  easily  worked  out  on  the  6$  diagram.  It  Fig.  231  shows  instate 
before  compression  at  100°  C.  D  at  165°  C.  is  the  end  of  the  superheated  steam 
curve  1>H  <>f  IT_»  IK  preiuiure,  ami  UK  is  tin-  line  of  n<lial>atic  compression  I 
tin.l  on  the  diagram  that  K  means  328*  C.  I  take  here  as  roughly  correct  that 
the  specific  heat  of  superheated  steam  is  n  »7  • 

Algebraically  :  -The  entropy  of  a  pound  of  steam  at  R  is  1  -744  ranks.  Tin- 
is  also  to  U-  the  entropy  at  A' of  a  |»>tin<l  of  superheated  steam  at  102  Ib.  per 
sq.  inch.  Now  the  entropy  of  a  poun<1  of  superheated  steam  at  any  temperature 

and  pressure  is  given  in  f-M  Art    -Jill  as  1 '5»4  (the  entropy  at  />)  +  0*475 log^ 

where  /,  is  the  absolute  temperature  at  D,  and  (  in  the  absolute  temperature 
at  E.     That  is, 

1-744  =  1-594  +  0-475  (log./  -  log. 438-7) 

log./  =  2-7785,  so  that  t  =  002, 

The  temperature  at  K  is,  then,  328*  C. 

Now,  in  the  actual  experiment,  the  superheating  only  reach* 
followed  by  a  sharp  fall. 
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M\  fi^iiiv.  :528°  C.,  could  only  be  n-aHu'd  in  a  noii-<-Mii<luctin# 
hole  and  on  tin-  a-snmp)  ion  of  a  very  loii^  narrow  cut  raiirr.  Tin- 
paper  says  that  it  was  a  hole  merely,  and  in  all  probability  the 
thermometer  was  not  far  away  from  the  fresh  steam  ;  as  soon  as  the 
fresh  steam  had  a  little  time  to  mix  with  the  superheated  steam 
there  would  be  just  such  a  fall  of  temperature  as  was  noted.  Some 
of  Mr.  Callendar's  ingenious  reasoning  concerning  dynamic  effects 
as  being  different  from  static  effects,  with  nearly  all  of  which, 
however,  I  quite  agree,  are  really  based  upon  the  temperature 
changes  in  a  little  well-drained  pocket  of  steam  and  not  the 
average  steam  in  the  cylinder,  which  is  really  that  corresponding 
to  the  pressure. 

I  have  referred  to  this  matter  at  some  length  because  I  believe 
there  is  always  water  and  the  saturation  temperature  at  all  times 
of  the  stroke,  even  in  the  driest  cylinders,  unless  a  large  amount 
of  superheating  is  employed. 

If  the  cylinder  were  for  an  instant  quite  dry,  I  do  not  believe 
that  condensation  would  readily  begin  in  the  same  stroke.  It  is  to 
be  remembered  also  that  it  is  the  existence  of  water  round  the  piston 
and  valves  that  enables  leakage  to  be  50  times  as  great  as  if  there 
was  no  water. 

I  have  had  the  opportunity  of  watching  smoke  drawn  into  a  glass 
cylinder  with  air  after  a  piston  for  the  purpose  of  noting  whether  or 
no  the  smoke  and  air  kept  separate.  Any  one  who  has*  seen,  as  I 
have  seen,  the  immediate  mixing  that  goes  on  in  spite  of  all  sorts  of 
attempts  to  keep  the  stuffs  separate,  must  know  that  it  can  only  be 
in  well-drained  holes  that  any  superheating  can  possibly  take  place. 
Mr.  Callendar's  other  thermometer  in  the  body  of  the  steam  showed 
a  temperature  corresponding  to  the  pressure. 

But  although  I  think  the  temperature  of  the  steam  to  be  nearly 
the  same  everywhere,  I  do  not  think  it  possible  that  the  water 
temperature  is  the  same  throughout.  In  much  that  follows  I  shall 
assume.it  to  be  the  same  throughout. 

397.  In  the  rough  generalisation  of  Arts.  227-233  we  have 
assumed  that  the  resistance  to  the  passage  of  heat  between  steam 
and  metal  skin  is  constant,  and  we  have  neglected  the  effect  on  e 
of  ws  the  water  present  before  admission.  It  is  my  belief  that 
neither  of  these  assumptions  is  sound.  A  more  careful  study 
of  the  whole  question  seems  to  me  necessary  ;  a  study  of  the 
growth  and  diminution  of  ws  per  cycle.  It  must  not  be  imagined 
that  I  am  looking  merely  for  a  simple  formula.  Indeed,  it  is  quite 
obvious  that  there  is  no  simple  formula  possible  to  express  what 
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goes   "ii    in    tin-   i-vliml.T   of   a  steam    ei  \\  •     ha\<-    al, 

about   what    oeotu  hen  we   express   these   notions 

quantitatively    that    th.-ir   value  can    be  judged  of.     It    i>  of  n>, 

itiij>"i-taii<-,-     that    u,-    shall    jn-ihaps    ^.-t     n..    -iinj.l.-     l»niiula.       Our 

main   l.u-in.-w  ia  to  try  to  reason  clearly  about   what  occurs,  with 
a  niiiiiiiiuiii  <.f  va^M.-in-ss  an<l  ••  baggennaggw." 

Thr  following  i»rolilriiis  an-  u.-rk.  -<1  «.iit  .-\actly  »n  ivrtain  u»mu|»- 
ti'.n-       1-V  -MI    tli.-  an-      :      1    shall  «-M.|.M\  ..ur  t-.    make  reason 
>j)''ciilati..ii-  a>  to  what   :,'•»•>  on  ill  tin- 


398.  I'l-oiirm  I.  A  per:  nlucting  vessel  contain*  IT  Hi.  of  water, 
also  dry  saturated  ateam  •>'  >><•    *9m«  ttmfwatui  i  9.     Let  thu  teinperatura  be 

HUpjKMH-.l  t<>  alter,  tin-  -t.  in, 

for  tin-  li-.it  in-  aiul  <-<Mi|um  of  tin   «  iii-i  ,  I,  ut  to  i  .-m.  mi  ih  \  -viturated  •team.      If 

/  is   the  laU-nt   lu-al  <«f  stoain  at    ',  9  ;  if  •  become*  »  +  M,  • 

t-  In-  liy  tin-  «  on.  lciis.it  ion  of  8"-  of  -tram.      M.  n,  ,  .  >>«  or 

"•      '/f  /.  and  aa  /  is  a  fun.  ti..n  of  e,  ,>   \*  a  fuintion  of  9.     Hence,  at  the 

!•  .  as  0  n-tiirns  t<»  its  ..LI  value,  ir  retunis  t<>  its  »l<)  value. 
Taking  /  aa  606*5  -  0*605  •  we  see  that  «V'  remains  constant  throughout,  a 

399.  /'/"'•/•/>(  //    A  LI-  i  it   vessel  of  constant   volum*-  ami  internal  area  is 
tilled  with  saturated  steam  at  the  temperature  0*C.  uinl  tin-  tem|M-ruture  follow* 
a  periodic  law.      There  in  <  •  ll>.   \»  \    unit  area  of  the  metal  surface 
present  at  the  time  '.     I  assume  that  steam  is  condensed  or  water  evaporated 
merely  for  the  purpose  of  keeping  the  water  at   the  t«»mperatui'  --am. 

I  tin-  t.  n,|..-i.it  in,-  of  the  metal  at  a  depth  x  from  the  surface,  and  the  metal  in 
supposed  to  be  so  tin.  k  that  time  variations  in  temperature  do  not  occur  at  iU 
outer  parts.  The  metal's  tln<  -kness  i-  '..  and  tin-  outer  surface  is  kept.  l>\  means 
of  a  steam  jacket,  at  the  temperature  r1  aUive  the  average  temperature  of  the 
ateam.  We  have  ill  the  metal,  us  l>efoie.  in  Art.  'A'T. 

(I) 

At   the   ~m!  i'  ••.    Itetween  Water  and    nu-tal.  if  •    is  tli- 
surface  temperature  of  the  metal, 

*--*£ 

Also  the  condensation  of  water  occur*  a  •  th>-  law 

(%-•».*•£-  -5 

/  U-in>-  t  lie  latent  heat  of  steam  at  the  ••  •   t».      It  will  U-  noticed  that   I 

amume  an  instantaneoos  estal>li~  Miilil>rium  of  temperature  between 

ateam  :   I  «:-li  I  •";!•!   \\<>ik   t»  a  more  complex  cunditton,  )>ut  this 

will  Ktiffirc  for  my  pres.-nt  ohject. 

9  and  r,  are  IMTKH!).  fun.  -lions  of  the  time.  I  have  often,  with  my 
stu.i  •  •  'k>.|  out  tii.  i,  !..).].  -in  on  ihe  aiMumption  of  the  moat  general  shape 
of  {icriodic  fum-tioii,  l.ut  ii  will  In  found  i{iiitc  nutficicnt  to  take  the  simplest, 
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as  in  Art.  '227.     Let  the  skin  temperature  of  the  metal  be 

+  00  +  kvl/(eb  +  k)  .......      (4) 


(5) 


We  know  that 

vl 
v  =  tic  ~  •'sin  (fjt  -  ax)  +  00  +  a  (k  +  ex) 

and 


6  =  a(  —  +  I  Jsin  qt  +  a—  cosqt  +  00 


where  if  q  =  2*u,  a  = 

(3)  is 

dw      iv  dO  _  (0  -  v0)e 

~dt  ~  1  ~dt  ~         I 
Now 

i  <io          r    <ie  -de 


say,  and  hence  we  see  that  the  solution  of  (3)  is 

(6) 


where  c  is  an  arbitrary  constant. 

I  am  sorry  to  say  that  I  can  perform  this  integration  only  approximately. 
I  am  aware,  from  my  experience  in  electrical  work,  how  dangerous  approximate 
calculations  are  likely  to  be  in  dealing  with  periodic  functions,  but  I  feel  satisfied 
that  my  solution  is  sufficiently  correct  for  my  present  purpose.  Once  I  remem- 
ber laboriously  working  out  a  second  approximation,  and  the  correction  did  not 
affect  the  conclusions  which  this  first  approximation  leads  to.  The  latent  heat  I 
being  ^0  -  -695(0  -  00)  where  /„  is  the  latent  heat  corresponding  to  00°  C.,  my 
approximation  consists  in  taking 


_         _ 

I  only  want  to  know  those  terms  in  w  which  arc  not  periodic  ;  terms 
which  increase  or  diminish  steadily  with  the  time. 

On  writing  out  (6)  there  are  many  terms,  each  of  which  is  easily  integrated, 
and  the  answer  is 


w  =  Periodic  terms  +  el~'l0'-1     |  Periodic  terms  - 
vl          -305  a-k  'a2 


(7) 


The  answer  is,  as  I  have  said,  approximate.  In  calculating  its  value 
numerically,  to  get  ideas  of  its  meaning,  we  may  take  f0  instead  of  I. 

I  find,  using  A  for  the  amplitude  of  0  or  i  (0,  -  63)  and  dividing  the  non- 
periodic  terms  by  ?i,  that  the  diminution  of  w  per  cycle  is 


1  f 


+  e/2ka)\     .    .      (8) 


The  steam  jacket  effect  was,  of  course,  obvious,  and  we  need  not  have 
carried  it  through  all  the  work  as  we  have  done.  The  other  term  was  not  by 
any  means  so  obvious.  We  see  that  if  e  is  0,  so  that  it  is  as  if  the  metal  of  the 
cylinder  were  non-conducting,  there  is  no  loss  of  w  per  cycle,  as  we  found  in 
Art.  398. 
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If,  as  we  may  premune  that  it  often  is,  e  is  «mall.  ami  we  neglect  the  uteatn- 
jacket  effect,  we  tin. I  the  IIM*  of  „•  per  cycle  to  be  proportioiuil  to  A*e/*  or  to 

44  -  «,)•/••   .  (9) 

If  e  IK  large  enough  to  make  the  ani|>lii  •  arly  the  Hune  as  that  of 

tin-  -i. Mm,  the  ICHIM.-II i rig  <>!  l>roportional  to 

(«,         <•          s 

A  very  striking  result,  -how  ing  that  the  metal  act*  in  an  altogether  different 

manner  from  thai  in  whirh  a  quantity  <>f  wain   u»ul.|    i 

1  »ill  here  in. lull.''   in  i  liltli-  -peculation,  ami  nay  that,  junt  a»  in 
the  .lepui  turc  from  the   -in.-    function    fi>rm   of   t.  mjn-ralurc  change  will  be  to 

•*) 

canae tu  to tue as  the  coefficient  of  (#,  -  fLpneithi  i         .,..:      I 

s  N  ii  +  at 

1  to  the  cnn--i\  it\   when   -m.ill,  lint    approaches  a  oon»tanl  value 
when  tlu-  t-rnrssivity  i«  great,  and  where  ;/  and  A  ami  <•  arc  con- 

4OO.  1  -hull  now  try  to  .ippi ..\imate  in  .1  f.-w  proMi-ms  wln<  li  may  lie  worked 
out  n  illy  to  the  departure  in  the  actual  condition  of  tlun^t  fmrn  the 

above  atuiuni)  .1.1. -in-  I.  ami  II.     There  can  be  nodouU  th.it  l'i..l.l.  m  II. 

givea  UN  pretty  «-lear  notions  of  the  effei  t  of  tli«-  . -omlm -tivity  of  the  metal. 
only    troulilf   in   this  connection    ln-ing  our  want  of    knowledge  of  t.     In   what 
follows  I  shall  awumc  a  non- conducting   cylinder. 

/'/•r,/./,  nt  III.    .I'liniiiion  —  Kj-ji>iit*i»n      //•/••!«.       KoB^flOBChlCting  cylinder 

itutatc.l   -tiMin   >ii|iplic.l.      My   i.-.i-..iini_'  \\ill   )..-    in.it lu-in  it ically  correct 
on  certain  assumptioxs  which  ou^lit  to  -.1.1  shall  always  neglect  the 

volume  of  the  \\.itcr,  and  asuumc  it-  -JM-.  iti.    heat  i  nit. 

I.    Admission. 

My  MBUinptinn  i-  that  the  -team  i-  -iipplied  at  the  |m-.-iiif  /.,.  Whether 
there  is  wire-drawing  or  not  .!-»  -  m>t  matter,  as  I  aMnme  that  valve*  and  metal 
everywhere  are  mm-,  ornlm-ting.  The  veiwel  ia  of  volume  ]',  containing  rr,  H>. 

of  water  and  V  i/,  H>.  of  steam.    The  intrinsic  energy  of  1  II..  of  .steam  i*  //      C 

if  Regnanlt's  total  heat  H  is  in  heat  unit*.  J  is  .Joule's  equivalent.  /*  the  pressure 
in  pounds  per  sq.  foot.  «  the  volume  of  1  11..  of  st«-am  in  cubic  feet. 
The  intrinsic  energy  of  the  stuff  before  admission  is 


After  admission  we  have  I"  »,  U>.  of  steam  and  •/-,  ll>.  of  water.  So  that 
the  .pi.  unit  \  of  -tutl  which  enters  is  P/M,  +  IT,  -  (  T/M,  +  "-,).  The  intrinsic 
energy  is  now  I'//,  »,  I"/.,  J  +  «•,•,. 

.iin.l  ..f  -t.-.-im  entering  given  to  the  vessel  the  total  energy  //,, 
because  it  brings  with  it   its  own  inti  ;  <y  //,  -  /»,"i  •/.  and  also  it  has 

the  work  /•,»,  done  UJMHI  it  by  the  steam  win.  h  follows  n  up.     Hence 


=  tf.K,  •  «•,»,. 

}\.  m  •  .  if  if-,1  is  1'i/j.  the  wright  of  the  steam  alone  whi«  -h  i>  with  the  water 
before  a4lmis»ion,  we  have 

/        •ttllt  +  *j\Hl-Xt-lpt-pjmJJ 
I  am  |mrt  icularly  anxious  to  know  the  effect  of  ir,1  (or  rather  of  the  inliiae) 
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in  diminishing  the  water,  but  I  have  also  calculated  other  coefficients  in  the 
following  cases.  If  it  is  recollected  that  tc,1  is  always  a  very  small  quantity,  it 
will  he  seen  that  the  drying  effect  due  to  volume  is  not  great. 


0, 

*3 

®[ 

iii.rc. 
>i 

155°  C. 

100 
60 

«;,  =  l-092i/.'8  -  0-123  »-.,' 
M7t  =  l-209u>8  -  l-OSSiOj1     . 
M>I  =  1-295  iv,  -  5-301  »-3' 

1-092 
1-218 
1-311 

180 

145 
100 
60 

wl  =  l-077w73  -  0-107  »-.,' 
wl  =  l-170w,  -  0-699  «y 
M>!  =  1-258U7,  -  3-70    iral 

1-077 
1-177 
1-267 

103 

185 

100 
60 

IPl   =    1-061  W7,   -   0-091W,1 
H'!   =    1-135M'3   -  0-425  Wj1 
7(7,    =    1-218M7,   -   2-50     Wg1 

1-064 
1-140 
1-227 

L46 

100 
60 

wl  =  1-09    M78  -  0-2197P,1 
Wj  =  1-17    wa  -  1-39   teg1 

1-093 
1-177 

It  will  be  evident  from  the  magnitude  of  the  other  sources  of  growth  and 
diminution  of  w  that  we  may  neglect  the  effect  of  wal  as  a  disturbing  element  in 
our  reasoning.  I  shall  speak  again  of  the  relative  magnitudes  of  the  disturbing 
elements  in  Art.  403. 

In  my  generalisation  of  Art.  398,  I  assume  that 


(1) 


and  the  student  will  notice  here  the  discrepance, 
effect  of  the  clearance  volume,  we  now  find 

HI  -  03 

W-t   —  W*  ; 


Neglecting  the  evaporative 


(2) 


What  is  the  reason  that  there  is  any  difference  ?  It  is  this  : — To  get  (2)  I 
assumed  that  there  was  equilibrium  of  temperature  everywhere  only  at  the  be- 
ginning and  at  the  end  ;  whereas  to  get  (1)1  assumed  equilibrium  of  temperature 
at  every  instant  during  the  change  from  63  to  01.  In  (2)  it  is  the  same  kind  of 
dry  saturated  steam  which  is  condensing  all  the  time  ;  whereas  in  (1)  the  con- 
densing steam  gradually  alters  in  character.  A  small  amount  of  wetness  in  the 
entering  steam  will  cause  the  non-reversible  operation  to  produce  the  same  effect 
as  the  reversible  one. 

2.   Adiabatic  Expansion. 

This  is  easily  worked  out  on  the  6<f>  diagram.     I  shall  here  work  it  out 
algebraically  : — wl  Ib.  of  water  and  i  Ib.  of  indicated  steam  in  a  cylinder  at  0, 
i-xpands  adiabatically  to  02,  becoming  w^  Ib.  water  and  w^  Ib.  steam. 
t 


Let  <J>  =  log  -  be  the  entropy  of  1  Ib.  of  water. 
In 


Let  ij/  = 


+  -  be  the  entropy  of  1  Ib.  of  steam. 

t 
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TIi'  %t  the  beginning  U  equal  to  the  entropy  at  the  end,  and 

therefore 


Abo  w,1 


H.  n  , 

IT,  =  »,  |  1  -  j  log.  7  )•*••(  1  ~  /  l°g-   ' )  •    •    •      (3) 

In  my  generalisation  I  assume  that  the  term  created  by  ir,  U  f|(  .-') 
The  following  examples  show  what  sort  of  difference  exist* : — 


r 

•• 

», 

•-M 

;)' 

2 

m 

I.;:, 

•941 

m 

5 

^^:^ 

•871 

u 

» 

MH 

^4.-, 

v.'l 

2 
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nj 

!.:t7 

MO 

:. 

•  • 

117 

v.'T 

sss 

U 

90 

Ml 

•_' 

no 

'•:,:; 

•951 

B 

UM 

•u 

1 
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480 

«P 

B 

n 

m 

1 

111 

• 

Mi 

«M 

The  value  of  p,//*,  is  roughly  calle<l  r  merely  for  the  purpose  of  giving  Mine 
notion  of  the  amount  of  expansion  we  are  dealing  with. 

I  take  it,  as  I  did  in  1S73  when  I  first  wrote  on  this  subject,  following 
Rankine,  that  it  U  the  term  in  i  that  i«  the  moat  important  wetting  term  in  the 
whole  cycle.  This  is  a  tenn  whirh  i-  distinctly  uddrd  on,  and  not  contemplated 
in  our  generalisation  over  Problems  I.  and  II.  It  may  be  written  as  above, 


Or  in  the  handier  form  for  calriil'ition  from  the  steam  table 


if  ^  is  the  entropy  «.f  a  pound  of  steam  and  t  th-  >f  ;i  jx'iui.l  of  water. 

According  to  our  generalisation,  and,  indeed,  according  to  the  next  se.  • 

a  quantity  of  water  w,  becomes  after  release  "if/)    ****  consequently   tin- 
addition  of  water  per  stroke  on  account  of  adiabatic  expansion  is 


-    - 
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We  particularly  want  to  know  how  the  above  coefficient  of  i,  the  wetting 
term,  depends  upon  r,  the  ratio  of  cut-off,  and  I  have  calculated  its  value  in 
many  cases.  The  result  is  very  interesting.  Taking  r  roughly  as  pjp2  where 
/(,  is  the  initial  pressure  and  pz  the  pressure  at  the  end  of  the  expansion. 
Taking  63  as  60°  C.  in  a  condensing,  and  as  100°  C.  in  a  non -condensing  engine  I 
Bud:— 


Condensing  engine. 

Non-Condensing  engine. 

r 

ft 

Wetting 
coefficient. 

r 

1h 

Wetting 
coefficient. 

2 

203 
130 
79 
46 
25 

•038 
•043 
•037 
•035 
•038 

2 

203 
130 
79 

•041 

•047 
•040 

5 

903 

130 
79 
46 

•084 
•083 
•084 
•085 

5 

203 
130 
79 

•093 
•090 
•090 

13 

203 
130 

•129 
•129 

13 

203 

•138 

On  the  whole,  I  am  inclined  to  think  that  with  great  exactness  we  may  say 
that  the  wetting  coefficient  is  independent  of  plt  is  nearly  independent  of  p3, 


and  may  be  taken  as  being  represented  by 


q  +  r 


where  c  and  q  are  constants 


in  both  condensing  and  non-condensing  engines  at  all  pressures,     c  seems  to  be 
about  '25  in  non-condensing  and  "224  in  condensing  engines. 

3.  Exhaust. 

The  following  investigation  is  put  forward  with  some  diffidence.  The  action 
is  irreversible,  and  I  have  no  doubt  that  my  assumption  will  be  objected  to.  I 
am  not  ashamed  to  say  that  I  have  worried  over  it  a  great  deal,  and  in  some 
years  have  had  much  correspondence  about  it  with  friends  who  are  acknowledged 
authorities  on  thermodynamics.  It  seems  at  first  an  easy  problem.  It  has 
been  given  up  as  insoluble  or  too  troublesome  by  some  of  my  friends,  and  I 
cannot  accept  the  too  easy  solutions  of  the  others. 

wa  Ib.  of  water  and  wzl  Ib.  of  steam,  W  Ib.  altogether,  in  a  non-conducting 
vessel  of  volume  v,  released  to  a  condenser.  Find  the  amount  of  water  remain- 
ing, assuming  no  reverberatory  back-flow.  Neglect  the  volume  of  the  water. 
At  any  instant  let  there  be  w  Ib.  of  water,  so  tha-t 

W=n-  +  - 
u 

Just  previously  W  was  W  +  8H7,  w  was  w  +  8u>,  and  temperature  was 
6  +  56.  The  intrinsic  energy  of  the  stuff  now  present  is  what  it  was,  except 
that  the  volume  was  u.S  W  less  than  it  now  is.  Imagine  the  escape  to  take  place 
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through  a  small  hole  gradually.     We  have    H'  !'•  of  water,  and  a 

volume  v  -  n  .  9  W  of  Hteam,  expanding  to  the  \  olunte  r  doing  the  work  pm .  I W 
in  'Iriving  slowly  the  stuff  9W  out  of  the  hole  (the  hole  being  led  to  by  a  long 
fine  tube,  perhaps) ;  therefore  its  intrinaio  energy  is  now  leas  by  this  amount. 

w  +  8w  of  water  bad  tin  intrinaio  energy  (ft  +  8ft)  («r  +  |»)  J  and  -  -":~lb. 
of  steam  had  the  intrinaio  energy, 

7/  +  8/7-        -HA  )(*  +  !«)/./•  '        "    '  "' 

S'i 

t/Mi  H' 
Subtracting  from  the  .sum  of  thenc  and  equating  to  the  intrinaio  energy 

now,  or 


we  get  an  equation  which  reduces  to 


10 
d9  I  HI 


when  *.      Ix'ttm^     .       U-  callwl  r  w«-  tin.l 

iii.  i 


where  (  '  U  an  arbitrary  constant. 

Taking  values  of  »  from  125'  C.  to  90°  C.    I  have  plotu-d  th.    \.ilu 

—  /•"  '  and  found  that  it  might  be  expressed  with  great  accuracy  as  a 

function  of  9. 

•8829  -  -02909*  +  -00021  tP, 

which  enables  the  integration  to  be  performed  easily. 

Letting  ir  -  ir,  when  •  =  «,  it  is  easy  to  find  C.  Also  let  1*^14  be  called  m,1 
tin-  weight  of  steam  present  before  release;  then  tin-  water  ir,  pn-^-nt  at  the 
•  n.l  of  the  release  is 


•c,  =  IT,     ?      +  *V/      {  8»29(«J  -  «,)  -  1)1  154<  «,'  -  «,«)  -I-  -OOOOTd^  -  -,')!  .         (6) 

To  see  the  effect  of  the  amount  of  tOeam  present  when  water  and  steam  are 
released,  I   have  worked  out    tin-  \.ilu.~  of   the  coefficients  in  the   following 


Comparison. 

Steam  expand*  from  ft,  to  »,  adlabatlcally. 

Steam  in  released  from  ft,  to  ft,. 

Compare  the  amounts  of  water  at  the  end  of  the  two  operations. 

In  tin-  first  we  have  the  fraction 


- 

In  the  second  we  have  the  fraction 


I  do  not  see  any  easy  method  of  comparison  except  1  ii 

examples  : 
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4 

4 

Fractional  amount  of  water  remaining. 

After  adiabatic 
expansion. 

After  release. 

165 
140 
110 
90 

60 
60 
60 
60 

•1744 
•1454 
•1011 
•0650 

•0559 
•0548 
•0501 
•0427 

165 

130 

100 
100 

•1070 
•0565 

•0669 
•0487 

117 

100 

•0335 

•0340 

It  seems,  then,  that  when  we  release  steam  of  even  as  high  a  pressure  as 
40  Ib.  to  the  sq.  inch,  either  to  a  condenser  or  to  the  atmosphere,  if  all  that 
leaves  the  vessel  is  truly  dry  saturated  steam,  the  water  remaining  is  comparable 
with  and  may  even  approach  in  amount  what  would  remain  if  the  steam  were 
adiabatically  expanded  to  the  lower  temperature. 

I  have  worked  out  the  problem,  because,  although  statements  are  often 
made  in  an  off-hand  manner  concerning  what  happens  on  release,  I  believe  that 
it  has  never  been  worked  out  before.  And  now  that  I  have  done  it,  I  cannot 
make  much  present  use  of  it,  for,  after  all,  the  steam  condensed  in  this  way  is 
not  likely  to  remain  in  the  cylinder.  It  is  almost  certainly  carried  off  in  the 
sudden  rush  of  the  uncondensed  steam  with  which  it  is  mechanically  mixed, 
and  I  am  going  to  neglect  it  altogether  in  the  practical  use  to  which  I  mean  to 
put  my  results.  Yet  it  must  have  an  effect  in  cooling  the  valves  and  exhaust 
passage,  and  especially  when  the  exhaust  passage  is  also  the  steam  passage  will 
it  tend  to  cause  wetness.  To  make  up  for  this  neglect,  I  shall  assume  that  the 
water  due  to  the  previous  expansion  remains  in  the  cylinder.  A  more  exact 
attempt  to  utilise  my  results  would  be  to  take  both  into  account,  multiplying 
each  of  them  by  a  function  of  n  which  gets  less  as  n  gets  greater.  I  have  some- 
times done  so  without  great  alteration  to  my  general  result,  but  with  the  feeling 
that  there  was  a  pretended  exactness  about  the  speculation  much  interfered  with 
by  my  ignorance  of  the  action  at  the  valves. 

It  is  to  be  noticed   that   the  amount  of  water  follows   our   old  law,   or 

u?3  =  ic2  (  y  )  if  we  neglect  the  wetting  effect  of  the  steam  which  is  present  with 

the  water. 

As  I  wish  to  have  no  more  vagueness  than  I  can  help,  let  me  in  conclusion 
ask  students  to  check  the  answers  to  the  following  exercises: — M?S  Ib.  at  63 
increases  to  ?/;,  at  0,  by  (2),  and  diminishes  to  wz  at  ft>  by  adiabatic  expansion, 
according  to  (3),  putting  i  =  0  ;  then  further  diminishes  to  u^1  at  03  by  (8).  What 
percentage  loss  of  iv  occurs  in  the  cycle  ?  We  know  that  this  is  the  closest  approxi- 
mation we  can  make  in  a  mathematical  problem  to  what  really  occurs  in  a 
cylinder.  If  the  cylinder  were  non-conducting,  and  there  was  thermal  equilibrium 
just  before  and  just  after  admission  and  during  the  expansion  and  release,  and  if 
we  neglected  the  volume  at  admission  and  at  release,  and  the  volume  of  the 
steam  at  the  beginning  of  the  adiabatic  operation 
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These  examples  show  that  the  result  of  PP.M.-IM  I.  applies  fairly  well  to  the 
more  exact  condition-*  studied  in  pp.lil.-iu  III.  If  we  must  take  into  account 
•in.  -h  sin. ill  '.  ii.i.-ncies  to  evaporation  or  condensation  as  we  here  observe  (which 
seem  to  me,  however,  somewhat  dn«-  to  the  inaccuracy  of  our  knowledge  of  latent 
heat)  we  may  take  it  that  there  is  always  a  slight  tendency  of  w  to  increase  or 
diminish  at  a  rate  proportional  to  its  existing  v.ilu.- 

AO1 .  I  have  worked  out  my  problem  exactly  on  certain  assumptions.  Other 
assumptions  niiirht  )*•  made  and  worked  to,  for  in  the  irreversible  operation*  of 
admission  and  exhaust  there  are  various  ways  in  which  we  may  imagine  the 
water  to  condense  and  vaporise.  In  release,  for  example,  if  the  water  is  very 
thinly  spread  over  a  large  surface,  and  especially  if  it  is  on  a  metal  surface  like 
tli-  inside  surface  of  a  steam  cylinder  which  has  a  steam  jacket  so  that  the 
metal  is  at  slightly  higher  temperature  than  the  water;  the  inner  particles  of 
water  (touching  the  metal)  may  be  warmer  than  the  rest,  and  they  may  suddenly 
or  explosively  become  steam,  sending  the  other  particles  of  water  M  water  off 
into  the  outside  space.  There  is  reason  to  believe  that  1 1m  explosive  evapora 
tion  does  take  place  in  some  steam  cylinder*. 

\\V  might  speculate  on  the  case  of  the  water  being  la  layer*  of  varying 
temperature  as  it  is  deposited  and  removed,  hut  I  havr  «•«!  able  to 
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frame  an  easy  mathematical  problem  to  illustrate  such  a  state  of  things,  and 
without  such  guidance  I  am  afraid  to  speculate.  It  seems  as  if  under  such 
circumstances  the  water  might  have  a  drying  action  such  as  the  metal  has. 

Any  one  who  has  worked  in  a  heat  laboratory  must  feel  the  impossibility  of 
getting  more  than  mere  suggestion  from  one's  general  physical  knowledge  when 
dealing  with  this  problem.  We  know  a  good  deal  about  heat  events  that  occur 
slowly,  very  little  about  those  that  occur  quickly.  Usually  the  surfaces  of  the 
metal  are  oily,  but  even  in  large  modern  engines  in  which  oil  is  forbidden  to  be 
used  in  the  cylinder  we  can  sec  that  capillary  actions  of  a  kind  unknown  to  us 
must  be  acting  to  delay  or  accelerate  evaporation  and  condensation.  When  it  is 
almost  impossible  for  us  to  realise  the  formation  of  particles  of  water  in  a  dustless 
atmosphere  ;  and  we  speak  of  this  and  other  quite  simple  looking  phenomena 
occurring  with  great  rapidity  in  the  cylinder,  the  surface  of  which  is  at  quite 
different  temperatures  at  different  places,  it  is  evident  that  what  occurs  inside 
the  cylinder  of  a  steam  engine  will  not  be  well  known  to  philosophers  until  long 
after  cylinders  of  steam  engines  are  only  to  be  found  in  museums. 

4O2.  The  Practical  Problem.  The  above  work  gives  me  a  little  con- 
fidence in  making  the  following  assumptions.  In  future  w  will  mean  the  total 
water  present  at  the  end  of  the  exhaust. 

1.  (9)  of  Art.  400  may  be  taken  as  showing  how  the  gain  of  water  w  per 
stroke  depends  on  the  value  of  w  itself.     We  cannot  use  it  in  a  less  vague  way 
than  what  is  suggested  below. 

2.  Any  source  of  steady  supply  of  heat  to  the  cylinder,  not  contemplated 
in   Problem   I.,   such  as   superheating  or  mechanical  drainage  of   water,  may 
be  spoken  of  as  if  it  were  a  steam  jacket  effect.     A  negative  steam  jacket  effect 
will  represent  the  cooling  conditions  of  an  unjacketed  cylinder. 

3.  The  drying  effect  due  to  conductivity  of  the  metal  and  the  steam  jacket 
studied  in  Problem  II.  will  account  for  all  the  drying  effects  if  we  assume  that  in 
well  arranged  cylinders,  e,  the  surface  emissivity  is  very  small  where  there  is  no 
layer  of  water  on  the  metal,  and  increases  in  proportion  to  the  water  present, 
but  reaches  a  constant  value  if  the  water  gets  to  be  of  considerable  amount. 

This  applies  only  to  the  case  in  which  the  water  w  coats  the  metal  in  a 
thin  layer,  and  it  is  evident  that  when  there  is  such  a  thin  layer  the  drying 
tendency  must  be  ever  so  much  greater  than  when  the  water  lies  in  pockets. 
Water  in  pockets  seems  to  be  altogether  an  evil.  It  takes  in  heat  during  rise 
of  temperature  and  gives  it  out  during  the  fall,  but  has  very  little  tendency  to 
diminution  from  one  cycle  to  another  as  it  does  so.  Water  in  globules  caused 
by  oil  is  nearly  but  not  quite  such  a  great  evil.  Whereas  the  metal  with  a 
surface  of  small  resistance  to  the  passage  of  heat  (great  e)  although  it  acts  evilly 
in  much  the  same  way,  yet  in  doing  so  is  always  tending  to  make  the  cylinder 
dryer.  A  sort  of  equilibrium  seems  to  be  established  by  more  of  the  metal 
getting  a  little  wetter  or  dryer  on  its  skin.  I  understand  that  a  considerable 
amount  of  money  has  been  spent  in  endeavouring  to  obtain  a  very  non-conduct- 
ing inside  skin  for  cylinders  ;  my  investigation  shows  that  such  a  skin  would 
really  increase  the  evils  which  it  is  intended  to  prevent. 

The  wetting  term  due  to  expansion  is  icV/(9  +  »•).  In  truth  c!  is  not  a 
constant ;  it  is  supposed  to  diminish  at  higher  speeds  because  the  condensed 
water  has  less  time  to  settle  down  and  is  hurried  out  in  release  with  the  steam. 
c'  is  also  less  as  the  dimensions  of  the  cylinder  are  greater,  because  of  the 
greater  average  distance  of  the  stuff  from  the  walls  in  larger  cylinders  and 
passages.  I  shall  call  this  term  i  R,  and  it  is  evident  that  without  much  altera- 
tion it  will  represent  the  wetting  effect  of  any  water  which  may  cool  the  valves 
on  release.  For  greater  generality  let  us  also  include  drying  or  wetting  terms 
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such  as  are  suggested  by  our  problems.  Thus  we  may  Uke  a  small  drying  or 
wetting  term  proportional  to  w  say  fit*. 

Also  a  wetting  term  fri  due  to  wet  steam  being  supplied.  6  u  probably 
greater  with  low  pressure  steam  because  of  its  less  density  "^"ing  more  priming 
in  the  boiler  ;  also  there  is  usually  more  surface  exposed  by  the  steam  pipe*  per 
pound  of  steam  supplied  per  hour.  6  is  negative  if  there  is  superheating. 

The  steam  jacket  term  which  may  also  be  called  a  drainage  term,  and  which 

N- 

may  be  negative  for  nnjacketed  cylinders,  is  -_,  «  being  the  emissivity,  and 
i''  being  the  excess  of  the  jacket  temperature  above  the  mean  steam  temperature 

iiiM.le  ;  8  is  the  average  surface.     The  metal  drying  term  is  ^ 

^ 

We  might  distinguish  perhaps  between  what  I  call  average  surface  for  the  steam 
jacket  term  and  the  other,  hut  thu  is  really  not  important.  After  a  short  ran 
uiuler  steady  conditions  the  drying  and  wetting  balance  one  another  so  that 

iR+ib  =  *,,  +  ™*  +  8<S- 

N  f    OH 

ii-mg^  for  0|  -  *,. 

Now  our  notions  about  e  take  the  mathematical  shape  e  a  .  *  **'*  ,  where  d 

l  +  mw/t 

and  m  are  constant*.  Students  who  delight  in  practical  mathematics  will  tin<l  it 
int.  resting  to  take  e  such  a  function  of  ir  that  it  haa  a  small  constant  value  when 
IT  =  o  ;  that  it  increases  proportionately  to  ir  when  w  is  small  ;  reaches  a 
maximum  for  a  certain  value  of  w  and  if  w  is  greater  than  this,  e  slowly  lessens 
again.  I  dare  not  venture  here  to  give  the  answer  win.  ti  I  ohtain  when  I  use 
this  more  complex  function,  and  indeed  in  what  follows  I  iihall  confine  my 
attention  to  rather  dry  cylinders. 

4O3.  If  a  cylinder  is  fairly  dry,  the  effect  of  m  is  insignificant,  and  calling 
it  o  we  may  take 


s 

Using  the  value  of  v>  which  this  gives  us  in  Art.  •_':("  \\<-  tind,  taking  //,  - 
an  practically  constant 

-" 

» 

Tin  -indent  must  not  imagine  that  I  propone  this  as  a  working  formula. 

is  no  probability  of  our  obtaining  a  cut  and  dried  formula  of  general  ap 

I  have  naked  students  to  follow  me  in  its  working  i>ut  because  this  sort  of 

will  clear  their  idea*,  and  putting  our  Motions  down  quantitatively  on  paper  gives 

us  a  better  idea  of  their  real  value.     We  can  divide  up  this  formula  for  a  rather 

dry  cylinder  into 


L  is  the  leakage  term,  being  proportional  to  --  ;  R  is  also  nearly  proportional  to 

r,  but  if  the  steam  is  supplied  in  a  dry  state  or  slightly  superheated  as  6  may 
be  negative,  R  may  also  be  regarded  as  proportional  tor-  a  constant.     RF  is 
the  predominant  term  in  the  numerator  and  this  is  a  linear  function  of  • 
creasing  at  r  increase!. 
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8  gets  less  as  the  cylinder  is  larger,  because  L  does  so,  and  we  saw  that  R 
also  gets  less  as  the  cylinder  gets  larger.  L  is  inversely  proportional  to  n,  and 
F  the  predominant  term  in  the  numerator  also  gets  less  as  n  increases,  being 
inversely  proportional  to  n  in  a  dry  cylinder  and  inversely  proport  imial  to  N'/<  in  a 
wet  cylinder.  As  for  the  denominator  of  the  first  part  of  y,  it  consists  of  terms 
which  indicate  the  three  tendencies  to  drying.  The  Jacket  term  J  is  altogether 
good.  The  Water  Film  term  F,  we  notice,  .!•..•-  liarm  on  the  whole  ;  we  see  if 
in  the  numerator  where  its  harmful  effect  is  shown  ;  we  see  it  in  the  denominator, 
and  there  its  good  effect  is  proportional  to  the  square  of  the  range  of  temperature, 
whereas  its  bad  effect  is  only  proportional  to  the  temperature  range. 

If  I  am  right,  as  soon  as  steam  condenses  it  ought  to  be  induced  to  drain 
away  quickly  from  a  cylinder.  This  serves  two  purposes  :  first  there  is  a  diminu- 
tion of  the  altogether  evil  presence  of  heat-absorbing  water  ;  second  there  is  the 
leaving  behind  it  of  its  latent  heat.  The  conditions  inside  a  cylinder  are  critical. 
A  little  heat  given  by  drainage  or  steam  jacket  or  superheating  may  make  all  the 
difference  between  a  wet  cylinder  with  great  loss  and  a  dry  cylinder  with  little 
loss.  In  my  opinion,  a  metal  surface  dry  at  the  end  of  the  exhaust  will  take  up 
but  little  heat  and  cause  little  loss,  and  the  usual  notion  that  we  often  have  it 
has  been  invented  by  academic  persons  whose"  calculations  (see  Art.  209)  are  of 
no  value  unless  this  assumption  is  made. 
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I.  GOVERNORS. 

iges  169-173  I  give  the  ordinary  statical  treatment  of  governor*, 

and  describe  the  difficulty  of  i\  true  kinetic  theory  on  account  of  tin-  fact 
that  when  tin-  i;o\enior  directs  that  more  <>r  less  steam  shall  U-  supplied 
there  is  delay  in  carrying  out  the  governor's  direction.  It  is  practically 
impossible  to  deal  with  reciprocating  engines,  because  when  the  supply 
of  steam  is  altered,  if  cut  off  has  taken  place  the  engine  cannot  be  affected 
until  the  next  admission.  We  can,  however.  study  the  case  of  a  turbine, 
although  even  in  this  case  the  theory  is  not  complete.  As  in  all  case*  of 
engineering  theory,  we  make  certain  assumptions  to  simplify  the  actual 
problem,  which  is  always  complex.  The  results  arrived  at  from  con- 
sidering the  simplified  problem  are  useful  or  not  useful  according  as  they 
do  or  do  not  give  us  clear  general  notions  of  what  really  occurs  in 
practice.  Our  appeal  must  always  be  to  actual  experiment.  Now,  it 
will  IK-  found  that  the  following  simplified  problem  on  a  steam  turbine 
regulated  by  a  Hartnell  governor  gives  general  results  which  are  roughly 
in  accordance  with  all  experiments  which  have  been  made  even  «>n 
reciprocating  engines  regulated  by  quite  other  governors  than  the 
Hartnell. 

Let  us  take  a  Hartnell  governor  which  has  a  law  of  force  (see  Art. 
101) 

/'=«•  —  «, 

where  r  is  the  distance  of  each  ball  from  the  axis,  x  a  constant   quantity 

dejH-ndini:  mi  the  stiffness  of  the  spring,  a  (another  constant )  de|N-nd>  on 
the  amount  of  ti^htenin^  up  of  the  spring.  ;md  /•'  is  one  •  .|iial 

which,  act  inn  :'t  tin-  centres  of  the  halls    outwards  at    ri^'ht    angles 
to  the  axis,  would  just    maintain   the   Iwills  in    that   position    if  there  wan 
no  rotation.       Ix-t   '_'///  !*•  the  mass  of  the  two  l»alls  (including  what  is  the 
equivalent    mass   of    the   am     >        I  .•  t   '2 in     In-   the  whole   enVctm-    M 
of    balls    and   gear    when    the    Italls    move  out    fr»m    the  axis,  and    let 

c—  be  friction,  then 
at 

4  rr  '  ((•      .         Of  /  I  \ 

mra'-^m^+c-     ....     (1) 
where,    a    being    angular    velocity,    mra*    is    the    centrifugal   force. 
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Imagine  all  fly-wheel  and  other  inertia  to  be  on  the  governor  spindle,  the 
moment  of  inertia  being  /.  The  hastening  torque  is  a  function  of  r  ;  let 
us  take  it  to  be  II  =  If0  —  br,  and  let  the  resisting  torque  which  has 
recently  altered  from  some  other  value  be  R,  a  constant,  then  I  take 


(2) 
dt 


It  will  be  seen,  therefore,  that  I  regard  delay  in  regulation  as  being  re- 
presented by  the  operator  I—  ,  and  my  justification  lies  in  its  resemblance 

Cvv 

to  an  effect  such  as  would  be  produced  by  self-induction  in  an  electric 
circuit. 

To  solve  (1)  and  (2)  assume  r  =  rQ+Ae"1  and  a  =  a0+  Bent,  and 
neglect  the  squares  and  products  of  small  terms. 

r0  is  the  position  of  equilibrium  for  the  load  R, 


or  r0  =  (7/0  - 

To  find  a0  we  have  ma02r  =  8rQ  —  a. 

Also  one  of  the  two  constants  .4  and  B  is  arbitrary  and  BIn(\  -f-/n)  + 
bA  =  0.     We  are  led  to 

+  -w  +  2wr0a06//=0     .     .     .     (3) 


Of  course  there  will  be  hunting  —  that  is,  an  instability  in  the  motion 
—  unless  every  real  root  of  (3)  *nd  every  real  part  of  any  unreal  root  is 
negative. 

Applying  the  condition  which  assures  this,  I  find  that 

a?l'2  +  r0am  -  2mmbllr20     ....      (4) 

must  be  positive. 

I  am  not  sure  that  the  delay  term  I  is  really  necessary  in  this  general 
simple  problem.  I  have  during  many  years  made  my  students  study 
cases  in  which  I  is  used,  but  cases  in  which  I  is  taken  to  be  0  seem  to 
lead  very  much  to  the  same  general  conclusions.  Indeed,  I  acts  in  a  not 
very  different  way  from  the  term  m,  increasing  which  really  causes  extra 
delay.  Students  had  better,  therefore,  at  first  assume  I  to  be  0.  In 
this  case  (3)  becomes 


2?nr0a0&//=0     .     .     .     .     (5) 
and  the  condition  for  stability  of  motion  is 

0&/7     ....      (6) 


As  c  cannot  be  negative,  a  must  not  be  negative.  Note  that  c  must  have 
some  value,  whatever  a  may  be  —  that  is,  some  friction  is  necessary  for 
stability,  and  that  if  a  is  small  we  can  always  obtain  stability  by 
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increasing  the  friction.  >  have  «i  =  0,  giving  what  is  usually 

called  an  isochronous  governor,  however  great  the  friction  may  be,  the 
system  is  unstable.  Note  also  that  the  greater  the  mass  m  the  more 
tendency  is  there  to  instability,  and  hence  a  governor  controlled  by  a 
spring  of  small  mass  is  more  stable  than  one  controlled  by  a  lifted  w. 

note  that  the  greater  the   moment   of    inertia  of   tin-  tly  wheel  the 
leas  tendency  there  is  to  instability.     As  a0  :  .illy  the  san 

all  values  of  rv  and  as  in  the  extreme  outer  position  of  the  balls  r0*  is 
considerably  greater  than  in  inner  positions,  there  is  more  tendency  to 
instability  in  the  outer  positions — that  is,  when  R  (the  load)  is  .Hinall. 

It  is  \,-ry  important  to  keep ,(  -mull,  as  maybe  seen  from  the  numerical 
example  given   in   Art.    lul.      It    is  to  be    noted   that    I  am  assm 
a   fluid  friction.      The  position  of  equilibrium  of   the   balls  being  r   for 
the  angular  velocity  a,  taking  /'=200r  —  n,  when-  r   is   in  feet.   /' 
aforce  in  pounds,  and  ///in  engineers'  units  (pounds  :5J  •_' i  U-ing  n  I,  we  have 

n»ro2=2u<>/--n     ...     (7) 

Suppose  the  average  position  of  the  halls  to  U-  /•  =  r0  =  0<-r),  and  the 
extreme  position  /•  — <) -s.'l,  I  calculate  the  fractional  fluctuation  f  in  a  for 
these  two  jM.sitions,  for  various  values  of 


a                0 

1               5              in 

: 

Ifi 

20             •-'.•'             30 

/    j    • 

•002        -0106        •&>*> 

W 

OB       IK*;:      •••*.-,: 

It  will  be  seen  then  that  even  when  «/  is  only  10  there  is  a  2"22  per 
cent,  fluctuation  in  speed,  and  that  if  we  desire  small  fluctuations  in 
mean  speed  we  must  keep  a  small. 

Light  is  thrown  upon  the  subject  for  students  if  they  take  a  numerical 
example  which  resembles  a  fair  practical  case.  1  assume  the  above 
governor  to  be  on  an  engine  of  100  actual  horse-power  when  r0  =  0'">.  I 
use  a  fly-wheel  which  can  store  and  uiMore  1 '_'  jx-r  cent,  of  the 
energy  given  out  l»y  the  engine  when  at  this  power  in  one  second,  with  a 
fluctuation  of  •_'  JM-I-  cent,  in  speed.  If  a,,  is  the  speed  corresponding  to 
r0="  |  H-7'J  if  •/  is  <>,  a.,  is  H  ••_•:?  when  n  is  i  ~>.  We  are  not 

likelv  t<>  use  greater  values  of  a  than  this,  ami  as  there  i-  \ery  little  error 
ami  some  saving  of  arithmetic.  I  shall  take  a0  as  being  of  the  value  t  I 
whatever  a  may  be,  and  so  I  have  l»een  led  to  take  '2r^iJ>//=  1,200,  and 
I  -hall  study  what  occurs  when  the  load  R  is  such  as  to  require  a  mean 
jx.sition  of  the  balls  r0  =  0'5  feet.  Hence  C'a>60m'. 

I  take  two  cases — first,  when  m'=  1  ;  second,  when  m'=  10.  Now  I 
think  that  o  ought  not  to  be  greater  10,  so  that  in  the  first  case  r>6, 
in  the  second  case  e>60. 

Taking  up  the  case  m'=  1,  let  c=  17,  then  it  is  easy  to  show  that  we 
have  »3-f  17  us  +  2an+  120  =  0,  and  so  for  the  following  values  of  a  we 
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get  the  following  values  of  a.  Of  course  nlt  in  cadi  case  is  the  value  of  a 
givrn  in  (7),  taking  r  =  0'5  =  r0.  Ono  of  tin-  two,  A  or  //,  is  an  arbitrary 
constant,  and  they  are  connected  by  1  •(>«/.»  +  Ja0  =  0.  The  first  term 
evidently  damps  out  with  enormous  rapidity,  and  might  almost  be  left  out 
altogether.  The  critical  value  of  a  is  .">.">.">  :  if  a  is  less  than  this  there 
is  hunting.  If  a  is  greater  than  this  there  is  stability, 


a 

Value  of  a. 

0 

a0  +  51€-18'«  +  J52e°>18<8in2-54<  .... 

Unstable. 

4 

«0  +  51«-17'9<+JB2«-°-°865<8in2-587<  .    . 

Stable. 

7 

a0  +  fi1«-17>6t  +  52*-°>204'8in2-604<    .    . 

Stable. 

and  of  course  we  have  greater  and  greater  stability  as  a  is  greater  and 
greater.  It  is  easy  to  write  out  r  as  a  function  of  time  in  each  case. 
Notice  that  the  period  of  the  oscillation  is  about  17  times  the  time  of 
one  revolution  of  the  governor. 

Now  let  us  take  m  =  1  0,  and  as  a  ought  not  to  be  even  as  much  as 
10  in  any  case,  take  c  =  80.     Then 


The  answers  found  by  me  are 


a 

Value  of  a. 

0 

o0  +  Blf-834t  +  B^2t8ml-Q85t  .    .    . 

Unstable. 

5 

ao  +  Blf-s'06t  +  B^'oat  sin  \-2\8t    .    .    . 

Unstable. 

7  '5 

OQ  +  B^'^  +  BZ  sin  1-225/!    

Critical. 

10 

ao  +  fljf-^  +  fljt-0'08"  sin  1-229*  .    . 

Stable. 

Should  the  student  care  to  see  the  effect  of  the  delay  term  I,  he  may 
take  it  that  in  the  case  of  a  reciprocating  engine  of  such  a  size  as  I  have 
been  studying,  /  is  about  0'2  ;  that  is,  there  is  a  delay  of  one-fifth  of  a 
second.  In  a  turbine  it  would  be  less.  Let  him  now  tabulate  the  values 
of  a,  which  must  be  exceeded  if  there  is  to  be  stability  of  motion  for  the 
mean  position  r0  =  0'5  when  m  =  1. 

He  will  thus  be  led  perhaps  to  take  l  =  0'2,  a  =15,  and  for  c  the 
values  4,  5  and  6. 

Again,  let  him  take  m'=10,  and  he  will  probably  be  led  to  use 
a=25,  and  the  values  of  c,  30,  37'87,.45  will  give  him  unstable,  critical 
and  stable  conditions. 
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2.    Wk>  -ft  .-/*•*£ 

F"i    the  study  nf  tin-  strength     •  NTenoe  may  be 

made  to  my  "  Applied    Mechanic-,.         Th«-  limitm-  sjn-fd  ,,f    tin-  inn 
ordinary  wheel   is  x7/'  ^  wl  -reatest  tensile  strews  which  the 

Mai  \\ill  stand,  ^  In-iii-  its  maw  per  unit  \olunir.  Much  j;reat«T 
rim  s|  .....  (1  iniy.  In.  \\.-ver,  be  possible.  Let  a  dim;  IK-  «»f  thickness  *  at 
radius  /-,  r«  -\ol\  in-  ;it  a  .-.  ond  ;  if  (J  is  hoop  utrew 

tin-  -,tu«ly  »i  tin-  f-.r.-o  a.-tin-  "i»  "  Mimll  element  gives: 


V  =  0.  (1) 


A>-MIHH-  /'=  V  constant  »-\  cry  \\li.-rt-  ami  \\.-  tin.  I  : 
s  =  .rf  '<""'''•  -r   . 

Su])[Mist-  '•,  the  thickness  at  r0  outside.  Let  a  rim  of  section  a  bo  out>i<  li- 
the dis,-.  It  i-  sulij.-.-N'il  tn  an  internal  pull  of  the  amount  /V0  pet  unit  of 

;i  and  under  thr-M-  (•ir.-uin-tanri^  its  >!»•.•.!  may  I  K«  s/(  1  +  r0a^/o)/*/p. 
Makin.i;  a  central  hole,  however  small,  -reatly  liiminishes  the  Ktren-th  of 
su.-h  a  wheel.  The  shaft  of  the  /."•-,//  wheel  is  diviiletl.  the  wheel  being 

,.•(1   U-t  ween   the  two  part-. 

!y  for  tly  wheels   or   gyrostats,   ho\ve\er.    there  will    IK-   alx>ut  thr 
same  kiln-tie  eiier-y  [H.ssilile  for   the   same  wei-ht    if  we  use   the  oni 
fly-wheel  construction.      Ij?l  the  rim  I*-  nuule  «>f  nickel  steel.      IA-I  it  be 

•ied  liy  arms  to  a  solid  huh.      l*-l  the  section  of  each  arm  be  K<| 
ellipti.  .  or  circular,  the  area  A  of  its  section  at  the  radius  r  being 

A  =  Ct-l>*"lr* 

Where  C  is  a  constant.  It  is  easy  to  arrange  that  the  arms  A  exert  n<» 
pull  on  the  inside  of  the  rim,  as  the  elongation  of  the  arm  may  just  be 
equal  to  the  increased  diameter  of  the  rim  and  the  centrifugal  force  of 
the  fastening  //,  Fig.  326,  can  be  made  to  reduce  the  tension  between  arm 
and  rim  to  nothing.  The  tensile  stress  in  the  arm  is  constant  even-where, 
from  the  huh  as  far  as  /*.  The  lateral  driving  forces  on  the  arms  are 
small.  The  methods  of  fastenin-  shown  in  the  figure  are  crude,  as 
it  is  the  principle  which  I  wish  to  illustrate, 

'  v-^dl 

complete    information   as    to    t  d    speeds    of   shafts 

wit'.i  one  or  many  wheels  ^indents  are  referred  to  a  pn|>er   l>\ 
Dunkerley   in    the   I'hif.    T,-,,,,,    for    1884,  p.i-e   281,  Vol.  K>,  greatly 
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amplified  by  a  paper  in  the  Proc.  Physical  Society  of  London  by 
Dr.  Chree,  Vol.  19,  July  1904,  page  114.  The  general  result  as  given 
by  Dr.  Chree  is  this  :  If  when  a  shaft  with  wheels  upon  it  revolving  at 


FIG.  326. 


n  turns  per  second,  has  also  small  lateral  vibration,  making  p  complete 
oscillations  per  second,  and  if  pQ  is  the  value  of  p  when  n  =  0  (this  is 
what  I  call  2?r/a'  below  and  it  may  be  obtained  experimentally  or  by 
calculation)  then 

P*=l>o*-n*     •     •     •     •     0) 

The  critical  speed  occurs  when  n=p0. 

It  is  important  to  put  the  result  in  the  form  (1)  because  there  are 
cases  of  whirling  shafts  being  subjected  to  forced  lateral  vibrations,  and 
it  is  then  p  and  not  p0  which  becomes  important. 

3.   Critical  Speed. 

The  following  simple  calculation  is  usually  put  by  me  before  students. 
A  vertical  spindle,  length  21,  a  wheel  of  weight  w  at  the  middle. 
Neglect  mass  of  spindle,  assume  it  to  be  of  uniform  section.  Let  the 
centre  of  gravity  of  the  wheel  be  h  feet  from  the  centre  of  the  shaft 
when  not  rotating,  h  being  very  small.  When  rotating  let  it  be  y^-\-h 
from  the  centre,  yl  being  the  deflection  of  the  shaft  considered  as  a  beam, 

w 
with  a  load  F=  -(yl-\-h)a?  due  to  centrifugal  force.     Now  a  load   F 

«  c7 

produces  deflection  FP/QEI  or  FP/24EI,  depending  on  whether  the  ends 
of  the  shaft  are  free  to  change  from  the  vertical  direction  or  not.  Keep- 
ing to  the  case  of  hinged  ends  we  find 
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or  y.  = and  greatest  bending  moment  .17  = 

1—  n  -       / 

.,     /aW  A  \ 

or   .!/  (  

VI  -wftatl6y£J/ 

Note  that,  however  small  A  may  be,  if  the  denominator  is  0  (this  gives 
critical  a)  we  have  fracture  of  the  shaft.  Taking  any  value  of  A  and 
any  particular  case,  it  is  useful  to  see  how  M  increases  rapidly  as  the 
critical  value  of  a,  say  a',  is  being  approached  Now  imagine  such  a 
shaft  to  be  increased  in  speed  so  rapidly  from  0  to  values  greater  than 
a  that  it  lias  no  time  to  get  broken  when  passing  through  the  critical 
speed.  It  will  be  found  that  for  much  greater  values  of  a  than  a  we 
have  small  bending  moment  and  at.  r  the  centre  of  gravity  of 

the  wheel  to  become  the  centre  of  rotation. 

I  or  quite  other  reasons,  but  leading  to  the  same  mat)  ex- 

pressions, the  crank  shafts,  valve  rods,  <fcc.,  of  all  reciprocating  engines 
ha\e  critical  speeds,  and  they  usually  ought  to  be  run  at  much  higher 
speeds  than  the  critical  -n. 

4.    G(U  Enyincs. 

The  waste  gases  from  coke  ovens  are  rich  in  hydr<Karlx>n 
waste  gases  from  blast  furnaces  are  rich  in  carbon  monoxide.  In  lx*th 
cases  they  are  being  used  in  gas  engines,  after  cooling  and  cleansing,  to 
a  very  small  extent  as  yet  in  England,  but  very  largely  in  Germany.  It 
has  been  compute*!  by  Mr.  \Vimj>eris  that  in  England  300,000  hone 
power  is  being  wasted  from  the  first  and  700,000  from  the  second  of 


Producer  gas  like  Dow  son's  is  now  often  supplied  to  the  engines 
without  the  intervention  of  a  gas  holder  :  the  draught  through  the  hot 
anthracite  is  produced  by  suction  from  the  engine,  and  the  gas  ceases  to 
be  produced  almost  as  soon  as  the  engine  stops.  There  are  many  forms 
«f  -ii'-tion  gas  producers.  Dowson  gas  needs  the  coal  to  be  non- 
bituminous,  otherwise  tar  is  certain  to  give  trouble  in  valves.  Mond 
gas  for  large  engine*  i>  produced  from  the  much  cheaper  bituminous 
coal ;  the  temperatures  are  so  great  that  the  tars  are  decomposed ;  its 
production  i-  combined  with  another  chemical  process,  the  recovery  of 
ammonia;  in  a  cubic  foot  it  contain^  ulxMlt  0'3  cubic  foot  of  hydrogen 
and  O'l  of  CO,  with  perhaps  0  i  I . 


5.   Adiabati 

thoughtful  engineers  who  are  not  careful  insist  on  finding  that 
Rank  i  ne.  Maxwell,  and  others  of  our   most  exact  .ne  not 

inconsistent  with  one  another  in  the  u>.-  of  this  expression,  but  that  each 
is  inconsistent  with  himself. 

If  a  portion  of  Huid  expand-^  >l«»wly  without   gain  or  loss  of  heat,  we 
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know  the  way  in  which  its  p,  v,  and  t  alter  as  it  changes  state ;  this  was 
originally  called  "adiabatic  expansion,"  and  the  term  has  become  a 
technical  term  for  that  kind  of  alteration  of  p,  v,  and  t,  however  it  may 
occur.  Steam  or  air  may  be  throttled  through  a  non-conducting  reducing 
valve,  but  the  expansion  is  not  adiabatic  although  there  is  no  gain  or 
loss  of  heat.  Steam  or  air  passing  along  a  pipe  with  friction,  if  it  can 
only  be  made  to  lose  heat  through  the  metal  of  the  pipe  at  exactly  the 
proper  rate  at  every  place,  is  expanding  adiabatically.  "When  we  assume 
that  steam  or  air  flows  without  friction  from  a  vessel  through  an  orifice, 
we  say  that  the  expansion  is  adiabatic  although  it  is  rapid.  Stuff 
expanding  even  slowly  behind  a  steam  engine  piston,  even  if  the  cylinder 
were  non-conducting  and  there  were  no  leakage,  does  not  as  a  whole 
usually  fulfil  the  condition  of  adiabatic  expansion  because  we  cannot 
speak  of  its  p,  v,  and  t,  the  temperature  not  being  constant  throughout. 

6.  Diagrams. 

If  we  call  such  a  diagram  as  that  of  Fig.  80  a  p  v  diagram,  we  first 
make  the  assumption  that  we  know  the  quantity  of  stuff  presumably  one 
pound,  and  secondly  that  it  remains  wholly  in  a  vessel  of  altering  volume. 
That  vessel  is  at  one  time  a  boiler,  at  another  a  condenser.  We  can 
convert  a  pv  into  a  t  <f>  diagram  (see  |  212).  The  area  of  the  p  v  or 
the  equal  area  of  the  t  <f)  diagram  represents  the  net  work  done  during 
the  cycle. 

Many  men  who  draw  such  t  <f>  diagrams  seem  not  to  be  aware  of  the  two 
assumptions  which  are  made.  My  own  pupils  are  not  encouraged  to  make 
a  t  0  diagram  of  any  except  the  expansion  part ;  even  for  this  they  must 
make  the  assumption  that  the  weight  of  stuff  is  known,  and  I  have 
condemned  the  usual  method.  More  and  more  do  I  feel  that  there  is 
less  error  in  assuming  the  expansion  to  be  adiabatic,  and  proceeding  as 
in  §216. 

7.   Graphical  Thermodynamic  Computation. 

I  am  of  opinion  that  a  combined  algebraic  and  graphical  method  of 
computation  is  always  better  than  either  alone,  and  that  the  student 
should  be  familiar  with  both.  For  graphical  work  the  following 
considerations  are  important.  On  the  6  <f>  diagram  let  equi volume  and 
equipressure  and  equal  internal  energy  lines  be  drawn.  On  the  p  v 
diagram  let  isothermal  and  adiabatic  lines  be  drawn  so  that  on  either 
diagram  we  can  at  once  place  a  point  to  show  any  given  state  of  one 
pound  of  stuff,  whether  it  is  told  us  in  terms  of  p  and  v  or  v  and  0  or  6 
and  <f>  or  any  other  two  of  the  quantities. 

In  a  p  v  diagram,  adiabatic  expansion  means  that  work  done  is  all  loss 
of  intrinsic  energy.  The  intrinsic  energy  at  a  point  A,  Fig.  328,  is  the 
area  D  A  Z  until  the  adiabatic  A  Z  reaches  the  zero  of  pressure.  In  a 
6  <f>  diagram  heat  given  at  constant  volume  is  all  gain  of  intrinsic  energy. 
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In  Fig.  327  if  A  D  and  11  F  are  lines  of  constant  volume. 

If  D  F  is  a  line  of  constant  E  or  intrinsic  energy. 

Then  in  the  change  of  state  from  A  to  B,  J  /!  -I  II  is  tin-  In  -at  given  to 
the  stuff,  and  A  B  F  1  G  D  A  is  the  work  done. 

To  prove  the  second  statement.  Heat  given  at  constant  volume  is 
gain  of  E.  Therefore,  as  ED  =  EF=E0  say,  EA=E0  +  GDA  II, 

EB=EO+IFBJ.    So  that  EA+J/AI{-£H=WAIS.    EO+GDAH+ 

II  A  nj-E{,-IFH.I  =  Fr,,,,  or  WAB  =  AB  FLJDA. 

When,  however,  we  wish  only  to  see  differences  or  net  work  and 
heat  we  may  imagine  the  positions  of  such  lines  as  DF  and  O'J,  keeping 
them  well  outside  our  figure,  and  then  our  whole  diagram  is  what  is 
drawn  in  the  upper  right-hand  corner  bounded  by  6  0  <f>. 

Similarly  in  a  p  v  diagram,  if  A  Z  and  B  /'are  adiabatics  and  G  11  is  a 
line  of  constant  E  or  intrinsic  energy,  say  that  EG  =  EH  =  EO.  [We  see 
that  the  area  of  GHZ'F'  '  =  area  between  Gil  and  11  F  and  GZ\ 

Then  WAB  =  DABC  and 


EA=E0  +  DA  GF\  Eu  =  E0  -+  CBHZ' 
-  DAGF'+  CBH&+ABCD  =  HAH  =  ABHZ'F'GA. 

Thus  the  p  v  diagram  may  be  made  to  show  not  only  work  but  heat. 
Inasmuch,  however,  as  we  often  wish  to  speak  only  of  differences,  the 
diagram  to  the  right  of  a  line  like  /  J  may  be  left  to  the  imagination. 

In  explaining  the  practical  use  of  the  t  $  diagram  to  students  I  use 
two  blackboards,  one  lined  permanently  in  colours  for  water  stuff,  the 
other  for  air.  After  half  an  hour  it  will  be  found  that  any  elementary 
student  can  with  quickness  and  certainty  mark  a  point  for  any  specified 
state  of  a  pound  of  wet  or  superheated  steam  or  air.  It  is  very 
convenient  to  be  able  to  make  diagrams,  using  any  coloured  chalk  and 
to  wipe  them  out  when  done  with.  It  is  my  intention  to  prepare 
t  0  diagrams  to  be  used  underneath  dulled  glass  in  frames,  so  that 
a  student  may  sponge  off  a  worked  exercise. 

8.   The  Laval  Nozzle. 

Even  in  the  second  edition  of  this  book,  §§  387  —  391,  it  will  be 
found  that  I  did  not  know  how  there  might  be  very  great  velocities 
outside  a  throat  in  an  expanding  mouthpiece  through  which  steam  or  air 
might  be  flowing  from  the  vessel.  The  theory  will  be  found  published  in 
Nature,  Oct.  29,  1903.  [Parenthetically  I  may  remark  that  my  theory 
of  the  injector  given  in  §392,  which,  as  I  said,  did  not  agree  with 
experiment,  was  not  altogether  condemned  by  me,  for,  (lines  1  and  2, 
page  614),  I  suggested  that  if  there  might  be  greater  speeds  than 
Napier's  the  theory  would  agree  with  experiments.  I  have  now  proved 
that  much  greater  speeds  are  possible  and  the  theory  is  correct.]  The 
student  will  easily  work  it  out  for  himself,  using  the  formula  (1)  of 
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§390.     Take  say  u?=l,  ;>0=  1  100   Ib.    per  square  inch,  and 

calculate  a   t  ilucs  of  A  for  the  following  value*  of;/,,  which 

had  l*-tt«T  !»•  called  /.       \  ,,u  an.  taking 

A  as  the  cross  section  of  a  stream  tube  at  a  place  where  the  pressure 

i-  y  -mailer   t<>   a    minimum,  iU  value  in    the    throat,  and    then 

gets  larger  in  tin-  expanding  mouthpiece.     There  is  no  gn-a  n   the 

formula-  ,i>  ti  re  A    reaches  its  minimum 

value,  hut    in    the    mouthpiece   \  .iirae  excessive  .  and 

the  tabulated  v  must  be  greater  than  in  rt-alr 
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If  all  the  pressures  are  double*!  the  values  of  r  an-  th.   ~.ime. 

As  was  to  have  been  expected,  very  curious  vibration^  .H  ,  ur  in  an 
expanding  nozzle  when  the  angle  of  divergence  is  too  large.  A>  in  many 
other  phenomena  in  which  rtui«l  friction  plays  a  part,  the  ituileni  must 
rely  upon  actual  trial  to  get  good  results. 


9.   S 


Tnrhinet. 


The  many  stage  reaction   turbine  of   Parsons   is  shown   in   Fig.  56. 

ingle  stage  tin/"*  A*.-  turbine  of  Laval  is  shown  in  Figs.  ~>l\  —  55. 
In   i  •  urbine  the  pressure  varies  greatly  as  the  fluid  pa  ays 

through  the  wheel,  and  hence  the   velocity   of    the   tin:';  tO   the 

\anes    \ari.-       The   spaces  are   filled    with    Huid,     and     if   we   know     the 
sections  of  the  passages  and  the  cubic  feet  of  fluid  per  second  the  la 

:ty   of    the   fluid    is   known.       1'.  i.ition    of    pressure 

tliere    is    yreat    tendem-y    for    leakage    of   steam     through     the    clearance 
spaces,  a   source  of  loss  which    is  less    in    I  n_'.  r    turbines    than    in    small 

-•••am  at   the  s.-mn-  pressure  i^  found  all  round  any  i 
In   .in   i  >?<//»*/.<.•   turbine   the   pressure  is  supposed    not    to  \.iry  tin-in;; 

i  .....  at  .1  as  at    /,'.  i  .  and  if  there  is  no  friction  the  \ 

the  tlui  1  to  the  vanes  keeps  numerically   constant,  ulthouuh   it 

.-hanu'es  in  direction,  and  this   is  the   principal   matter   to   keep   in    mind. 
•...  tendency  to  leakage  through    the  clearance  spaces.      Before 
entering  the  *  total  head  .n-  Clergy   is  ki 
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may  be  admitted  through  a  small  or  large  portion  of  the  circumference 
and  this  gives  a  good  method  of  governing  in  impulse  turbines. 

The  Curtis  turbine  is  a  several  stage  impulse  turbine,  that  is,  only  a 
portion  of  the  kinetic  energy  of  the  steam  is  taken  from  it  in  the  first 
wheel  ;  on  leaving  the  first  wheel  the  steam  enters  fixed  vanes  without 
shock,  and  is  guided  to  enter  a  second  wheel  without  shock.  Usually 
there  is  a  third  wheel  which  the  steam  leaves  with  small  velocity. 
There  is  almost  every  kind  of  combination  of  the  reaction  and  impulse 
principles  now  on  trial  in  various  countries.  The  student  who  has 
mastered  the  following  simple  principles  will  have  no  difficulty  in  carry- 
ing out  any  such  combination  if  he  has  also  the  knowledge  supposed  to 
be  possessed  by  the  ordinary  draughtsman.  Although  the  principles 
are  easy  to  state,  it  is  only  after  a  good  deal  of  experience  that  a  student 
can  apply  them  readily  and  with  certainty.  He  ought  to  study  water 
turbines  where  there  is  much  less  friction. 

The  motion  of  the  fluid  in  a  turbine  is  always  rather  turbulent,  and 
a  theory  which  would  take  turbulence  or  friction  into  account  is  quite 
impossible  in  the  present  state  of  mathematical  science.  Recollecting 
that  the  frictional  loss  of  energy  (or  head)  per  Ib.  of  fluid  is,  in  similar 
things,  nearly  proportional  to  the  square  of  the  speed  of  the  fluid 
relatively  to  vanes  and  guides,  we  are  able  to  see  with  more  or  less  clear- 
ness how  friction  modifies  the  results  obtained  by  our  working  theory 
in  which  no  friction  is  assumed.  This  working  theory  is  exceedingly 
simple ;  indeed,  there  are  only  two  simple  principles  which  need  be 
familiar  to  everybody,  and  these  have  to  be  applied  in  a  common- sense 
way.  It  is  most  important  that  students  should  understand  water 
turbines.  (See  the  author's  Applied  Mechanics,  chap.  24.) 

Frictional  loss  of  energy  per  Ib.  may  be  taken  to  be  proportional  to 

LP 

v2,  where  L  is  length  of  a  channel,  A  the  area  c2  cross  section,  P  the 
A 

perimeter  of  the  section  touched  by  the  fluid  ;  v  the  speed  of  the  fluid 
relatively  to  the  channel.  The  student  knows  that  force  of  friction  is 
nearly  proportional  to  wSv-  where  w  is  density  of  fluid  and  S  is  wetted 
area  ;  also  loss  of  pressure  due  to  friction  depends  on  w,  but  loss  of 
energy  per  pound  of  fluid  does  not  depend  upon  w. 

In  any  kind  of  turbine  it  is  important  that  the  fluid  should  be  so 
directed  and  the  speed  of  the  wheel  and  shape  of  vanes  such  that  the 
fluid  may  enter  without  shock.  This  means  :  there  must  be  no  sudden 
change  in  the  total  velocity  of  the  fluid.  Just  when  the  fluid  enters  the 
wheel,  its  total  velocity  is  the  resultant  of  two  velocities  ;  the  velocity  of 
the  wheel,  and  the  velocity  of  the  fluid  relatively  to  the  wheel.  Let  V, 
Fig.  329  or  Fig.  330,  be  the  velocity  before  entrance  ;  GA  is  the  direction 
of  motion  of  A,  the  velocity  being  v  =  ED;  CF  is  the  component  of  tin- 
velocity  which  is  normal  to  the  openings  at  A,  sometimes  called  radial  and 
sometimes  lateral  velocity  vt.  It  is  necessary  for  the  construction  of 
Fig.  330  to  hold,  if  the  fluid  is  to  enter  without  shock.  The  student  should 
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vary  the  angle  ft.  makim,'  :•  r  obtuse,  and  also  vary  the  angle  ^ 

somewhat.  Tn  see   how   »-,  the   velocity   «>f   tin-  wheel,    <le|*-n<ls    u: 
aii'.'l--.     This  applies  to  Ixith  reaction  and  impulw  turbine*. 


B 


i 


l    .      • 


tin-  cubic  feet  per  secori'l,    ••nr«-rni4  tin-  wheel  is  known,  tli«-n  .1 
g  tin-  niva  of  .ill   the  njH-iiinys  in  tin-  plane  .if  ',.{  at  right  angles  to 
tin-  paper,    y-rA  =  '•/=  ('/•',   then  tin-  ijuiile  uiujht    t.»  be  so  set  aT 


Sin  <>= 


»l 

—      or  = 

I  I' 


This  iissumes  the  passages  to  be  lill«-«l  with  Huid,  an  is  nlunys  tin- 
case  in  a  reaction  turhine  and  possibly  in  a  steam  impulse  turbine,  hut  it 
i-  usually  not  the  case  in  a  water  impulse  turhine.  Note  also  that  if 
Muiil  is  to  leavr  a  \\ln-i-I  with  the  least  possible  speed  which  is  its  lateral 
speed  >•',,  the  wh^-1,  Fi^-  «i-'U.  then  moving  with  the  speed  r',  then 
Uin  ff=rt-T-r.  Here  is  tin-  roii-tnu-tioii  for  Hui«l  leaving  a  wh.t-l,  <j/', 
the  lateral  velodtv,  Ix-ini;  Driven.  /'.\'.l/  i>  #',  the  angle  ma.li-  by  the 
\ain-with  the  dirertioii  of  its  motion.  Tln-n  .V/'  i^  v»-|..«-ity  n-lati\ely  to 
the  van.-.  J/.V=  »•',  the  veliK-ity  of  the  tip  of  the  \ane.  J//'  or  I"  is  the 
an-wer,  the  total  velocity  with  which  the  tlui<l  leave  the  vane.  If  I'  is 


Pio.  881. 

to  l>e  as  small  asp  _•.  .".."-•_'  1..-.-.  ,n..  In  reaction  turbine* 

wr  usually  know  the  value  of  <•',.  In  iinpulsc  turbincH  we  usually  know 
the  vain-  of  .\'/'.  but  in  either  ca-M>  w.-  ran  timl  .I//'.  In  several  stage 
impulse  turbines  we  \s  i>h  .MI'  \u  be  at  its  smallest  only  when  the  fluid 
has  left  the  last  wheel. 

H/"  /'/</  "//•/  /''•>/••  /•. — When  tluiil  enters  any  wheel  or  series  of  wheels, 
whether  rea<-ti«.n  or  impulse  :  and  leaves  with  no  vel,«-ity  in  the  direction 
of  motion,  the  Dimple  principle  to  rememU-r  is  this  : — The  momentum 
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entering  the  wheel  per  second  in  the  direction  of  the  wheel's  motion  is 
/''<»•<•<!,  and  this  multiplied  by  the  speed  of  the  wheel  is  the  work  done  per 
second  upon  the  wheel.  If  w  Ib.  of  fluid  enters  per  second  with  a  com- 
ponent velocity  in  the  direction  of  motion  u  feet  per  second,  then  the 

nmss  is  iv -r</  where  g  =  32"2  ;  and  --u  is  force.     If  the  wheel  moves  at 

J 

v  feet  per  second,  —  uv  is  the  work  done  in  foot  pounds  per  second.   Every 

9 

pound  of  fluid  does  the  work  uv-s-g  foot  pounds.  If  the  fluid  leaves  the 
wheel  with  a  component  velocity  in  the  direction  of  motion  u,  then 

Wu  is  a  retarding  force,  and  the  fluid  carries  off  the  energy  —uv.     It  is 

9  ff 

then  the  difference  of  the  two  which  the  wheel  receives  from  the  fluid. 

It  ought  to  be  pointed  out  that  if  men  kept  before  their  minds  New- 
ton's definition  of  force,  they  could  compute  easily  many  things  which 
seem  to  them  very  difficult.  Force  is  rate  of  change  of  momentum  per 
second.  Momentum  is  mass  multiplied  by  velocity.  Momentum  is  a 
Vector  quantity.  We  need  not  consider  force  or  momentum  at  right 
angles  to  the  direction  of  the  wheel's  motion.  In  Fig.  329  if  w  Ib.  of  fluid 

at* 

enters  the  wheel  per  second  w-r3'2"2  or    —  is  its  mass,  and   it  has  a 

y 

velocity  in  the  direction  of  the  wheel's  motion  represented  by  FD.     So 

W.FD  is  momentum  per  second  given  to  the  wheel ;  this  is  force  in  pounds. 

9 

This  force  multiplied  by  ED,  the  speed  of  the  wheel,  is  the  work  done  per 

second  upon  the  wheel  by  w  pounds  of  fluid.  Hence  the  energy  given  by 
every  pound  of  fluid  to  the  wheel  is  FDxED-rg,  or  Vv  cos  0 

t/ 

and  v=  V  '-  TT^-    And  every  pound  carries  away,  see  Fig.  332,  the 

sin  u 

energy  MNx  MQ-^-gor  v'2  —  v'v'i  cot  0',  so  that,  neglecting  friction,  every 
pound  energy  of  fluid  does  work  upon  the  wheel  equal  to  the  difference  of 
these  or 

Vv  cos  (f>  —  (v'z  —  v'v'i  cot  6'}. 

In  any  stage  of  a  reaction  turbine,  and  in  a  one  impulse  turbine,  we 
endeavour  to  let  the  fluid  leave  with  only  lateral  velocity,  and  in  this  case 
the  work  done  upon  the  wheel  per  pound  of  fluid  is  Vv  cos  <fi. 

Now  if  H  is  the  total  head  available  (that  is  the  total  available 
mechanical  energy  of  each  pound  of  fluid)  from  before  entering  the  wheel 
till  after  leaving,  the  amount  of  energy  given  to  the  wheel  by  each  pound 
of  fluid  cannot  exceed  kH  where  k  is  less  than  1.  It  must  be  less  than  1, 
first,  because  there  is  the  kinetic  energy  due  to  the  leaving  lateral  velocity 
— not  usually  large — and,  secondly,  because  of  fluid  friction.  It  is  of 
course  less  if  the  angle  <f>  is  not  just  right,  because  there  is  shock  ;  this, 
however,  is  included  with  the  other  frictional  losses,  k  is  0'9  in  a  good 
water  reaction  turbine  usually,  k  is  less  than  this  in  steam  turbines. 
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^>     i   '       peak   "f  /.//  ivaihihle  head.      When  we 

have  .•ai.-iiUi.-d  tl«  ,  [.,  (In-  wheel  we  coiisi.l.  i  what  it  doeii 

\\ith  it.     First,  then-  u  -real  l,,s,  by  tlui<l  friction  U-tw.-vn  the  wlie,-; 


Kl«l.   334. 


I 


the  lluiil  that   surrounds  it.       Then  there  is   tl.  .  ;it   the  fooUtep  or 

other  lieai  in^'s  of  tin-  ~h.it  ting. 

In  hii;h  fall  turbines  and  steam  turbines  we  d»-ire  v  to  be  small,  and 
it  is  evident  i  h;it  a  \jin.-  such  a*  is  shown  in  Fig.  :IJ'.»  i^  the  bnt 

B|  i-ithi-i-  1  :-.  :J3t  it  «.u«ht  t.»  he  remembered 

tli;it    in  Loth   cases  as  '  50  reprewnts  th>-  /Wa/tr«  velocity  of 

tluiil  to  \;mr,  this  is  always  greater  than  \\ln-n  0  is  KG,  and  many  designen 
think    that    as   nni.-li  friction   is  due  to  this  relative   velocity,  it  is  always 
well  to  make  0=90°,    or    not 
much    less    than    '.'O  .  and  use 
the  shajH  When 

UMM|  tun  <f>=  r/-r  '', 
and  if  we  neglect  friction, 
taking  A  to  l>e  1,  r'-  =  «///.  • 
that  is,  the  velocity  of  the 
\s  heel  at  entrance  is  the 
velocity  'In-  t»  hulf  tt. 

:i\ailahle,  a  rule  easy  to 
rememher  for  reaction  tur- 
I  lines.  It  will  lie  seen  that  in 
impulse  turhines  we  seldom 
^  =  90°,  ami  the  rule  is 
dim-rent. 

In  low  fall  water  reaction 
turhines  we  generally  d.-^m- 
v  to  be  large,  and  in  this 
caue  0  ought  to  be  greater 
than  90,  the  vane  being 
as  in  Fii;.  .'l.'U. 


M 


i       ' 


H 


Ki...  837. 


What   on  uis    in    impulse   turhines  is  easily  known   if  we  apply  the 
two  rules.     The  imjM>rtant  thing  to  rememlier  is  that  '  330, 

and   .V  /'.    ;  6  numerically  e«jual  to  one  another. 

shows   thei-onstruction  for  the  \ane  shown  in  Fi^'.  '.\'.\>'- 

and  Mil  are  tangential  to  the  wheel  and  show  the  direction  of 
motion  at  .1  and  /!.  In  Fig.  337,  ('/>=  I*  the  velocity  before  entering 
wheel,  I'  /•'  is  the  lateral  velocity,  I  /.'  l>  is  the  \el.K-ity  of  the  wheel  at 
A.  <'  /.'  is  \rUitv  ..f  the  fluid  relatively  to  the  vmne  at  A  :  this  is 
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numerically  equal  to  HE,  the  velocity  relatively  to  the  vane  at  E  if 
there  is  no  friction.  E  G  =  v  is  the  velocityof  the  wheel  at  //,  und  //  G  or 
•y'is  the  total  velocity  of  the  fluid  just  after  it  leaves  tin-  wheel.  //  /  js  its 
lateral  velocity  at  B.  If  v'  =  v  as  in  the  Pelton  and  Laval  wheels,  and 
if  we  desire  V  to  be  as  small  as  possible,  an  I  it'  the  lateral  velocity  at  B 


FIG.  33s. 


D  or  G  or  I 


is  the  same  as  at  J,  the  vane  ought  to  be  shaped  as  in  Fig.  338,  and  the 
construction  is  that  shown  in  Fig.  339. 

V  sin  0 
Note  that  tan  6=2  tan  <£.    Also  tan  0  =  and  v  =  £   V  cos  <£. 

As    before,    the    work     done    per    pound     of    fluid     is        r«cos^>  or 

g 

FD  X  ED  -f  ff.  If  //  is  the  total  head  available,  FD  X  E  D  =  y  If  = 
i  F D2.  Thus  the  velocity  v  of  the  wheel  is  half  the  velocity  due  to  the 
available  head,  or  v  =  \  *J  1g  H.  Observe  the  difference  between  this 
rule  and  the  rule  for  a  reaction  turbine. 

EXKRCISE.  In  the  Laval,  $  is  usually  about  18°.  What  is  6 1 
Taking  V  =  3,000  feet  per  second,  find  v. 

As  an  example,  let  us  consider  a  two-stage  impulse  turbine.  Vl  is  the 
velocity  of  the  steam  in  the  nozzle  about  to  enter  the  first  wheel.  It  is 


Mo  u  ing 


Fixed 


Moving 
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easy  to  arrange  the  angles  so  that  V,  the  velocity  of  the  fluid  leaving  the 
second  wheel,  shall  be  only  lateral ;  that  is,  as  small  as  possible.      Let  a 
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stud. -lit   -ketch       hraw  f  It,   Flu'..".  I  ''  at   right 

angles  t,.  /'/',  mak.-  '    //   [.Hi.ill.-l   i.,   I-'  It.       I'  It  MI t«,  four   • 

parr-:   each    <.f    these    j  ..muion    ,  •  h  wheel* 

that     the     an-l,-    ''A'/'=0,    a,,,|    <  ,,1,1    at    A 

relatively  to  tin-  vane.       It"  th<-n- i>  in,  friction  this  speed doeH  not  diminish, 
l)iit   changes  in  direction  to  ///.'.       r'rom    th.-    figure    ///./'    it    is   i-\ 
that    //  l>    i-    th.-    total  \e|,..-ity  of    tin-   tluiil    leaving  tin-   h'rst    wheel,  and 
theref,,re  th.-  an;;!.-  ' '  l>  /'  or  0,  or  //'  l>  /'(which  i-  miulu  equal  \«  <      I>  /'* 

>urs,.  //  />,  th.-  \.-I.M  iiy  of  tlui<l  r. 

iliM-s  not  diminish    l,ut    chan^rs   in   ilin-rtion    to    //    /t.    \\hi.-h    \vi-    ,all     I', 
tin-    total    \cl,H_-ity    of    fluid    U-fon-  it    «-iit.-rs    the  liocund  wlu*el.      W«-  ->«• 


that  //'  /•.'  i-  vi-lority  of  thiid  i  .-l.it  i\  rly  to  th<-  moving  vane  ..• 
and  it  is  guided  so  a»  to  \x*  II  E  just  Krfoiv  li-a\im.'.  The  li^un-  //  /.'  /> 
shows  that  //  I>  or  I"  i-,  thr  whole  vrlm-ity  of  tin-  tluid  l.-aviny  th»- 
fMHJOnd  wlu-rl.  It  is  ol.vious  that  iiistt-ad  of  drawing  the  lirn-s  //  /.' 
and  //  K  and  //  l>  \vt-  n«-«'d  only  tin-  tiymv  shown  on  th.-  N-ft  of  the 
lint-  //  /t. 

iki-  frii-tion  into  atvonnt,  imagine  the  speed  ('  /-.'.   F:^.   :Hl',  to  In- 
iliininished   to    C  L"    as    tin-    fluid    passes    round    the    inovini:    \aii--    .I/;, 
tin-  sj«-cd  ( '  M  to  IK-  diminish, -d  to  < '  M    in  pa-sin^  round  the  fixed  - 
and  the  sjK>«'d  t'  .V  to  IM>  diminished  to  C  .V  in  th<>  second  moving  \.i 

At  the  present  time  numerous  inventors  and  improvers  are  con- 
ing diagram-  on  the  above  simple  principles.      There  j-  -,,  much  ignorance 
of  the  laws  of  friction  when  tluid   is  in   turhulent  motion  that  until  more 
experiment-    are    made   or    until      c 
men      like     Mr.     Par-on-    tell     us 
their  experience    it  would  l>e  un-    V 
\\  i--    f.ii-  an    author   to   -ay    more 
than    what   I   have  already  given. 
At   present    in    the    l>e-t   turl>ine>, 
the    loss   due  to    tluid    friction    is 
iiliout    equal     to     the    mechanical 
work  done  upon  the  turliine. 

There  are  many  details  of  turbines — such  as  In-anngs,  footsteps, 
.strength  of  high  spee<l  shafting  and  the  fixing  «,f  wheels  to  them, 
strength  of  wheel-,  methods  of  drivini:  from  high  speed  shaft*,  methods 
of  balancing  and  of  testing  for  balance  which  now  need  attention. 
never  before  having  been  very  necessary.  Deta.  d  to  tun 

re«|i;  attention.       The    law-    of    tluid    friction    are    only    t 

•  •d  at.      Experiment,  experience   in    xucceM  and   failure,  nrv   ,|iiickly 
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settling  all  details,  but    some    time   must  elapse  before   the  best  shapes, 
methods,  and  systems  ;u-e  Arrived  at. 

The   principle  stated  above    if    applied    to   an    impulse    \\heel    is    a 
particular  case  of  the  following  general  principle.     In  impulse  wheels  it 

is   advisable  for  students   to 
keep  it  before  them. 

In  Fig.  343,  C  B  shows  a 
vane.  Fluid  with  the  velocity 
V  strikes  the  vane.  Whether 
it  enters  with  or  without 
shock  is  of  no  importance  in 
this  calculation,  v  is  the  ve- 
locity of  the  vane,  supposed 
to  have  a  motion  of  transla- 
tion merely. 

Draw  CD  and  ED  to 
represent  V  and  v.  Then 
C  E  is  the  velocity  of  the 
fluid  relatively  to  the  vane 
at  A.  Make  FE  =  C  E  and 
parallel  to  the  direction  of 
the  vane  at  B.  The  total 
velocity  of  the  fluid  leaving 
the  vane  is  FD.  The  fluid 
had  velocity  C  D  before  en- 
tering, and  this  has  been 
changed  to  FD,  so  that  C  F 
is  the  change  of  velocity. 
FIO.  344.  The  mass  of  1  pound  is  1  -f-  </, 

so  that  the  change  of  mo- 
mentum per  pound  of  fluid  per  second  is  C  F  •+-  g,  and  this  is  force.  The 
work  done  per  pound  of  fluid  is  the  force  C  F  -f-  g  acting  through  the 
displacement  ED  (what  we  call  the  scalar  product  of  two  vectors).  That 
is,  if  D I  is  parallel  to  C  F  and  E I  is  perpendicular,  the  work  done  per 
pound  is  C  F  X  D  I  -=-  g. 


10.    Constant  Speed  Turbine  u-ith  Changing  Load. 

In  a  water  turbine  the  angle  <f)  in  Fig.  329  is  correct  only  for  one 
rate  of  flow.  In  the  steam  turbine  when  the  supply  pressure  is  halved, 
we  may  for  a  rough  generalisation  assume  that  the  pressures  and 
densities  everywhere  are  halved,  and  hence  at  any  place  (p-^  —p.2)/w  is 
unchanged,  and  this  is  F2,  so  that  V  is  the  same.  Thus  <f)  remains 
correct.  The  axial  velocity  is  as  before,  and  therefore  6  is  correct.  The 
volume  of  steam  per  second  is  as  before,  just  as  it  is  in  a  reciprocating 
engine  (if  we  neglect  cylinder  condensation)  with  constant  cut-off. 


Al'I'llN  MX  SSI 


1  1.    /•'»///  n/  Pfettwrt  i 

As  t  per  p<. MI.  ii  in  any  Mction  U  (/>,  — 

and  as  n-  is  mtu-h  less  at  t)  •  end,  the  preamrc  differences  ought 

to  IM-  les>  there,  cist-  inin-li  more  work  will  lie  done  then-  than  at  the 
supply  end.  In  fa.-t  tin-  work  done  |>er|M.und  i-  pn.|«.rl ional  t<.  p*  or  r*,  r 
bein::  i-adm-.  If  tin-  radial  depth  of  the  up.  to  r 

we  se<-  tluit  tin-  axial  m  lat.-ral  velocity  •  •>  i  l/r*ir  and  tan  0=*ViJ99. 
1/rV',  and  as  0  diminMi.--.  n  .  .Id  increase  if  10  were  constant. 

In  .IrMu'miiu'  any  tnrl.iii--.  therefore,  we  have  condition-*  to  be  aati«fted 
wliidi  i,Tf.-:tly  .-..ntlict  \\itli  .-n.-  aM»tln-r.  and  in  1 1  u>  absence  of  experienoa 
as  to  fluid  fru-timi  it  i-  m-acly  inijMivsiMi-  t<>  p-nrralize. 

It'  -   i     t\ial  ili-taiio-.  wrought   to  have    '  ( ''  }  *r*.     If  we  awiume  a 

'/. 

n-yular   in. Teas,-    in  >i/.<>,  say  r=/y  r,  tli.-ti  ji  n-  =  a«tff-\-b  when  a  and  /» 

art-  known  in  t.-nns  of/',  mid  /•„  tin-  ^upply  and  exhaust   pressures. 
If  tin-  la\\    i.f  fxpan-i.-n   i-  M  '//'"',  tlu-n  /•  i>  kn<»\\n  u 
But   this  is  Iwised  on  the  assumption  that   fluid  will  always  arrange 

its.-lf  s.i  a-  to    pi.,  lin-f    tin-  greatest  rtli.-ii-in-y.  an  assumption  \\hic-h  I   860 

no  uay  to  prove. 


1 2.  Gas  and  Oil  Turbine*. 

For  twenty-five  years  I  have  told  studrnts  that  the  heat  ••ni.'iw  «»f  tin- 
future  is  a  turbine  driven  by  gas  coming  from  a  fire  proof  chamber  where 
a  supply  is  maintained  at  very  high  press niv.  It  ha-  In-t-n  -aid  that  tin- 
idea  i-  impossible  because  the  tomperature.s  would  lx>  so  high  at  the  supply 
end  that  any  metallic  guides  or  vanes  would  melt.  The  following 
exercise  shows  that,  however  true  this  may  be  for  a  reaction  turl»ine. 
not  true  for  a  Laval.  The  pressure  about  a  Laval  wh«vl  i>  1  atmos|.! 
in  the  chamber  from  which  air  rushes  throuirh  a  Lival  nozzle  the 
pressure  p  is  20  atmospheres  and  the  temperature  0  is  1600  C.  Assume 
no  friction  ;  that  is,  assume  adiabatic  expansion  ;  what  is  the  temperature 
of  the  air  as  it  enters  the  wheel  .•  Adial>ati«-  expansion  means  that,  t 
being  absolute  temperature,  t  x/>2/7. 

The  answer  is  523°  C.,  which  is  certainly  not  too  high ;  even  wh 
assume  the  usual  nozzle  loss  of  from  10  to  15  \» -r  •  ••  -nt.  ..t  the  energy  by 
tYirtion,  we  do  not  find  the  lemperature  too  high.  As  there  is  no 
tendency  to  leakage  in  a  Laval,  and  a  small  wheel  may  be  nearly  as 
efficient  OM  a  large  turbine,  it  would  l*>  <juil«'  ea-sy  to  try  the  I^val  as  an 
oil  turbine.  Of  course  then-  i- always  the  evil  of  ha\inir  to  pump  air 
into  the  hot  chamber,  but  this  might  be  done  through  cooled  tabes  and 
compression  at  nearly  constant  temperature  would  waste  leas  work  than 
an  adiabatic  compression. 
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1  .">.    Flow  of  Fluids  }    l-'r'n-tion. 

hi  discussing  the  flow  of  fluid  I  often  use  the  form  of  equation  (1) 
which  is  derived  from  considering  merely  mechanical  energy,  or  as  in 
§387  I  use  (2),  another  form  into  which  heat  expressions  enter.  These 
are  the  same  equation  when  there  is  no  friction  and  no  gain  or  loss  of  heat  by 
the  fluid.  But  in  the  general  case  the  equations  are  different,  and  both  are 
necessary.  At  any  place  where  the  pressure  is  p  Ib.  per  tq.  foot,  V  the 
volume  in  cubic  feet  of  1  Ib.  of  fluid,  k  feet  the  height  above  datum 

2  f 

level  ;  v  feet  per  second  the  speed  of   the  fluid  ;  then  -.  +  h  +  I  V.dp  is 

•2g  J 

called  the  total  head  ;  it  may  be  called  the  total  mechanical  energy  per  Ib. 
of  fluid.  In  a  liquid  V  is  constant,  and  I  V.dp  is  Vp.  In  fans  and  portions  ut' 

steam  turbines  in  which  there  is  very  little  difference  of  pressure  between 
one  place  and  another,  we  may  take  V  as  the  mean  value  of  V  at  the  two 
places.  Thus,  for  example,  if  air  or  steam  flows  from  rest  at  pl  to  p., 
(the  difference  being  small),  neglecting  differences  in  level, 


Head  may  be  lost  by  giving  mechanical  energy  to  a  wheel  or  piston,  or  by 
friction.  If  we  assume  no  friction  we  can  make  many  useful  calculations. 
When  streams  of  fluid  converge  towards  an  orifice  there  is  usually  veiy 
little  friction.  When  stream  lines  diverge  there  is  usually  a  condition  of 
unstability  leading  to  much  friction.  It  is  because  of  the  very  great 
amount  of  fluid  friction  which  is  common  to  all  steam  turbines  that  the 
following  statements  are  necessary.  We  shall  neglect  h.  The  mechanical 
work  done  upon  machinery,  together  with  the  gain  of  kinetic  energy  be- 
tween the  places  1  and  2,  I  shall  call  W.  The  loss  of  energy  by  fluid 

friction  I  shall  call   F.     Then   remembering  that  \v.dp  =  pv  —  \p.dv  we 

have  an  equation  relating  altogether  to  mechanical  energy  :  — 

0 
"P.dV=W+F    ....     (1) 

, 

I  use  A  to  denote  the  area  of  the  pv  diagram. 

If  the  fluid   receives  heat  Q  between  the   two  places  we   have  our 
second  equation  :  — 

ni  +  Q-IIt=\Y+F     ....     (2) 

When  H  —  Intrinsic  Energy  E-\-pV. 

Thus  in  steam  of  dryness  x  and  temperature  6°C,  L  being  latent  heat 
of  one  pound  of  dry  steam  at  this  temperature 

J/  =  0  +  xL     ....      (3) 
In  superheated  steam 

U  =  0+L  +  K(0'-P)     ....     (4) 
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0*  being  the  .i.tu.-il  temperature;   6'—  6  IHMIU,'  the  iiiiiuuii1                  he*U 

A',  the  -p-.-iti,-  heat  ill                                           ••••ii  uik.-n  a-.  I"  I,-,  lint  • 

for  i  ..•:!•••.  in  _•   rli.it    uii.-n  !'..[.-    i-   mii'-h  HU  per  heat  ing  the 

\.-ilin-  i.f  A  :    limn-.       lna^aM 


H=K$     .... 

I.    It   th.  then    whether    II'  is  me.  haiiical  work 

done  upon  ina<-hinery  .>i    is  kinetic  energy  ym-n    to    the    fluid  <l     an 
M  -1   =  \\"  =  //,       // 
I   use  A',  6*.  II ,    to  indicate  adialuitic  exclusion  and  no  : 

7=/'.  That  i-,  let  tin-  energy  wasted  in  friction  he 
retained  as  heat  hy  the  tluid.  there  In-ill:;  no  heat  yiven  to  the  tluid  or 
taken  from  it  hy  metal.  1 1  will  lie  neon  that  II  //,  -  //'.  —  (//,  —  ///)«• 
IK'- (//«,-//',)  = 

\\  ,  M-e  then  that  II"  due  to  adial.atic  expansion  is  the  maximum 
head  or  availahle  .  If  we  allow  fluid  friction,  tin-  tluid  ii-tainin- 

the  frictional   heal.   \v  e  ha\e  the   JOSH  //j  -  // .  . 

III.     l,et    there   IH-    /'   I. lit    no    <J.    that     i-,  lluid    friction    hut    tin- 
heat   not  retained  hy  the  fluid.     We  find  that   II'  +  /'=//,--  //s  =  //,-// 
That  is,  the  energy  lost  hy  friction  is  a  total  loss. 
Case  IV.    Let   V>/'-  -'iv  <,>=/•+</. 

Then  ir  =  //,  -  //;  -  (//.,  -  //./)  -f  n. 

That  is,  all  the  frictional  heat  is  retained  by  the  fluid  and  additional 
heat  '/  is  ^i\  en  to  the  fluid. 

To  illustratethe.se  cases  graphically, 
iisin^j  wet  steam,  we  assume  that  in 
every  ease  the  stuff  expands  from  j^ 
to  //._..  I  take  .1  /,'  as  the  />,  line  and 
!><'.!  <;  as  the  /-.  line. 

In  case  I.  M"  =  .r  =  area  A  />  C  D, 
i '  Ix-ing  the  final  state, 

//,  =  O'O  It  A  IK'  KO',  //,'  =  O'ODC  i 

In  case  II.  ./  heini:  the  final  state, 

ir.,  =  ,i  -  /•=  it  A  /:./  D  _  H  .1  A'  /;  r  /i  = 
A  BCD     CJKS-W     (//,-//',). 

Ill        ease         Ml.         II'        =      II"    -     /'   = 

i>  A  /;r    n. i  A  /:••  /;=  ir._.-  /:./<: 

That   is.  assuming  /'to  h.-  the  -ame  in  t  ..  'it    hy  allowing 

its  heat   i  >  remain  in  the  tluid. 

In  case  IV.  Let  <;  h-  the  final  >!;;te  .  let  ./  U-  what  the  state  would 
have  heen  if  <t>  had  heen  only  e.jual  to  /•'.  The  efli-ct  of  ./  where  ./  is  the 
additional  heat  from  an  outside 


||"4  =  11'.,+  /,'  (,'  .1  and  7  •  11  H  /'  A'  ./  A1 ./  A   A  '    .   and 

86  /•/.  '    /; 
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One  of  tin-  most  important  applications  of  II.  is  to  any  stage  of  any 
kind  of  turbine.  The  moment  of  momentum  lost  per  second  per  pound 
of  fluid  multiplied  by  the  angular  velocity  of  the  wheel  (or  the  tangential 
momentum  per  second  multiplied  by  the  linear  velocity)  is  the  work  W 
actually  done  upon  the  wheel  per  pound  of  fluid.  The  wheel  may  after- 
wards waste  some  of  this  in  friction,  but  with  that  we  have  nothing  now 
to  do.  It  is  from  this  principle  that  we  calculate  the  proper  speed  of 
the  wheel,  &c.  Let  us  assume  that  there  is  no  loss  or  gain  of  heat  by 
the  fluid  except  /',  that  which  is  due  to  fluid  friction  and  is  retained  by 
the  fluid.  What  is  usually  called  the  loss  of  head,  the  loss  of  mere 
mechanical  energy,  the  area  of  the  indicator  diagram 


A=VlPl  - 
In  fact,  W=  W  -  /'=  W  -  (If,  -  ///). 

Case  II.  is  the  most  important  for  generalisations,  namely,  assume 
that  between  initial  and  final  states  no  heat  is  given  to  or  taken  from 
the  fluid  ;  all  its  frictional  heat  being  retained  by  the  fluid.  To  restate 
it  :  W'  —  H^  -  If.-,'  is  the  maximum  useful  energy,  there  bei.ng  no  friction. 
In  any  case  W  =  W  -  (//2  -  7/2'). 

Examples. 

The  values  of  //  given  in  (3),  (4),  and  (5)  are  to  be  remembered. 

(1)  Steam  at  200  Ib.  pressure  (381°'6  F.)  and  92  per-cent.  dry,  is 
supplied  to  a  turbine  ;  it  is  found  in  the  exhaust  at  1  Ib.  pressure 
(102°  F.)  and  90  per  cent.  dry.  What  is  the  loss  of  energy  by  fluid 
friction  ?  What  is  this  as  a  fraction  of  the  whole  energy  available  ? 

Answer.  If  wet  steam  at  abs.  temp.  ^  and  dry  ness  xl  expands 
adiabatically  to  t.2'  and  dryness  x2',  then  0t'  =  <f>.2'  gives  us 


If  we  work  on  the  Fah.  scale  and  with  Fah.  units  of  heat,  ^  =  381 '6  + 
460  =  841-6,  *2  =102  +  460  =  562,  ^  =  843-4, 12=  1043,  #1  =  381'6  + 
0-92(843-4)=  1157-5,  */  =  0'7144,tf2'=  102 +  0-7144(1043)  =  847, //.,= 
102  +  -9(1043)=  1040-7.  Hence  Hl - Hz'  =  TF'=310'5,  tf,-//2'=  1937. 
The  result  then  is  this  :  W'  or  310"5  is  the  energy  that  would  have  been 
given  either  as  mechanical  energy  to  machinery  or  kinetic  energy  to  the 
fluid  itself  if  there  had  been  no  friction  (Rankine  Cycle) ;  W  or  193 "7  is 
the  energy  really  utilised,  the  waste  due  to  friction  being  116'8.  In  fact, 
if  there  were  no  friction  the  turbine  or  engine  would  use  only  8  "2  4  Ib. 
of  steam  per  hour  ;  it  really  uses  13.2. 

If  the   useful  energy  is   not  given   to  machinery,  being  all  kinetic, 
v.,'  l>eing  the  speed  of  the  fluid  assuming  no  friction  and  v.L  being  the  real 
speed,  v.2  =  v/<i4  4  x  310 '5  X  774  =  3934  feet  per  second. 
t>8=  ^64;4~xT93-7  X  774  =  3108. 
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liich  may  be  wet  or  may  be  super- 

heat.-d  in  tin-  .-\!i.ri-'  an-  much  «-a-.  :  In-  t<fr  diagram  u  used  than 

liV   forillllhe. 

RxncOB.    It'  tli.-  -iipj.ly  is  dry  Haturated  steam  at  203*3  I  b.  per  at). 

irn-li,  aii>i  U  found  t<i  i.--  jn>t  dry  -it  urated  Hteam  at  1*06  Ih.  per  sq.  inch 
in  the  exhaust,  ahow  that  tin-  work  actually  done  uj-.n  th.-  nul.ineU 

i.  uly  iM  |»er  cent.   <>f   \\hat  would    have  been  givo  •••  had  been  no 

tluiii  frii-timi.  Til.-  assumption  is  that  no  heat  in  given  to  or  lost  by  toe 
steam  from  or  to  th.-  m«-tal. 

In  an  iiir  turhine  ..r  oth.-r  ni..f.ir.  in  which  no  heat  U  given 
i    lost   by    the   air   fn.in   or   t<>    tin-   un-tal,    the  supply  is  at  \> 
exhaust  at  //  .  ;    it   in-t.-ad  of  foil-  0  1'iW  pvV  constant 

air  t'i.ll"\\-  th.-  la\v  ptr*  constant,  sh.iw  that  it  II'  in  the  work  that  woul.l 
havi-  IM-.-H  don.-  it  th.-rc  had  been  no  fluid  friction  ami  if  1C  is  the  work 
actually  <\ 


W      l-r 

rV,: 

Thus  if />j=10  atmospheres  am 
following  valm-N,  we  have  the 
that  when  yr  is  constant    II'  is  0. 


=  0'l  ntmosphere  and  if  n  has  th.- 
valu«'s  ..f  II'  II  I-  .  noticeable 
7  for  air  is  1  •  I. 


Vahu-s  of  M.          1  •  \ 

1-3 

l-j 

Wj  ir            i 

•MM 

I 


I.,?:; 


Graphically,  on  the  (<f>  diagram  for  steam.     Let  Db'KI.  U-   the  pres- 

//,  ami   K  -V  M  th- 
\\'.-t  -t.-ain  •  -xpands  as  FU II,  and  if  it  rec«'i\i-<l  th«-  hrat  /•' f  II  II ./  /' 

ft an   outside  source,  the   useful  mechanical  energy   available  for  a 

turbine  or  as  kinetic  energy 
would  IK-  DFT  11  E.  But  be- 
causc  thf  heat  is  due  to  friction 
tin-  useful  energy  is  the  diller- 
ence,  and  this  is  casilv  -»-.-n  to 
be  D  FG  E—<;  II  li  •/. "  I  f  there 
were  no  friction  it  is  l>  /•  (,'  K. 
Similarly  if  MijM-rheat»-d  steam 

:i'U       1)V      1.    II"  /'      the      USe- 
flll       elierirv      i-        /.'   l>  A'   /.    (tl  E 

•  lent  that 

we  need  only  the  jx.ints  /'and 
//  or  L  and  /',  and  we  do  not 
n.-ed  int. TMI. -di.it.-  jH.intN  like  U 
or  I!'. 


A      X 
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Note  that  X  ED  /-'./=//,.  X  /•:  9  •/     II'..,  X  I-  II  11  =  11.,  in  the  wet 

steam  <-a-r  ;   m  the  superheat  ed  0886   -V  I-   />  /'A'  /.   A'  =  //p  X  E  (J  li  =  II    . 

.\  !•:  \  i>  sx  =  n,. 

In  superheated  steam  calculations  we  are  met  with  the  difficulty  that 
we  do  not  know  the  specific  heat,  the  slopes  of  lines  like  A"  /,  and  .V  M 
being  unknown. 

If  the  fluid  is  a  perfect  gas,  W'  =  A'(^,  —  /./),  W=  K(tl  —  O>  the  waste 
hy  friction  being  A'( /.,  —  <'.,).  These  expressions  become  more  complex 

looking  when  we  convert  to  pressures.  In  an  adiabatie  f.,'  =         ./V/v  J'->1    '  y- 

In  the  .adiabatic  How  of  dry  or  wet  steam  it  is  approximately  correct 
to  assume  the  stuff  to  be  a  perfect  gas  whose  y  is  given  in  §.'389.  But 
when  the  flow  is  not  adiabatic  the  method  already  described  must  be 
followed. 

EXEKCISK.  Air  at  pl  =  200  X  144  Ib.  per  sq.  ft.  and  0l  =  1600  C.  flows 
to  a  place  where  it  is  at  the  pressure  ;>2  =1:3x1 44,  find  its  velocity 
there  if  $2  is  given.  Notice  that  #2  cannot  be  less  than  & '2. 

If    the    expansion    were    adiabatic    as  ttp^y~l  =t'0p9[^~l     we   have 

t'  =tl(J-^]l/y 'l  =  1873  (13-33)-?  =  980  or  6'2=  707°  C. 

TV 
Let  us  suppose  that  the  temperature  is  really  6.2=  1000°  C.,  or  t2=  1273 

because  there  is  fluid  friction.      As  K  for  air  is  0'238  X  1393  =  330. 
W'  =  IIl-lfl>'  =  K(ei  -  0'2)  =  893Ar=  294690. 
W  =  HI  -  //,"=  Ar(0a  -  6>2)  =  600A'=  198000. 
Loss  of  energy  by  friction  W'  —  W=  96690  or  33  per  cent. 
If  v  is  the  velocity  found  in  (1)  §389,  assuming  no  friction 

v"2=  2g  X  294690,  or  v=  4356  feet  per  second. 
If  v  is  the  real  velocity, 

v2=2gX  198000,  or  v  =  3572  feet  per  second. 

EXEKCISE.  In  the  case  just  given  if  the  expansion  followed  a  law  ;«•" 
constant,  what  is  11  ?  Answer,  1*175  instead  of  1'4,  its  value  for  adia- 
batic expression. 

It  is  easy  for  students  to  frame  such  exercises  as  the  following  : — It 
is  seen  from  the  table,  page  323,  that  for  the  perfect  Rankine  Cycle 
(with  adiabatic  expansion)  7'63  Ib.  of  saturated  steam  per  horse  power  hour 
are  required  at  200  Ib.  pressure,  exhausting  to  1  Ib.  A  certain  turbine 
working  with  these  pressures  uses  16  Ib.  of  steam  per  hour,  find  the  dry- 
ness  fraction  of  the  exhaust  steam,  assuming  all  frictional  heat  to  remain 
in  the  steam.  It  is  easy  to  vary  this,  taking  any  pressures  of  supply  and 
exhaust  for  which  there  are  experimental  figures  ;  also  taking  super- 
heated or  wet  steam.  It  is  very  striking  to  find  that  in  sucli  a  ca- 
the  one  here  given  52'3  per  cent,  of  the  available  energy  is  wasted  in 
fluid  friction.  It  brings  home  to  us  the  importance  of  properly  shaping 
guide  blades  and  vanes,  and  how  much  improvement  has  still  to  be  made. 
In  such  a  case  as  the  above,  let  a  student  compare  on  his  tfy  sheet, 
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tli.-  Kankine  ('yd,-  with  w  hat  we  must  actually  have  when  a  cylinder  U 
used  ami  tin-  toe  of  the  diagram  i-  cut  oil,  and  h«-  will  -«•«•  fur  himnelf  one 
(hut  nut  tin-  most)  important  .-huin  made  for  the  turbine  as  against  the 
reciproca-  him  now  make  another  diagram  id  which  the 

exho-u-t  i  "•   II).  per  Hq.  inch  :  lie  will  discover  that  a  good 

vacuum  is  ever  so  much  more  important  in  tin-  turbine  than  in  the 
reciprocal  iii'.; 


14.    /'/  Wht*l*  againtt  an  Atmoipkert. 

turbines  have  come  into   use,  this  subj.-ct.  like  nil  other  matter* 
in  which  tlui'i  fri<-tion  i,  concerned,   hao  come  to  be  of  very  great  iniport- 

an.-.-.      For  ft  proper  comprehension    of  the  principles  involved  in  th- 

cu->ion  of  tluiil   fncti-ni.    it    is    necessary    that    tin-   student    shou 

some  such  treatise  as  my  Aj>/Ji"l  .'/  i        :  iction  of  n 

with  amis  is  not   \»-ry  different   from    what   vsoul-1   .«<ur  if  the  wheel   were 

solid  to  the  f.-ntn-       <  >m-   of  my  stiidi-nt  i  im.-nt«-<l   uith 

rotating  -li-  •-,  ami  the   following  empirical   rule  is  fairly  well  Hatittfied  by 

his  results  :  — 


1'  is  the  horse  power  wasted  in  friction.      D  is  the  diameter  of  th«- 
in  feet,  r  is  the  speed  of  the  outside  of  tin-  «ii^<    in   f.-et   JH  r  second     ,r  i^ 
the  density   of  tlu>  air  which  surrounded    the  disc    in  Ih.  jx-r  cul»ii-  f.M.t  : 
fn  ~  X  10~8.      Probablyy'is  the  same    for  sujK-rheated   steam  as  for  air, 
hut  it  may  be  somewhat  greater  for  dry   or  wet  steam,  sa\ 
Mi.  Odell  experimented  only   with  ordinary   air,  hut  the  followini;  nmu'li 
way    of    liK»kiiiL;    at    the    matter    indicates    that    until   a  more  complete 
in\  estimation    i>    made,    we  may    take  the    alx>\e    formula  as  suttiriently 
correct  for  practical  purposes.      I  take  it    that   a   whei-l  or  <li^<    i-. 
fan  sending  air  out  radially,  this    air  finding  its  way  luick   to  the  middle 
of  the  wheel  by  paths  along  which    there  is   not   much  friction.      N 
fans  made  to  similar  drawings  but    of  different  sizes  are  driven,  the  fluid 
leaving  them  returning  again,  it   i>  «  a>\   to  show   that  approximately  if/* 
is  the  horse  power  wasted  and  I)  is  the  outer  diameter,  and  r  is  the  outer 
speed,  and  //•  is  the  density  of  the  fluid,  then  according  to  our  recognised 
formula-,  which,  however,  are  not  altogether  satisfactory. 


On  the  whole,  the  rough  theory  agrees  sufficiently  well  with  Mr  odell's 
results  to  allow  us  for  the  present  to  assume  that  the  above  formula  is 
generally  true  for  wheels  that  are  not  enclosed.  If  properly  enclosed,  P 
may  be  less  or  greater,  depending  mi  the  nature  of  the  enclosure. 
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of  pi, ton.    1'J-J 

ut.  enert:\ .  •  ii.ip    Hi 

AI ciiiiiulator,  boiler 
Accumulators,  elc.tnc.  -2t\'.\  4 
A'  id,  c.irlM.nic,  :>:<•_: 
A-  kmsil  and   Murn-li\  'l  ml   n  . 

464-5 

A-  me  gas  engine,  4.V> 
Acoustics,  study  of,  3 
A-  i  ion,  electro-chcmicul.  206 
Adiabatic  expansion.  •  li;ij>.  •_':>:  li'.'l 

flow   of   steam  and  gaae^.   »KU  till 

08  7 

Admiralty  fertile.  •_•".", 
Admission,  sn.  ti-_':{ 
Advance  of  v:dvr.  IL'S 
Air,  entropy  of.  -J4.S.  .S-46,  3Til 

in  condenxer,  1  ">7 

in  water,  560 

to  furna<-r,  'Jl'i 

engine, 

Joulf's,  :{»:{ 

look, 

pump,  4.'i,  l.'>6 

veswl.  Hit 
Aladdin.  <> 
Alcohol,  319 
Algchra,  signs  ii 
Allan  link  notion,  l.'iT,  141,  498 
Alteration  of  load  on  engine,  289 
Angstrom  gear,  144 
Angular  ad  vane* 
Animal  machine,  tin  .   I 
Area  of  indicator  diagram.  JIT 
Areas  of  irregular  figures,  246 
Arithmetical  calm!  it H.ns  chap.  15 
Armington  and  Sim's  valve  motion. 
Artificial  circulation  in  Koilern,  253 
Ash  in  coal,  418 
Assumption,  \\  nun:.  I  l'» 
Atkinson  engines,  448-9 


Atkinson's  scavenger,  452 

Ant.,,  I    •_' 

Auxiliary  engine- 

pump.  1> 
Average  bread tl 

pn  -sun-.   !»7 
.   JK,   N 

A\le  of  locomotives,  crank,  69 
A\  rtoti  ami  IYn  \  •*  gas  engine  paper,  i;  I 
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Babcock  and  \Vilcox  lx>ilcr,  227,235,296 

Backlash,  30 

Back -pressure,  75,  81 

Balance  piston,  52 

Balancing  of  engines,  8-14,  28,  chap.  2* 

locomotives,  30,  69,  71,  ">.'<."•  7 
Bars,  fire,  i:»4.  •_•"-_•.  -_i»; 
Bar  stay,  -J"4 
Beam  engines,  9 
Beau  de  K<  • 

Hcllc\  lllc     !H,]|.   |-,   227 

Belt  driving.  -'M 

lU-rl helot.   Ill 

Best  cut-off,  77.  ^1    -H.H-301 

Bn-y.-le.  resistance  of,  263 

Binary  vapour  •  • 

443 

Bisulphide  of  carlxm.  319 
Bituminous  coal,  lls 
P.I. une's  paper  on  governor*,  176 
Block,  -liding  of  in  link.  4W.  .VJ» 

sealing  or  fit  ti 

thrust.  61 
Bo.ler.  C..rn.-h.  11-13 

covering  of,  190 


of,  chap.  26 

,  ip  ::.•.•  \.  u  ,  •;,  rc, 
Lancashire,  chaps.  II  I  :< 
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Boiler,     multitubular,     212,    215,    216, 
chap.  14 

pitting,  159 

requirements  of  modern,  177 

seating,  211 

shell,  holes  in,  181 

shop  methods,  200 

spherical,  196 

stay,  179,  204,  205 

storage,  208 

strength  of,  chap.  12 

tests,  177 

Thorneycroft's,  227,  232,  233 

tube,  field,  217,  425 

valves,  vacuum  on,  188 

Wigan,  experiments  on,  4'20 

Wilcox  and  Babcock,  227,  235-6 
Boilers,  8,  chaps.  11-14 

artificial  circulation  in,  l.~>3 

breathing  of,  181,  207 

care  of,  195 

copper  in,  201 

corrosion  in,  206 

deposit  in,  225-6 

hogging  in,  181,207 

improvement  in  manufacture  of,  201 

marine  cylindrical,  219-225 

scale  in,  225-6 

size  and  evaporation  of,  177 

steel  in,  202 

straining  in,  181,  207 

testing,  221 

tubes  in,  216,  217 

water  level  in,  185,  188 

water  tube,  226,  236 
Bourdon  pressure  gauge,  185,  189 
Box  clack,  190 

stuffing,  24 

Brake  power,  75,  256,  270-4 
Branca's  engine,  6 
Brayton  engine,  444,  474 
Breathing  of  boilers,  181,  207 
Brotherhood  engine,  55 
Brown's  marine  governor,  176 
Brown's  shifting  gear,  143 
Bull  engine,  fig.  21 
Bunsen,  440,  441 

Burstall's  experiments  on   gas   engines, 
455-7 


Caking  coal,  418 

Calculation,  importance  of,  1-14 

numerical,  chap.  15 
Calculus  of  differences,  239 
Callendar,  Prof.,  385,  389,  392,  561,  593, 

618-620 

Calorific  power,  405-422 
Capacities  and  latent  heats,  336,  565-569 
Capillarity,  560 
Carbonic  acid,  332 
Carbon,  consumption  of,  404 


Carbon,  disulphide  of,  319 

Care  of  boilers,  195 

( 'jirnot's  cycle,  347-351 

Car,  work  done  on  tram-,  247 

Cast  iron  pipes,  201 

( Bulking,  200 

Centrifugal  force,  28,  169 

Change  of  temperature  in  cylinder,  386 

Characteristics  of  fluids,  331,  563 

Chemical  action,  electro-,  206 

symbols,  402-405 
Chimneys,  228 
Cholera,  18 

Circulating  pumps,  163 
Circulation  in  boilers,  artificial,  153 

water,  217 
Civilisation,  11 
Clack  box,  190 

Clark  on  cylinder  condensation,  375 
Clark's  book  on  engines  and  boilers,  429- 

436 

Clausius,  virial,  558 
Clearance,  30,  40,  97,  244,  293 

in  gas  engines,  447,  450 
Clerk,  440,  449,  453 
Clerk's  experiments  on  gas  engines,  440 
Coal,  416-421 

ash  in,  418 

consumption,  98 

combustion  of,  209-210 

getting  exhausted,  10 

smoke,  Welsh  and  other,  209 

tester,  415 

and  work,  257 

Welsh,  418 
Cocks,  drain,  52 

test,  185 
Coke,  418,  421 
Collapse  of  flues,  201-2 
Collision,  energy  wasted  in,  599,  600 
Collision  of  fluid  jets,  chap.  34 
Colonel  English,  268 
Combination  of  motions,  488-492 
Combustion,  products  of,  408 

specific  heat  of  products  of,  408 

rapidity  of,  in  gas  engine,  439,  479 

and  fuel,  chap.  25 

and  smoke,  209,  210 

temperature  of,  415 
Comparison  of  methods  of    regulation, 

290 

Complete  differential,  567-8 
Complexity  of  large  engines,  146-9 
Compound  locomotive,  71 
Compounding,  115,  379-380 
Compression,  39,  80 

in  gas  engines,  146-9 
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Yarrow  water  tube  boiler,  227,  fig.  211 


Zeuner's  valve  diagram,  133,  482 
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